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PREFACE 


.The purpose of this book is to present in a clear and concise manner 
a discussioi^ of the fundamental principles underlyinp; the construction 
and operation of steam power plant equipment. 

The book is the result of the author’s experiern^es while teaching courses 
in steam engineering at se^jeral engineering colk^ges. The material pre- 
sented has been used sucicessfully in classroom work, and although intended 
primarily for men of college grade, it is hoped that it will prove satisfactory 
for vocational schools and for the general reader se(‘king information 
about steam power plants. With this end in view, the mathematical 
discussion has been kept at a minimum. 

The arrangement of the material difftTS from that of other books in 
the same field in that an effort has l)e(‘n mad(‘ to introduce th(' practical 
phases of the subject previous to the theondical. This has been done 
by having a description of the ap[)aratus precedt^ the theory. This plan 
has been followed throughout the look with th(‘ (‘xception of the chapter 
on stokers, where it seemed preferable to place the discussion of combustion 
first. The use of the more important (‘(| nations is illustrated by examples, 
and in addition a nunibtT of review qin^stions and problems are placed at the 
end of each cdiapter in order to giv(‘ the r(*ader a ready means of testing his 
knowledge of the material contained in the*, (diapter. 

The first (;hapt('r discusses the relationship existing between the various 
equipment used in common typ(‘s of st(‘ani power plants. The remaining 
chapters naturally divide themselves into two parts. The first part d(‘als 
with representative tyf)es of steam l)oilers and their auxiliaries. Included 
in this part is a discussion of phy^cal units; properties of steam; fuels; 
combustion; methods of burning coal, oil and pulverized fuel; smoke pn'- 
vention; feedwater purifi (nation, and boiler testing. The se'corid part tak(‘s 
up the various types of steam (*ngin('s, st(‘am turbines, pumps, and con- 
densers. Included in this part is a description of the method used to s('t 
the valves of engines; a dis(!Ussion on the testing of engines and tur- 
bines, and a des(;ription of the methods ust‘d to cool the circulating water 
for condensers. The last chapter contains a brief d(\scription of the 
equipment used in several modern steam power jdants. 

The author takes this opportunity to thank and acknowledge his indebt- 
edness to the various manufacturers who .so willingly supplied bulletins 
and illustrations, in many cases at considerable expense to themselves; 
and regrets that because of the large number they cannot be listed here. 
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The author also thanks the following for assistance rendered during the 
preparation of the text: Dean G. C. Anthony; Professors A. C. Willard; 
A. P. Kratz; Wm. H. Severns; C. H. Chase; F. E. Seavey; J. A. Poison 
and R. U. Fittz. 

Special credit is due the following for permission to use certain material 
from publications of which they are the authors: Professors J. A. Moyer; 
C. F. Hirshfelcl; C. F. Gebhardt; C. H. Fessenden; E. M. Shealy; Mr. 
,1. F. Cosgrove; F. R. Low, and for permission to use portions pf the Power 
Test Code, The American Society of Mechanical Engineers. 

Suggestions or criticisms that will make the book more useful, or for 
corrections that will make the book more accurate, will be appreciated by 
the author. 

E. MacN. 

Tufts Colleoe, Mass., 

July, 1923. 
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Elementary Steam Power 
Engineering 


• CHAPTER I 

ELEMENTARY STEAM POWER PLANTS 

1. Foreword. — Modern power plants, furnishing mechanical and ele(v 
trical eiKTgy for commercial pur^wses, use water, gas, oil, or steam to de- 
velop pOW(T. 

The factors which generally determine the type of plant to be used are : 

1. Kind of service, 

2. Location with regard to fuel and water. 

3. Space available. 

4. Reliability in operation. 

5. Cost to produce a comm(‘rcial unit of jx)wer, when all factors entering 

into th(^ (;ost are considered. 

Th(‘ water power, or hydro-electric, plant may produce a unit of power 
during a part of the y(^ar at a lower cost than a steam power plant of the 
same capacity, but the water supply may vary sufficiently to lower its 
capacity during th<^ rianainder of the year and thus make necessary an 
auxiliary sour(;e of pow(T. Furtluarnon^, on account of the higher initial 
cost of the wat('r pow('r installation and the long distributing lines, the 
cost of pow('r, which would otherwise Ix' low, is increased. The gas or 
oil power plant has a high thermal efficiency, or ability to convert the heat 
supplied into inorJ:, but depreciation, repairs and high cost of fuel gener- 
ally offset this advantage. The steam power plant, because of its depend- 
ability and all-round efficiency, can produce' powea* in large quantities at 
the lowest cost and is used to supply nearly three-quarters of the total power 
now used in manufacturing, heating, lighting, and railway service in the 
United States. 

2. Classification. — Modern power plants may be classified: 

Stationary 

1. According to kind of service Marine 

® Locomotive 

Automotive 
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2. According to the form in which 

energy is supplied to the main 

power units 

3. According to location with reference 

to distribution of output 

4. According to method of operating 

main power units 

Steam power plants arc classified as condensing or non-condensing 
according to the method used to dispose of^the steam exhausted from 
the main power units. In the non-condensing plant, exhaust steam from 
the engine or turbine is discharged at or near the pressure of the aimosphere. 
The exhaust steam may be wasted to the air, or it may be used for com- 
mercial purposes. In the condensing plant, the exhaust steam may he dis- 
charged into a surface condenser, a vessel closed to the atmosphere and 
containing a large number of small tubes through which cooling water is 
forced to circulate, condensing the steam which surrounds the tubes, and 
lowering the pressure in the vessel; or the exhaust steam may he discharged 
into a jet condenser, a closed vessel in which the steam is condensed by 
coming into direct contact with jets of cooling water whicdi are sprayed 
into the chamber. The condensed st(‘am is known as condensate. 

Each type of steam power plant has its field of usefulness. The non- 
condensing plant is generally used in hotels, office buildings and factories; 
or in power plants where the exhaust steam can be used for heating, drymg, 
or tanning, or in other manufacturing processes. 

Condensing equipment is used in large power plants, such as central 
stations, where the amount of exhaust steam is in excess of that required 
for heating and where the maximum amount of power obtainable is de- 
sired. Turbine-driven plants are usually operated “condensing,” to 
increase the economy of the turbines. 

3. Types of Power Plants to be considered. — The following types of 
steam power plants will be briefly described, and the arrangement of the 
apparatus will be shown in outline form to make clear the relation exist- 
ing between parts of the equipment: 

1. Non-condensing isolated plant. 

2. Condensing isolated plant. 

3. Central station having complete equipment for economical operation. 

4. Locomotive power plant. 

5. Marine power plant. 

4. Essential Steam Power Plant Equipment. — Any steam power plant 
must have a furnace in which fuel is burned to generate heat; a boiler, 
or steel vessel containing water, to utilize the heat generated in the fur- 


Steam 

Water 

Gas 

Oil 

I Isolated 
1 Central Station 

I Engine-driven 
1 Turbine-driven 
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nace and convert the water into steam; an engine or turbine, called the 
prime mover or main unit, to use the heat energy stored in the steam and 
perform work; and suitable; piping to convey the steam. Besides the 
above equipment, the plant requires numerous auxiliaries and accessories, 
which depend upon the location of the plant, the fuel and water available, 
the service for which the plant is intended, and the economy desired. 

5. Non-condensing Isolated Steam Power Plant. — An isolated 
station is a %power plant that furnishes lights heat or power to a single 
building or group of buildings situated near each other. The arrange- 
ment of the apparatus in a typical non-condensing isolated plant is shown 
in Fig. 1. The boiler is a fire-tube boiler; that is, the hot gases from the 
furnace pass through tqbes which are surrounded by water. The type of 
boiler shown is commonly known as a horizontal return tubular boiler. 
It is located within the brick walls of the boiler setting, which forms the 
side and end walls, of the space around the boiler, makes a passage through 
which the gases from the furnace pass, and serves to confine the heat to 
the boiler. The brick setting often forms a support for the boiler, but in 
the best, modern practice boilers are suspended from steel I-beams sup- 
ported by steel columns. 

Coal is delivered to the front of the lx)iler by a car pushed along a track 
by hand, and is shoveled upon a stationary grate under the front half 
of the boiler. The ashes resulting from burning the coal fall to the ash- 
pit below the grate, and the smoke and hot gases from the furnace pass to 
the rear of the setting. They then pass through tubes to the smoke 
connection at the front of the boiler, and while passing through the tubes 
give up some of their heat to the water, which surrounds the tubes. From 
the smoke connection at the front of the boiler, the gases pass, through 
a circular or rectangular sheet-metal breeching, to the chinmey or stack,* 
which produces sufficient draft, or difference of pressure above and below 
the fire, to supply the air necessary to burn the fuel. A damper is placed 
in the smoke connection to the breeching, to regulate the draft as required 
to meet the demand for power. 

The steam formed in ( he boiler passes through a steam nozzle and 
steam pipe to a steam header, from which the steam lead to the engine 
is taken. Part of the steam flowing through the pipe is condensed and 
carried along by the rapidly moving steam. To prevent this water from 
entering the cylinder of the engine and causing damage, a separator is 
placed in the steam pipe line, near the engine cylinder, to remove the sur- 
plus water from the steam. The water separated from the steam is 
drained from the separator through a steam trap which automatically 
removes water from a pipe system with minimum loss of steam. 

* The word chimney is generally used to denote brick and concrete construction, and 
stack to denote steel construction. 




Fig. 1. — Non-condensing Isolated Steam Power Plant. 
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The steam is used in a reciprocating engine, which drives an electric 
generator, by means of a belt, and fui’iiishes current for lighting and other 
useful purposes. The steam exhausted from the engine cylinder pass('s 
through the exhaust piping either to an open feedwater heater where 
it comes into direct contact with the feedwater and raises its temperature, 
or directly to the outside air through a back-pressure valve which opens 
to relieve excessive pressure in the exhaust pipe system. At the top of 
the exhaust pii)e and above the roof of the building, an exhaust head 
is located. It removes oil from the escaping stc'am and prevents the oil 
from being thrown over the roof and the surrounding buildings. 

To remove the oil carried from the engine cylinder by the exhaust 
steam, an oil separator, which is often a component part of the feedwater 
heater, is located in the exhaust pipe line just before it enters the heater. 

The boiler feed-pump takes feedwater from the feedwater heater and 
forces it into the boiler. The heater is located above the pump and sup- 
plies water to the pump under a small pressure, because a pump will not 
lift hot water through any appreciable distance. The pump is direct- 
acting, using steam from the main steam line. Exhaust steam from the 
pump is discharged into the exhaust pipe running to the feedwater heater. 
The water-end of the pump discharges the feedwater into the boiler through 
a pipe line running to the front of the boiler and entering the boiler at 
that end. 

During the winter months, exhaust steam from the engine and pump 
is discharged into the heating system. The back-pressure valve is then 
set to open at a pressure above that required for healing. As the oil 
which is picked up by the steam in the engine cylinders is detrimental to 
the heating system, it is removed before entering the piping to the radi- 
ators. In case the amount of exhaust steam from the engines is insufficient 
to supply the heating requirements, live steam from the main steam line 
can be admitted to the heating system through a reducing valve, which 
lowers the pressure of the steam from that of the boiler to that required 
for heating. 

Steam passes to the radiators from the exhaust piping near the feedwatoi’ 
heater, and, after being condensed in the radiators or heating coils, is 
discharged through thermostatic valves into a pipe line which discharges 
into the feedwater heater or the returns tank. Thence it is pumped to 
the boiler as feedwater. 

To operate the equipment shown in Fig. 1, certain accessories, trim- 
mings, or fittings are necessary. The boiler recpiires the following ac- 
cessories: a safety valve to limit the pressure which the boiler may carry; 
a water column and a water gage to show the water level in the boiler; 
a steam gage to indicate the pressure of the steam in the boiler; a blow- 
off pipe and valves to discharge the sediment which collects in the boiler 



Ccncraim Chimney 



Pig. 2. — Isolated Condensing Steam Power Plant. 
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ihell and to empty the boiler; and a check valve in the feedwater line 
.0 prevent the return of water from the boiler in case tlie boiler feed- 
pmnp is not working. 

The steam unit requires a throttle valve to control the flow of steam, 
filers to supply lubrication to the sliding and rotating parts, and piping 
and valves to drain the condensed steam from the cylinders. As a part 
3f .the engine, a flywheel is reiiuired to prevent excessive fluctuation in 
speed, and a^govemor to regulate the speed. 

t). Condensing Isolated Steam Power Plant. — The apparatus re- 
(}uired for the operation of a simple, isolated, condensing power plant is 
shown in Fig. 2 . The boiler.is a water-tube boiler; that is, it has a series 
of tubes containing water, around which gases from the furnai;e pass on 
their way to the stack. Baffle walls force the gases to take the path shown 
by arrows. 

Coal is delivered to a track hopper directly from a coal car, and is then 
discharged upon a flight conveyor for delivery to a bucket conveyor, 
which elevates the coal and discharges it into an overhead bunker. From 
the overhead bunker, the coal jiasses to automatic scales and then through 
a chute into the hopper of a stoker having a steam-operated plunger to 
feed the coal into the furna(!(;. The ashes colle(;t on a dump plate at the 
rear of the furnace and are dumped into the ashpit under the stoker. 
From the ashpit the ashes are delivered into a bucket conveyor and are 
elevated to an overhead ash storage bin. 

Steam is used in a recipi’ocating engine which is directly connected to 
an electric generator. ICxhaust steam from the engine passes directly 
into a jet condenser. The condensed steam, together with the con- 
densing water, is removed from the lower part ot the condenser by a 
steam-driven pump known as a vacuum pump, a wet-vacuum pump, 
or a wet-air pump because it removes a mixture of air and water from the 
condenser, and thus maintains the vacuum, or pressure, below the pressure 
of the atmosphere. In case it becomes necessary to stop the wet- vacuum 
pump, provision is made for automatically discharging the exhaust steam 
to the atmosphere through an atmospheric relief valve. The vacuum 
pump is often a pump which removes air only. It is then called a dry- 
vacuum pump, or a dry-air pump. 

The exhaust steam from the steam pumps is discharged into a closed 
feedwater heater, in which the steam does not come into direct contact 
with the feedwater. This heater is generally so constructed that the 
steam surrounds tubes in which the feedwater is circulating. The re- 
maining equipment is similar to that described under the non-condensing 
plant. 

7. Comparison of Non-condensing and Condensing Plants. — The 

thermal (efficiency of a non-condensing plant, like that shown in Fig. 1, 
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is low. Ordinarily it does not convert more than 4 per cent of the heat 
erergy stored in the coal into work. The thermal efficiency is increased to 
6 or 8 per cent during the winter when the exhaust steam is used for heat- 
ing purposes. A condensing plant like that shown in Fig. 2 is capable of 
converting 10 per cent of the heat value of the coal into work, and in ex- 
ceptional cases may run as high as 12 per cent. 

}n the non-condensing and condensing i)lants shown in Figs. 1 and 2, 
no effort was made to bring about all the saving possible by use of special 
heat-saving equipment. There are several kinds of heat-saving ecpiip- 
ment, the installation of which would not be advisable in small power 
plants, but which might briifg about large savings when installed in large 
central stations. 

8. Central Station Steam Power Plant. — The central station plant 
is a power ptant that supplies power to consumers more or less widely scat- 
tered and often far distant from the station. The layout of such a plant, 
fully equipped with heat-saving apparatus, is shown in Fig. 3. Coal from 
the coal bunker is fed into the hopper of a chain grate stoker having a 
traveling grate thus assuring a uniform feeding of coal and a saving in 
heat. The ashes arc discharged from the rear end of the traveling grate 
into the ashpit, from which they arc raked into an ash car and moved to 
the ash storage. 

Steam, leaving the boiler, passes through a superheater, which con- 
sists of a series of coils of pipe connected at each end by a header and lo- 
cated in the path of the hot furnace gases. The gases, having a tempera- 
ture higher than that of the steam, transmit some of their heat to the steam 
and thus its temperature is raised above the tenq)erature existing in the 
boiler. When in this condition, steam is called superheated steam. 

Steam from the superheater flows through suitable piping to a steam 
turbine, where a part of its energy is converted into work, and the remainder 
is exhausted from the turbine into a surface condenser. The condensed 
steam is pumped from the lower part of the condenser, by a wet-vacuum 
pump, into a tank or well, called the hot well. The cooling water for the 
condenser is circulated through the tubes by a piston pump driven by the 
same steam engine that drives the wet-vacuum pump, and passes the 
length of the condenser twice. Water at 90 deg. fahr. is pumped from the 
hot well into an open feedwater heater by a reciprocating steam-driven 
pump. In the feedwater heater it is mixed with the exhaust steam from 
the steam-driven auxiliaries, such as the boiler feed-pumps and vacuum 
pumps, and its temperature is raised to about 212 deg. fahr. Leaving 
the heater at the bottom, the feedwater is pumped by a centrifugal pump 
through an economizer into the boiler. The centrifugal pump has a 
rotating member, or impeller, which receives the water near the shaft 
and discharges it at the periphery of the impeller blades. The econo- 
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mizor consists of a series of pipes 
placotl in the path of the furnace 
gases, between the boiler setting 
and the stack. Draft is con- 
trolled by an engine-driven fan 
(not shown), placed between the 
economizer and the stack, ' to 
draw the gases from*, the furnace 
through the economizer and dis- 
charge them into the stack. The 
economizer raises the ternper- 
turc of the feedwater to about 
230 or 250 deg. fahr. By the 
addition of this heat-saving 
equipment the temperature of 
the feedwater is raised from 90 
deg. fahr. to 250 deg. fahr., thus 
saving a lai’gc amount of heat 
which would otherwise be wasted. 
The thermal efficiency may thus 
be increased to 15 per cent and, 
under the best conditions, to 
nearly 20 per cent. 

9. Locomotive Steam Power 
Plant. — An external view of the 
locomotive steam power plant 
is shown in Pig. 4, and a verti- 
cal section through the boiler in 
Fig. 5. The plant is of the non- 
condensing type, and the equip- 
ment is not essentially different 
from that installed in the same 
type of stationary plant. The 
space in which the equipment is 
installed is restricted, however, 
and the equipment must be ac- 
commodated to the space. The 
thermal efficiency of the best 
modern locomotive plants is from 
5 to 8 per cent. 

The boiler is a fire-tube boiler 
of the internally fired type; that 
is, the furnace is within the boiler 
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shell. An intensely hot fire is produced in the furnace, by a strong 
draft caused by exhausting the steam from the engine cylinders througli 
a nozzle, which discharges the steam into a short stack attached to 
the smoke box. This reduces the pressure in the smoke box and causes 
an increased flow of air through the coal on the grate. Coal is stored 
in the U-shaped portion of the tender formed by the inner walls of the 
wafter storage tank, and is generally fired into the furnace by hand, ex- 
cept on large freight-hauling locomotives on which mechanical stokers 
are often used. The gases rising from the burning coal pass through 
the tubes to the smoke box. 

Ashes from the shaking J[rate fall into an ash pan located directly 
under the grate. The amount of air admitted under the grate is con- 
trolled by dampers attached to each end of the ash pan and operated by 
rods and levers from the engineer’s cab. 

Steam generated in the boilt^r is led through a steam pi[)e that runs 
inside the boiler from the steam dome to the smoke box. The steam pipe 
here branches, a branch going t o each cyliiuhir of the engine. The flow of 
steam is regulated by a throttle valve operated by a lever in the engineer’s 
cab. Feedwater, from the water-storag(i tank in the tender, is forced into 
the boiler by an injector, that is, a pump operated l)y a jet of steam. 

Feedwater heaters are seldom used, because of lack of space. How- 
ever, the necessity of saving fuel Inis caused them to be installed in the 
more recent locomotives. Superheaters, consisting of a system of piping 
in the smoke box and flues, are being used on up-to-date equipment. 

A vertical steam-driven air-compressor is supported at the side of 
the locomotive boiler. This air compressor supplies air for operation 
of the brakes and sometimes for the valve mechanism on heavy locomo- 
tives. A small steam-turbine-driven generator, attached to the top of 
the locomotive boiler or to the side of the frame, furnishes electricity for 
the headlight. 

Strictly speaking, the boih'r docs not have a setting. Its front end is 
attached to a saddle formed by the cylind(?r castings. At the rear end, 
brackets riveted to the side of the fire-l)ox r(\st u{>on the side frame of the 
locomotive. The outside of the locomotive is covered with blocks of 
85 per cent magnesia, an insulating material, to reduce the loss of heat, 
and a sheet-metal covering is placed over the magnesia blocks. 

Locomotives are designated by two systinns, which have I’eference to 
the arrangement of the wheels. One method gives an arlhtrary name to 
the arrangement of the wheels, such as Pacific, Prairie, Mogul, Mallet, 
Santa Fe. The more common method is the Whyte system, which classi- 
fies locomotives by giving the number of wheels on the forward truck, or 
pony truck, the number of driving wheels, and finally the number of 
wheels on the rear, or trailing truck. Thus, a 4-4-0 locomotive has 4 
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Fig. 5 — Locomotive Power Plant — Sectional View. 
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front wheels, 4 drivers, and 0 rear wheels. Table 1 gives a few typical 
wheel arrangements, with the Whyte classification and the corresponding 
arbitrary name. 


TABLE 1. -WHYTE’S SYSTEM OF LOCOMOTIVE CLASSIFICATION. 


Symbol 

Wheel Arrangement 

'ryf)e 

Service 

O-L-0 

QO, 

4-wheel Switcher 

Yard 

.(F8-n 

V-d __0000_ 

8-wheel Switcher 

Yard 

2-6-0 

.do,_0-O Q . . _ 

M ogul 

Freight 

2-6-2 

-dCL O 0_Oo. . 

Prairie 

j Freight 

1 and 

2-80 

^]Q DOOO* _ 

Comolidation 

\ Passenger 
Freight 
Freight 

2-8-2 

.jdo QOOOo 

Mikado 

2-10-2 

^Q_.00 000 

Santa Fe 

Freight 

4-6-2 

■doo OOOo . 

Pacific 

Passenger 

Freight 

4r-8-2 

-doo OOOOq 

Mountain 

0-8-8-0 

.4 0.0 Q.O 0 0 0.0 
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10. Marine Steam Pov/er Plant. — Like the locomotive power plant, 
the marine power plant must occupy a small space. The steam marine 
plant is run condensing it uses a surface condenser on ocean steam- 
ships in order to have pure water for use in the boiler, since sea water is 
not suitable for boiler feed, because of the salt it contains, .let condensers 
are used on lake and river steamers. Figure 6 shows the location of the 
efjuipment on a typical lake steamship, together with transverse elevations 
throiigJi tiie engine and boiler rooms. The compact arrangement of the 
apparatus is evident. 

The boilers are of the marine type and have fire-tubes or water-tubes. 
Thos(^ shown arc of the fire-tube type, (^oal is generally fired by hand, 
although stokers of the underfeed type are sometimes used. Oil is burned 
as a fuel under the boilers, in many ships. 

The connection between the stack and the furnace is short. The stack 
is made of sheet steel; since it is relatively short as compared with a 
land installation, a fan, located as shown, is necessary to produce sufficient 
draft to burn the fuel. The fan may force air, under pressure, into the 
boiler room or ashpit of the boilers, or it may withdraw the gases by suc- 
tion and deliver them to the stack. These methods are termed, respec- 
tively, forced draft and induced draft. 

The engines are vertical marine engines and they drive the propeller 
shaft direct; that is, the engine shaft is directly connected to the propellor 
shaft, with a thrust bearing, placed at the engine end of the propellor 
shaft, to transfer the thrust of the propellor to the frame of the ship. 
When a turbine is used, the speed is reduced to that required by the pro- 




Section through Engine Room Section through Boiler Room 

Fig. 6. — Marine Steam Power Plant. 
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pellor shaft; it is then no(;ossary to use cither mechanical reduction gear- 
ing or a motor connected to the propellor shaft and driven by current 
from the main turbo-generator. 
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REVIEW QUESTIONS 

1 . Name the essential equipment in (a) a non-condensing power plant, (b) a condens- 
ing plant. 

2. Distinguish between an isolated power plant and a central station plant. 

3 . Make an outline sketch showing the relative lo(;ation of the essential equipment in 
a steam power plant operating (a) non-condensing, (b) (tondensing. 

4. About wliat per cent of t he heat in the coal is actually converted into power in (a) 
a condensing plant, (b) a non-condensing jdant. 

6. Name the heat-saving equipment which is often used in a steam power plant. 

6. 'Pracc the course of the fo(‘(lwator from tfie hot well to th(^ boiler, Fig. 2. 

7. Trace the course of the steam from the boiler to the hot well, Fig. 2. 

8. In what respect does the steam power plant, of a locomotive differ from a station- 
ary steam power plant? 

9 . What tyi)e of steam power plant is generally used on ships? Why? 



CHAPTER II 


STEAM BOILERS AND SETTINGS — BOILER AND SETTING 

FITTINGS 


11. Foreword. — The g(‘neral iippearance of the modern^ boiler is not 
essentially different from that of a boiler of the same type manufactiu'ed 
fifty years ago. The principal improvements have been in the methods 
of construction. 

There has, however, been great improvement in boiler operation, re- 
sulting from the use of furnaces of better design and construction. The 
present tendency in boiler operation is toward the use of higher steam 
pressure. A few years ago, a gage pressure of 100 pounds per square 
inch was considered high. To-day, many power boilers are operating at 
275 pounds, and some boilers at 350 pounds, p(^r square inch gage pressure 
in regular station practice. Manufacturers arc i)r('parod to furnish boilers 
cai)able of carrying 1200 [)ounds per scpian^ inch gage pressure and it seems 
probable that pressures as high as 1000 pounds per square inch may be 
used in important powt'r stations Ix'fore many years have passed. 

Boilers carrying 25 pounds per square inch gage pressure, or less, are 
usually classed iis heating boilers. 

12. Material. — The material used in boihjr construction should con- 
form to requirements stated in the A. S. M. E. (American Society 
OF Mechank’al h^NGiNEKKs) BoiLER C'oDE.* Steel used in the boiler 
shell must b(^ flange or firebox steel made by the open-hearth process. 
Its tensile strength must be from 55,000 to 65,000 pounds per square inch, 
and its crushing strength 95,000 pounds per square inch. When bent cold 
around a pin having a diameter equal to twice the plate thickness, the 
test piece should show no cracks. Firebox steel must be used when the 
part is to be under pressure and exposed to the fire or hot gases. CaM 
iron should not be used for flanges^ nozzles^ fittings or valves, when under 
'pressure, until a steam temperature exceeding 450 deg. fahr. 

13. Classification. — A classification of steam boikus is difficult, be- 
cause of tlu' larg(‘ number of variations in a f(‘W fundarmmtal types. The 
following classification is as satisfactory as any: 


1. According to form 


Plain cylindrical 
Flue 
Tubular 
Sectional 


* The A. S. M. E. Boiler Code may be obtained by addressing the Secretary of the 
American Society of Mechanical Engineers, 29 West 39th St., New York City. 
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2. According to location of furnace 


3. According to use 


4. According to direction of prin- 

cipal axis 

5. According to relative positions 

of water and hot gases 


j Externally fired 
1 Internally fired 
Stationary 
Portable 
Locomotive 
Marine 
Horizontal 
Inclined 
Vertical 
I Water-tube 
1 Fire-tube 


14. Typical Steam Power Boilers. — In order to give a clear idea of 
l)oiler details, the following types and makes, which include all types of 
boil(n\s gencirally used for [)ower purposes, will be described : 


1. Lo(;omot ive Boiler 


2. Stationary boilers. 

Fire-tube 

as exemplified i 


by the 1 

Water-lube 

3. Marine boilers, 

j Fire-tube 

as exemplified 


by the 

1 Water-tube 


f Horizontal n'turn tubular 
1 Vertical tubulai’ 

Babcock and Wilcox 

Heine 

Stirling 

Wickes 

— Scotch Marine 

Babcock and Wilcox 
Emergency Fleet Corporation 
Dyson express 


16. Boiler Nomenclature. — The following terms are common to 
the various types of boilers, and their application should be thoroughly 
understood. The application of each term is illustrated in Fig. 7. 

Shell. — The boiler shell consists of several steel plates bent into cylin- 
drical form and riveted together. Each se|)arate cylindrical ring is called 
a course. A shell made up of two rings is called a two-course shell, and 
one made of three rings, a three-course sIk’II. The ends of the shell are 
(;lo8ed by means of boiler Iieads, which are made of flat, convex or concave 
boiler plate having flanged edges to permit riveting to the shell. The 
shell, together with the heads, forms the drum. 

Setting. — The boiler setting is usually made of brick. It provides 
a means of support for some types of boilers and, at the same time, forms 
the walls of the furnace and combustion chamber. 

Grate. — The grate consists of cast-iron bars or plates upon which the 
fuel is burned. The area of the surface upon which the fire rests is the 



18 


STEAM BOILERS, SETTINGS AND FITTINGS 


grate surface, and is usually expressed in square feet. A grate 5 feet 
wide and 6 feet long would have 30 square feet of grate surface. 


Furnace. — The furnace, or firebox, is the space above the grate and 
below the boiler shell, and is enclosed by the side and front walls of the 
setting. It is the space in which the fuel is burned. 



Combustion Space. — The combustion space is the space in which 
the volatile matter and combustible gases are burned. 

Water Level. — The wat er level is the level at whi(;h water stands in 
the boiler shell. It is subject to considerable fluctuation, but for best op- 
eration the variation in level should be small. The height at which water 
stands in the boiler shell is shown by a gage glass located where it may 
be easily seen, or by gage cocks attached to the water columns or di- 
rectly to the boiler head or shell. 

Water and Steam Space. — The water space is the volume of the 
shell that is occupied by the water. The space occupied by water and 
tubes in a return tubular boiler is about two-thirds the volume of the 
entire shell. The steam space is the volume of the entire shell not 
occupied by water and tubes. It should have a volume of 0.G5 to 1.00 
cubic feet per boiler horsepower. (For definition of boiler horsepower, 
see Art. 198, page 187.) 

Disengaging Surface. — The disengaging surface is the area of the 
water surface from which steam is separated. This area should be sufii- 
cient to prevent water from ])eing carried from the boiler along with the 
steam. Steam carrying a large amount of water is said to be primed. 
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Heating Surface. — Tlic water 
heating surface is that surface of 
the boiler which is exposed to hot 
gases on one side and water on the 
other. Superheating surface is that 
surface having steam on one side 
and hot gases on the other. Heat- 
ing surface is expressed in square 
feet and is generally calculated for 
the mean water level. 

16. Locomotive Boiler.* — A 
longitudinal and a transverse section 
of a modern locomotive boiler are 
shown in Fig. 8. The locomotive 
boiler is a straight fire4uhe boiler 
having an internal firebox. It re- 
quires a large amount of heating 
surfac^e and a grate upon which coal 
can be burned at a rapid rate. 
This is obtained by using a large 
number of staggered tubes and a 
strong draft induced by the steam 
exhausted from the engine cylin- 
ders. Locomotive boilers arc com- 
monly classified by the shape of the 
shell; as, straight top, having the 
cylindrical shell of uniform diam- 
eter from t he firebox to the smoke 
box; wagon top, having the steam 
dome over the firebox and a 
sloping course from the firebox to 
t he cylindrical shell ; extended wagon 
top, having one or more cylindrical 
courses between the firebox and 
the sloping coui*so which tapers on 
the lop and sides to the diameter of 
the main shell; conical. Fig. 8, hav- 

* The various parts which form a fire- 
tube l)oiler are described in Art. 16 in 
order to make the discussion as complete 
as possible, and only those parts which 
differ are considered under other types of 
boilers. 
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jiig one or nioie cylindrical courses l)etweeii the firebox and the sloping 
course and a conical connecting coui’se which tapers to the diameter of 
the main shell. 

The shell, or barrel, shown in Fig. 8, consists of three courses, which are 
fastened to each other by lap joints, No. 1, Fig. 9. The seam of rivets 
thus made around the circumference of the boiler is known as a ring, 


i>e^e/ec/ 


\ Y scarf Pf<ite ^ 
- ‘visaai. ■* 

. M ^ -M- 



^ - 'I 
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Singk^rrekd Ooid?/e/7/i/eM Double FfiveM fr/ple^iyefed Quadruple i 
, Lap6lfih’Jfei3m LapJb/nf 3uff*<7o/rfl' 3ulfsJb/nt l^lveted 3i^ Jb/nf 


Fig. 9. — Types of Boiler Joints. 


or girth seam. The free ends of the {)late forming each course are brought 
together to form a butt joint, as shown in No. 3, Fig. 9. A covering 
strip, or welt, is placed outside, and a wider covering strip, or welt, inside. 
These covering strips hold the ends of the plate together by means of 
rivets. The joints uniting the ends of each course are called longitudinal 

joints and must be arranged as described. 
A butt joint may be cither double, triple, 
or quadruple riveted. Only ring seams 
are lap riveted. 

The joint made by fastening No. 1 and 
No. 2, P'ig. 9, together illustrates how the 
outside strap is scarfed, or drawn out, and 
carried under the ring seam to produce 
a tight joint where the longitudinal 
and ring seams meet. The ends of all outside plates are beveled at an 
angle of 15 degrees before they are rolled into shape. After being 
riveted, the edges are calked; that is, hammered against the plate to 
which they are riveted, thus making a joint that will not leak. For 
calking, a tool. Fig. 10, having a rounded edge is used. Sharp-edged 
tools should not be used, as they may injure the plate. 



Fig. 10. — Round Nose Calking 
Tool. 
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The firebox is riveted to the rear eoui'so of the shell. It derives its 
name from the fact that it forms the chamber within which the fuel is 
burned. It also forms a support for the grates, which arc at the bottom 
of the firebox. The firebox consuls of inside, front, rear and side sheets 
riveted together and to the crown sheet, which forms the top of the firebox. 
The (!rown sheet and side sheets are made of one pi(*co, whenever possible. 
TliQ outside sheets are separated from the inside sheets by a space, form- 
ing the wate;: leg, the lower end of which is closed by a st(‘el ring (called 
the mud or foundation ring. The front outsider sheet is riveted t-o the 
rear course of the shell and is known as the throat sheet. The outside 
top or roof sheet and the side sheets are generally made in one piece. 
The outside rear sheet is flanged inward and is rivetc'd to the roof and 
side sheet. There is a flanged opening in this shc^et for the fire door. 
Handhole openings on a level with the crown sheet jind clean-out plugs 
above the mud rings are provided for (-leaning purposes. The best 
heating surface of the boiler is that which surrounds the firebox. 

Locomotive boilers are often classified according to the (construction 
of th() firebox, as wide firebox, narrow firebox, Wootten, Belpaire, and 
Jacobs-Shupert. 

The wide firebox illustrated in Fig. 8 nests on the frames and extends 
out beyond the driving wlu^els at the sid(^s, while the narrow firebox ex- 
tends down between th(c frames and the driving wheels. The Wootten 
firebox is very wide and 
shallow and has a 
curved crown sheet of 
large radius. It is used 
on locomotives, burn- 
ing anthracite coal, to 
give a large grate area. 

The Belpaire firebox, 

Fig. 11, has a flat crown 
sheet joining the side 
sheets by curves of 
short radii. The roof 
she(^t and upper part* of 
the outer side sheets are 
flat and parallel to 
those of the inner fire- 
box. 

The Jacobs-Shupert 
firebox is one in which 
the usual arrangement 
of flat sheets is replaced 
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Fiq. 11. — Belpaire Firebox. 
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by inner and outer sets of channel-shaped sections riveted together, with 
flanges away from the fire. Stay holts are replaced by stay sheets, one at 
each joint of the channels and secured by the same rivets that hold the 
channels. The stay sheets are partially cut away in the water leg to • 
allow horizontal circulation of the water. All seams and joints are sub- 
merged. 

The front inside sheet of the firebox forms the rear tube sheet; it con- 
tains openings foi the tubes by which it is connected to i^e front tube 



Expanded Tube 


Fig. 12. — Dudgeon Expander. 



Expanded Tube 


Fig. 13. — Prosser Expander. 


sheet which is flanged outward and riveted to the front course. The 
latter also contains an opening for the steam pipe passing to the cylinders. 
The tubes are made of the best grade of charcoal iron and have an 
outside diameter of 2 to 3^ inches. 

Tubes as large as ^ inches are sometimes used, and are then known 
as flues. Locomotive boilers have from 300 to 600 tubes and JiueSy which ex- 
tend about I inch through openings in each head before beading. The holes 
in the tube sheet for the tubes are made J inch larger than the outside 
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diameter of the tubes, and the tubes are expanded to a tight fit in the tube 
shcels by some foi*m of expander. Figure 12 shows the Dudgeon and 
Mguro 13 the Prosser expander, togetluM’ with the appearance of the 
''tubes after being expanded by each type of expander. After expansion, 
tlie projecting ends of the tubes are rounded over against the plate by a 
beading tool, Fig. 14. Stay tubes, 
wliitkli arc heavier than ordinary 
tubes, arc SQjnetimes used. They 
may be threaded at the ends and 
often have the firebox end protected 
i)y ferrules. 

To the front course of the shell, 
an additional ring, known as the 
smoke box, is riveted, the front of 
whi(;h is closed by a casting called 
the smoke-box front. The smoke 
pipe or stack is attached to the top of the smoke box, and the openings 
for steam pipes are at the bottom. There arc screens in the smoker 
box which prevent the csc^ape of large cinders. On top of the shell and 



Fi(}. M. - 


- Beading Tool and Method 
of Use. 


in front of tlic firebox is an opening over which is a dome-shaped 
chamber known as the steam dome. It is made of sections of curved 
steel plates riveted to the shell. Steam is takcjn from this elevated part 
of the boiler in order that it may contain as small an amount of water as 
possible. A sand dome, having no opening into the boiler and holding 
sand for use under the driving wheels, is attached to the shell in front of 
the steam dome. 


Stays or braces are used to prevent failure of flat surfaces when under 
pressure. Radial stays, Fig, 8, are round steel bars with both ends 
threaded and may be used to brace the crown sheet. They are usually 
set radial to the curvature of the crown and roof sheets and are screwed 
into the surfaces to be stayed. Nuts may be placed on the projecting 
ends, or the ends may be rived ed over. 

The front end of the crown sheet is often supported by a sling stay. 
Fig. 11, which permits slight relative movement of the supported and 
supporting surfaces and prevents breaking of stays. It consists of straps 
of steel fastened at each end to an angle or tee bracket, by a pin joint. 
A bracket is riveted to each surface to be stayed, and short pieces of pipe 
are placed around the rivets between the lower bracket, or crown bar, 
and the crown sheet to allow water to circulate between the bracket and 
plate. 

Stay bolts. Fig. 15, are used to brace the flat surfaces forming the water 
legs. The stay boh ordinarily used on locomotive boilers is like the 
radial stay except that it is shorter. A hole inch in diameter is often 
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drilled in the outer end of each stay bolt to a depth shghtly beyond the 
inside of the plate. A broken stay bolt may then be detected by th(‘ 
escape of steam and water through the opening. Flexible stay bolts may 
be used to allow relative movements of the two plates which they secure, 




Fig. 15. — Common and Flexible Stay Bolts. 

and thus reduce the number of broken stay bolts caused by unequal ex- 
pansion of the inner and outer plates of the firebox. 

Diagonal stays, Fig. IG, brace that part of the front head above and 
below the tubes, and the outside rear firebox sheet above the crown sheet. 
These stays are made of steel and are riveted to the shell and head. Gus- 



Fig. 16. — Diagonal and Gusset Stays. 


set stays, Fig. 16 , are often used in place of diagonal stays. The gusset 
stay is a steel plate riveted to angle irons, which are riveted to the stayed 
surfaces. 

A safety valve, which prevents the pressure in the boiler from becoming 
dangerously high, is placed in the top of the steam dome, or is fastened 
to a nozzle riveted to the top of the outside firebox sheet. A fusible 
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plugi another safety device, is screwed into the crown sheet and protects 
the boiier against low water level. A blow-off pipe is attached to the 
outside of the water leg at its lowest point. 

17. Horizontal Return-tubular Boiler. — This tyjMi of boiler is com- 
monly used in small power plants. As its name implies, the gases 



17. — Longitudinal-section H. R. T. Boiler. 


from the furnace, after pjissing bedow the Ijoiler along the; outside of the 
shell to the rear, return Ihrougli tubes to the smoke (jonnect ion at the front 
of the shell. A longitudinal- section of this boiler is shown in Fig. 17, 
and an external view in Fig. 18. 



Fig. 18. — Outside View of II. 11. T. Boiler. 


The shell is made of three courses with a smoke (jonnection attached to 
:^hat part of the front course which remains after the front top portion is 
Jut away to make an opening for the passage of the gases to the breeching. 
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The flange of the front head is turned outward, to permit riveting by mar 
chine and make construction easit^i-. On tiie so-called New York boiler, 
this flange is turned in. The i‘iv(‘ts forming the joint ai-e thus protected 
by water from possible overh('at ing, but riveting is made more difficult 
during (lonstruction. A manhole or handhole is located in the front 
head, below the tu])es, to give access to the lower part of the shell for 
inspection or cleaning, and the tubes are arranged in the head as shown in 
Fig. 18, to give as fi’ee a passage for water circulation as possible. 

The area of th(? heads al)ov(^ the tubes may be stayed by (1) diagonal 
stays, or (2) lu'a vy angles or ehanm^ls and through braces. Fig. 40, page 48. 
The angles or eiiannels sup]X)rt the boiler head with rivets, and are in 
turn supported by through l^races from head to head. These braces, or 
longitudinal stays, pass through the boiler heads and are threaded for 
nuts inside and outside of the heads. That part of the head area occupied 
by the tubes does not require bracing, because the tubes act as braces. 
The area of the heads below the tubes is braced by a special form of through 
brace, as shown in Fig. 17. It is atla(‘h(Ml to the rear head by means of a 
pin connection through two angles, which are riveted to the head, but are 
separated from it by nipples in order to prevent overheating of the plates. 

The use of the diagonal brace below the tubes is not permitted, because 
the pads or enlarged flattened shoulder of the brace, when riveted to a 
shell, which is surrounded by hot gases, would not conduct heat away 
with sufficient rapidity to prevent th(^ shell from being overheated. 




Manhole and Cover with Yoke. 


Steam nozzles, made of cast iron or pressed steel, are riveted to open- 
ings in the top of the front and rear courses. A safety valve is attached 
to one nozzle, and the boiler stop valve and main steam line to the other. 
An 11 by 15-inch elliptical manhole, which gives access to that part of 
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the boiler above the tubes, is located in the middle course at the toj) of 
the shell. A manhole ring is riveted to the shell, or the boiler plate is 
^ flanged over, as shown in Fig. 19, and machined to form a seat for the man- 
hole cover, which is held in position l)y bolts and yokes. A gasket, made 
of lead or rubber, is generally placed between the manhole ring and the 
flat edge of the manhole cover to make a tight joint. 

llie boiler feed pipe is screwed into a brass or steel bushing, Fig. 20, 
at one side o< the front head, or into a flanged connection on top of the 
front course. An internal brass feed-pip(^ is screwed into the bushing 
or flange and is supported by a strap from the boiler shell or from a through 
brace. This pipe passes toward the rear, turns across to the middle of the 
shell and discharges downward with an open end between the central row 



of tubes below the water l(W(‘l, and about tliree-tiflhs of tlie length of the 
tubes from the front head. 

The height of the water in the boiler is shown by a water column 
at the front of the sett.ing, jis shown in Fig. 21. The lowest water level 
should not be less than 3 J inches above the lop row of tubes. 

Scale and sediment, which collect in the bottom of the shell, are blown 
out through a blow-olf connection at the bottom of the rear course of the 
shell. The blow-off flange is riveted to the shell and the blow-off pipe 
screwed into the flange. 

The boiler shown in Fig. 21 is supported by bra(!kets riveted to the upper 
half of the boiler shell. The brackets must be arranged in pairs on each 
side of the boiler, on each end course, near the ring seams of the middle 
course. The front brackets rest on a plate in the setting. The front end 
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Fig. 21. — H. R. T. Boiler supported by Brackets. 
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is fixed, and when the boiler expands, the rear end moves on rolls placed 
between the bracket and a plate resting on the setting. 

Types of hangers and brackets used to support horizontal tubular 
^ boilers are shown in Fig. 22. The pressed steel bracket or hanger is the 
most satisfactory. 

Steel columns and I-beams built into the setting, Fig. 23, are also used 
to support this type of boiler. The boiler is hung from I-beams by rods 
which hook into hangers riveted to the upper part of the boiler shell. 



doi/cr Front' 


Fir.. 23. — U. R. T. Boiler supported by Hangers and Columns. 

The second method is preferable to the first, as the boiler is entirely free 
from the setting and will not injure it when contracting or expanding. A 
third method of support often used is known as the three-point suspension. 
This method, proposed by Mr. Woolson, is most satisfactory, as the boiler 
is evenly supported. The front of the boiler is suspended by hangers and 
hanger rods on each side of the shell. The suspension rods at each side 
of the rear (course of the boiler are swung from the ends of an equalizing 
lever, which is supported at its center by the I-beam overhead construc- 
tion. 
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18. Setting for Horizontal Return-tubular Boiler. — Boiler settings 
are ordinarily made of brick. Such settings are comparatively porous 
and often crack, thus permitting air to leak into the furnace. Settings 
are also made of silocel, an insulating brick of low heat conductivity. 
Silocel is made from a rock which contains silica and, as constructed, 
has a high percentage of small air spaces. The orick may also be cov- 
ered with a steel casing lined with magnesia block riveted to the plate, 
or by a covering of wire and asbestos. The steel coverings is expensive, 
but allows small air leakage, while settings made of silocel are liable to 
crack in much the same way as brick settings. 

Top, front, and side views of a brick setting are shown in Fig. 24. The 
setting rests upon a concrete foundation which should have sufficient depth 



to prevent settling. The side and roar walls are made with an inner and 
an outer wall having an air space between. The inner and warmer wall, 
being separate from the outer wall, can expand independently. The 
space between the walls, when used, should he Jilled with a heat insulating 
material, such as ashes or soot, to prevent air circulation wiihin the space 
and the consequent loss of heat. The outer wall is made of hard-burned 
strong brick and the inner wall, which comes in contact with the hot gases, 
is made of firebrick, a material especially prepared to resist high tempera- 
ture. Firebrick wall is often laid with every sixth row of brick as a header, 
to permit repair of the wall between any two headers without disturbing 
the remainder. The walls may be made solid and their total thickness 
varies from 16 to 24 inches, depending upon the size of the boiler. The 
side walls are carried above the center line of the boiler as shown in Fig. 
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24, and tlie space l)etvveen the boiler and inner wall is filled with asbestos 
material to prevent leakage from or into the furnace. The top of the 
boiler is covered with non-hcat-conducting material. The return-tubular 
boiler is ordinarily set 1 inch lower at tlic rear than at the front, with 
mjficient dear space left in front of the setting to permit removing and re- 
placing defective tvhes. When two boilers are placed in a setting having a 
common wall separating the furnaces, or in battery, the construction is 
as shown in JUig. 24a. 

The furnace shown in Fig. 24 is externally fired; that is, the fire is ex- 
ternal to the boiler shell. The grates are suj^ported by bearer bars 
fastened to the side walls and are set from 3 to 5 inches lower in the rear 
than at the front. The distance between the boiler shell and the grate 
should be at least 30 inches for anthracite coal and 3G inches, or preferably 
more, for coal which gives off largo cpiantities of gas. 

At the rear of the grate a bridge wall extends between the side 
walls, and projects a distance above tlie lcv(d of the grates. This wall 



Fig. 25. — Two Methods of making Back Connection to Boiler. 


often supports the rear end of the grate, retains the fuel on the grate, 
and assists in mixing the gases and air passing over it. The connecdJon 
between the bridge and side walls should be so made that- there will be 
room for expansion of the bridge wall; otherwise, cracked side walls will 
result. The top of the bridge wall should be about 12 inches from the 
shell for anthracite coal, and the distance should bo incimsed for coals 
that evolve large amounts of gas. 

The distance l^etwecn the rear wall and the roar of the shell varies from 
18 to 24 inches. The rear wall is carried above the top row of tubes, and 
the space between the rear wall and shell is bridged over, to prevent es- 
cape of the furnace gases, by a horizontal or curved firebrick wall, or arch, 
strengthened and supported by T-bam. As the expansion of the boiler 
may be as much as ^ inch, a movable connection is made between the shell 
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and the wall. Two methods of making this connection are shown in 
Fig. 25, the first of which is known as the WboJson arch. 

The front wall consists of two fire-door arches made of hard-burned 
fireclay or of tile with a cast-iron fire-door arch. The arch rests upon a 
dead plate made to hold firebrick, or upon a bearer plate supported by 
the side walls. Above the fire-door arches is a hard brick wall having a 
firebrick lining. Every other layer of firebrick, between the fire-door arch 
and the shell, is arranged as a header. • 

A clean-out door in the rear wall gives access to the inside of the set- 
ting, for cleaning. The blow-off pipe is carried through a thimble in 
the rear wall, and the space in the thimble not occupied by the blow-off 
pipe is filled with asbestos wool, to prevent leakage from or into the com- 
bustion space. 

19. Setting Fixtures. — Certain castings and forgings, Fig. 26, are 
needed to complete the setting. A cast-iron or steel casing covers the 
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Fig. 26. — Setting Fixtures. 

front of the boiler and setting. This casing may be a one-half, three- 
quarter, or full-front casing. In an overhung front setting, the smoke 
box extends out from the boiler front over the fire doors, as in Fig. 23, 
page 29. In this respect the overhung front setting differs from the 

flush front setting. 

The rear-wall brace and buckstays are used to prevent spreading of 
the rear and side walls. The front and back bearing bars support the 
grate bars, with the front bearing bar also serving as a support for the 
fire-door arch. The return plate and rib are used in making the con- 
nection between the boiler and the rear setting wall. The fire-door 
liner protects the fire door from the direct heat of the fire and thus prevents 
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it from overheating and warping. The damper and damper frame are 
located in the breeching connection, and the damper turns upon trunnions 
carried by the breeching or the damper frame. 

20. Vertical Tubular Boiler. — Ttiis type of boiler requires small 
floor space per boiler horsepower and is well adapted to carry the steam 
pressures now used. , 

It •furnishes super- box Cover ^ 

he/itcd steam, that - . ^ 

is, steam at a tern- . "Pamper | 


I)eratiire above that 
corresponding to the 
steam pressure. It 
is built in sizes from 
50 to 500 boiler 
horsepower. 

A vertical tubular 
boiler of the Man- 
ning type is shown 
in Fig. 27. The 
shell is made of three 
courses, the lower 
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course serving as the 
outside sheet of the 
firebox. A smoke 
box is attached to 
the top course, and 
has an opening to 
which the breeching 
connection is attach- 
ed. Between the 
lower outside course 
and the middle 
course, a reduction 
in size is made by 
means of a reverse 
flange, or Ogee ring. 
This permits a small- 
er diameter of shell 



with no decrease in the area of the firebox. The insitk sheet of the 
firebox is fastened to the outside sheet % stay holts, which are the only 
stays used in the Manniny boiler. The reverse flange is a source of 
weakness and, to do away with it, the shell is often made straight from 
top to bottom, or a tapered course is placed between the outer sheet of the 
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firebox and the next course. These types of construction are known as 
straight-shell and tapered-sbell vertical tubular boilers. The lower 
part of the water leg is closed by a wroiight-irori mud ring, while handholes 
are provided just above the mud ring for cleaning purposes. 

The lower head forms the crown sheet, and is the support for the lower 
ends of the tubes. It is riveted to the top of the firebox sheet. The upper 
head is riveted to the upper course of the slicll, with the flange turned 
outward. The tubes vary from 2 to 2.] inches in diamete”. They arc 
expanded into each head and arc well beaded to give maximum support 
to the crown sheet. 

Handholes are provided on a level with the crown sheet, opposite each 
row of tubes, for removing dirt and sediment which may have collected 
on the crown sheet. The fusible plug is screwed into an extra thick tube 
on an outside row, about one-third the length of a tube above the crown 
sheet; and the opening in the shell for removing and replacing the plug 
is directly opposite. The oiiter sheet is re-inforced by a steel band where 
the handholes are located. Tapered and straight-shell types generally 
have manhoh's in the middle course. A fire-door opening is flanged in 
the outer firebox sheet, and the inner sheet is riveted to it in such a man- 
ner that a leaky connection at this point is avoided. 

The water column is attached to the front of the boiler, and the steam 
nozzle to the upj^er part of the top course of the shell. The external 
feedwater pipe is screwed into a flange T’iveted to the upper part of the 
middle course, and an intei-nal distributing pii)c, running between a row 
of tubes, is screwed to the flange from the inside. A blow-off connection 
is attached to the lower part of the water leg. 

This type of boiler does not ro(iuire the usual setting. A cast-iron 
base, resting on a concrete foundalion, forms the ashpit arch and serves 
as a support for the boiler and also for the circular grate. A brick base 
is often used instead of a cast-iron base. In this case the brick base is 
made about 20 inches high, and a plate, which supports the grate and 
upon which the boiler rests, is placed upon the brick. 

The furnace of the vertical tubular boiler is internally fired, the hot 
gases coming into contact with the tubes and the inside plates of the fire- 
box. The outside plates may then be made sufficiently thick to with- 
stand high pressures, and the inside firebox plates, which are made thin- 
ner to transmit heat readily, are easily stayed from the outer shell. 

The gases pass straight up through the tubes to the smoke box. The 
water-heating surface consists of the inside area of the box and as much 
of the tube surface as is surrounded by waten*. llie tube surface above 
the water level is superheating surface. 

21. Small Vertical Tubular Boiler. — This type of boiler is made 
in sizes from 3 to 100 horsepower and is used on construction jobs where 
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a portable boiler is necessary. The steam space is small because t he water 
level comes within a short distance of the top head, 
y Two types of small, vertical fire-tube boilers made with a one-course 
shell are shown in Fig. 28. The firelx)x in each type is formed as in the 
larger types of vertical fire-tube boilers. The regular upright type fre- 
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Fig. 28. — Small Vertical Fire-tulM^ Boilers. 


quently gives trouble from tubes leaking at their point of connection to 
tlie top h(*ad. This difficulty is overcome l)y using the submerged type, 
in which the tubes arc surrounded by water throughout their length. 
This design gives a restricted area at the top, for separation of steam from 
the water; and the cone forming the smoke chamber above the tube 
sheet, being subjected to pressure, sometimes becomes leaky. A water 
column is not ordinarily used on this type of boiler, the water level being 
determined by gage cocks and a water glass attached directly to the shell. 

22. Water-tube Boilers. — Water-tube boilers have water inside the 
tubes and hot gases surrounding the tubes. They may be classified as 
follows: 




Fig. 29a. — Babcock and Wilcox Longitudinal-dr urn Water-tube Boiler, 



Fig. 296. — Front View of B. and W. Boiler showing Headers. 
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1. According to service 

2. According to position of drum 

3. According to form of header 

4. Accordyig to arrangement of 
* tubes and drums 


f Stationary 
1 Marine 
Vertical 
Ooss 

Longitudinal 

I A header for each row of tubes 
I A common header for all tubes 
I A series of inclined bent tubes con- 
1 necting the drmns 


23. Babcock and Wilcox Longitudinal-drum Water-tube Boiler. — 

This type of boiler, Figs. 29A and 296, is made with one or more hori- 
zuntal drums having a cross box. Fig. 30, riveted to the end courses of 
(\-ich drum and connected to a series of Invaders by short tubes, or nipples, 
expanded into openings in the headers and cross box(‘s. A single row of 
tubas connect each front and rear header, and tlie capacity of the boiler 
depends upon the number of headers and tubes used. In recent large- 
capacity units, the drums extend crosswise with r(‘spcct to the tubes, and 
the boiler is called a cross-drum water-tube boiler. Each drum is gener- 
ally made of three courses constructed as described in the article on the 



Fig. 30. — Forged Steel Cross Box. 


locomotive boiler. The heads are forged by hydraulic press and are dished 
to a i-adius ecpial to t he' diameter of the shell. When so dished the heads 
are seldom stayed, although it is considered better practice, by some 
(‘iiginecrs, to use stays. 

A manhole is flanged in at the center of each head, and the flanged edges 
are machined to a flat surface. The manhole plates are machined to fit 
the manhole opening and are held in place by forged steel yokes and bolts. 
Flat surfaces are provided in the front head for water column and feedwater 
connections. 

Two steam nozzles are generally used. They are riveted to the shell 
and located as shown. The tul)es are expanded into headers having a 
serpentine form. Fig. 31, and the ends arc flared but not beaded. This 
sliai)e of header arranges the tubes so that they are staggered. The 
headers may be made of cast iron or steel, the choice of material depending 
upon the pressun; which the boiler is to carry, and may be vertical, as in 
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Fig. 29a, or inclined. Opposite the end of each tube an elliptical or cir- 
cular handhole is located. It must be of sufficient size to permit cleaning 
or removal of a tube, and, if the handhole covers arc to be removc'd through 
the circular handholes, one handhole must be made larger than the others. 

The handhole (;ov('rs are forged plates, fitted inside, and shouldered to 
center in the opening. A nut and yoke, or a special clamp and nut, 



Fio. 31. — Vertical Steel Headers. 




(jb) Circular Handhole 
Fio. 32. — Types of Handholes 
for Wrought Steel Header. 


Fig. 32, hold the covers in place. The joint between Iho hole and cover 
is made tight either by having the surfaces milled true and the joint made 
metal to metal or by placing a thin gasket between the surfaces. 

A forged steel mud drum 7^ inches stpiare is attached to the bottom 
of the rear headers by means of wrought-iron ni[)ples expanded into the 
mud drum and the headers. The mud drum is tapped for blow-off con- 
nections, and handholes arc provided for cleaning. 

The boiler is suspended from a steel-girder frame by steel rods passing 
around each end of the drum and is thus entirely independent of the 
brickwork of the setting. This method of support, permits free expansion 
and contraction without injury to the boiler or brickwork, and also makes 
it possible to repair the brickwork without disturbing the boiler or its 
pipe connections. 

The feedwater pipe enters the front head as shown in Fig. 33 and opens 
into the boiler several feet from the front head. The water circulation 
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is from front to roar of drum, downward through connecting tubes to the 
rear headers, th('n foi vvard througli the tulxs to the front headers, and 
up into the drum again. A deflecting baffle is placed above the header 
connections at the front, to throw back the water from the steam, since 
the steam formed in the passage through the tubes is liberated when it 
reaches the front of the drum. 

The steam formed in the boiler passes to the steam pipe line througli 
a diy-pipe, wliich is a perforated pipe attached to the steam nozzle in- 
side the boiler. Its purpose 


is to prevent the water car- 
ried by the steam from pass- 
ing into the pipe line. 

24. Setting for Babcock 
and Wilcox Boiler. — The 
setting for this type of boiler 
resembles the setting de- 
scribed in Art. 18, page 30. 
It is higher, because the 
horizontal drum has to be 
hung at a height suitable 
for the grade of fuel to be 
burned. Ordinarily, the dis- 
tance from the grate to the 
lowest row of tubes should 
be at least 6 feet. The side 
and front walls of the set- 
ting, together with the 
bridge wall, enclose the 
furnace space. The bridge 
wall can bo located to give 
any depth of furnace de- 
manded by the fuel to be 
burned. 

Baffle plates or walls 

separate the combustion 
chamber into compartments 



Fig. 33. — 8(;c(ion sliowing Construction of 
Front I'^nd of B. and W. Boiler. 


called passes. The front baffle wall, Fig. 2\)(i, is supported by the tubes 
at the rear wall of the furnace, and the rear baffle wall is attached to a 


hanging bridge wall, which is supported by a special cross girder. 

The front baffle forces the gases to pass around the forward portion of 
the tubes to a chamber beneath the drum or drums. The gases then turn 
downward over the front baffle into the central portion of the tubes, 
called the second pass, until they pass around the lower end of the seo- 
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ond baffle into the third pass and across the rear portion of the tubes to 
the damper box and iluc connection in the rear wall. 

The baffle walls arc formed of cast-iron baffle plates lined with special 
firebrick and held in position by clamps. A baffk^ wall made of firebrick 

tile, with a plastic filling, Fig. 34, 
may be used. 

The space between the bridge 
wall and the rear bader wall, and 
beneath tlic tubes, forms a pocket 
into which much of the soot from 
the gases in their passage through 
the s(icond pass is deposited. 

Leakage of air into the furnace 
through the space between the 
header sections is prevented by 
filling this space with asbestos 
cement or asbestos rope. 

Cleaning doors, Fig. 29a, page 36, 
are provided, to give access to the 
tubes for cleaning purposes. 
Small dusting doors are located 
in the side of the setting, to permit 
the cleaning of all parts of the 
heating surface, and sufficient 
space is allowed between settings 
for this purpose. The front of the boiler is enclosed by an ornamental 
cast-iron front. Fig. 296. This figure also shows the top supporting 
girder and the method of making the water connection when two boilers 
are set in battery. 

26. The Heine Water-tube Boiler. — The Heine water-tube boiler. 
Figs. 35 and 37, is typical of a large number of makes. It consists es- 
sentially of one or more druma connected to water legs or headers with tubes 
conmeting the headers. 

The construction of the shell is the same as that already described 
for the Babcock and Wilcox boiler. The shells are made in diameters 
from 30 to 48 inches and in length from 17 to 21^ feet. The main steam 
nozzle is attached to the front course of the shell, and a throat opening 
for the water-leg connection is cut in the bottom of the shell near each 
end. Throat stays are riveted across this opening to compensate for 
the metal thus cut away. The feedwater pipe passes through the front 
head and empties into a sheet-steel mud drum, running parallel to the 
shell and near its bottom. This mud drum is closed, with the excep- 
tion of a small opening at the top, near the front end, and impurities which 
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A roconi type' of handhole cap, used on this boiler to replace the ordinary 
type of handhole cover, is also shown in Fig. 3(3. The claims for this 
t> 7 )o of cap arc that it does not require a gasket , is self-t ightening and non- 
leaking, and savers time and labor when the boiler is cleaned. The water 
column is attached at the top to the upper part of the front head and at 
the bottom to the top of the front water leg. 

26. Setting for Heine Boiler. — As ordinarily set, the tubes and drum 
incline downwaid from the front to the rear with a pitch of ,1 in 12, Fig. 
37. The front end is supported on heavy cast-iron columns^ which serve 
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Fia. 37. — Section of Heine Boiler and Setting with Names of Parts. 


as a support for the fire and ash door franic.s, and other castings which 
make up the boiler front. When the furnace is stoker-fired this end is 
hung from girders and the columns are omitted. The front wall of the 
setting is lined with firebrick and is directly back of the front castings. 
At th£ Tear the water leg tests oti tollers j which in turn bear on iron plates 
set in the top of the low rear wall of the setting, thus allowing for expansion. 
The space between the rear header and the wall is filled with asbestos 
fiber to prevent leakage of air into the furnace. The side walls are of 
solid brick lined with firebrick and carried up to the height of the or- 
namental front. Returns are made which follow the curvature of the 
water legs and shell, being carried by properly anchored rods secured to 
rolled steel buck-staves. 

On the lower row of tubes, extending back within 3 or 4 feet of the 
rear end, is placed a firebrick baffle tiling, and similar tiling is placed on 



STII^LING WATER-TUBE BOILER 


43 


the upper row of tubes extending lengthwise from the rear to within 3 
or 4 feet of the front end. The gases of combustion pass lengthwise of 
dihe tubes between the baffles and thence along the under side of the shell 
to the smoke connection at the rear. 

The direction of circulation of the water is the same as in the Babcock 
and Wilcox boiler. 

Access to the setting, for cleaning, is obtained through a rear cleaning 
door and two side cleaning doors at the top of the setting. Soot and 
dust is blown from the tubes l)y a soot blower consisting of a number of 
small steam or air nozzles inserted into the hollow stay bolts. The stay 
bolt-holes not occupied by the soot-blower nozzles are closed by wooden 
or cast-iron plugs. 

27. Stirling Water-tube Boiler. — This boiler is typical of many 
makes, such as the Badcnhausen and Eric City, which have one or more 
parallel steam drums above connected by sloping or vertical tubes to one or more 
parallel water drmns below. This type of boiler has a large amount of heating 
surfa(!e, obtained by a large number of tub(‘s, and conscciuently is suit- 
able for high capacities. The drums are g(‘nerally iiiade of a single course 
with the ends closed by dished heads containing the manholes. The tubes 
arc bent to enter the drmns radially and are expanded to fit the tube holes, 
but are not beaded. 

A section, taken through the four drums and the walls of the setting 
of a Stirling boiler, is shown in Fig, 38. The three upper drums contain 
water and steam and are set at the same level. They are connected to 
the mud drum by tubes, so curved as to enter the tube sheets radially. 
The center drum is equidistant from the front and rear drums and its 
steam space is connected to the steam si)aces of the front and rear drums 
by a row of curved steam-circulating tubes. I'he water spaces of the 
front and center drums are connected by rows of water-circulating tubes. 
The water space of the center drum is connected with the mud drum by 
one-half the tubes of the front row of the rear bank, which support a 
baffle protecting the rear steam drum. 

The main steam outlet is pla(!ed on top of the lear drum, which also 
carries the safety valves. The feedwater pipe enters the rear of this drum 
and discharges into a perforated trough, which distributes the water over 
a relatively large poiiion of the area of the drum. 

The water column is attached to oiui end of the center drum and the 
blow-off pipe to the bottom of the mud drum. 

Each drum is made of a tube sheet, riveted by butt-and-strap longitu- 
dinal seams to a drum sheet. The drum heads are of forged steel, one 
head in each drum being provided with a manhole. The upper drums are 
supported at both ends by lugs resting on a rectangular structure of rolled 
steel and entirely independent of the brickwork; the lower drum is sus- 
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pended from all of the steam-and-water drums by the water tubes, swing- 
ing entirely free of the setting. The leakage of air around the ends of 
^his drum is prevented by soft asbestos packing placed between it and the 
brickwork. 

28. Setting for Stirling Boiler. — I'he entire boiler is surrounded by 
four walls having clean-out doors at the side of each bank of tubes, with 
the front of the setting covered by an ornamental cast-iron and steel front, 
as shown by^he partial front elevation in Fig. 38. The bri(;k walls of 
the* combustion (chamber are faced with fii*ebrick, and a coking arch is 
sprung over the front of the grate, with the grate directly under the arch. 
The furnace gases are directed, by firebrick baffle tiles, to pass from the 
grate along the first bank of tubes, then down the middle bank and up 
the rear bank, passing out through the smoke connection at th(‘ rear. 

The water, which is fed into the rear steam-and-water drum, passes 
downward through the rear bank of tubes to the mud drum, thence 
upward through the front bank of tub(»s to the front steam-and-water drum. 
The steam formed during the passage upward through the front bank of 
tubes becomes separated from the water in the front drum and passes 
through the steam circulating tubes into the middle drum and then, with 
the steam generated in the middle bank of tubes, into the !*ear drum, from 
which it passes through th(i dry piix) into (he steam main. The water 
from the front drum passes through the water circulating tubes into the 
middle drum and thence downward through (he middle bank of tubes to 
the mud drum, from which it again passes up the front bank to retrace its 
course. 

29. Wickes Vertical Water-tube Boiler. — A Wickes l)oiler is shown in 
Fig. 39. It consists of an upper and a lower drum joined by straight lubes 
about 22 feet in length. The tub(\s are ;irrangod in parallel rows, arc ex- 
panded into the drum heads and a?-e flared to increase their holding power. 
The top drum is the steam drum. It contains a manhole in the top drum 
head, a steam nozzle, and f(;ed pipe and walei’ (column (‘onnections. The 
bottom drum is the mud drum. The hoihr is supported by brackets 
riveted to the mud drum and nesting upon plates fastened in the walls of 
the setting. The blow-off coniK^ct-ion and a manhole are located in the 
lower head of the mud drum. This boik'r does not reciuire stays. 

30. Setting for Wickes Boiler. — The entire boiler is enclosed by a cir- 
cular brick setting having a firebrick lining. A firel)rick baffle wall extend- 
ing nearly to the upper drum divides the setting vertically into a fjoiit and 
rear compartment. The tubes in front, of this wall are called ‘‘ risers ” and 
those in the rear “ downcomers.” The wall of the setting is prevented 
from spreading by bands of steel. The lirickwork is often covered by sheet 
iron to make the setting air-tight. Doors are provided for cleaning pur- 
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poses and the fire and ashpit doors are supported by the ornamental front 
casing. 

The gases from tlic furnace pass up the front side of the baflSe wall to the 



bottom of the upper drum, then turn and pass down the roar side, through 
the smoke connection at the bottom of the setting, to the chimney. 
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The water circulation is from the bottom drum up the “ risers/^ across 
the top drum, then through the “ downcomers ” to the mud drum. A 
ideflection plate is placed in the top drum over the front set of tubes. The 
water level is about at the center of the upper drum and hence is always 
above the top of the tubes. 

31. Marine Boilers. Boilers used on shipboard are of two general 
types, fire-tube and water-tube. The water-tube type is used where 
rapid steaming and high pressure qualities are essential, as in naval vessels 
and rapid passenger service. The fire-tube boiler is used where extreme 
lightness or high speed are not essential, as in the merchant marine. The 
fire-tube boilei- is used to the greater extent at the present time. 

The most common type of marine fire-tube boiler is the Scotch marine 
boiler. It is self-contained, requires low head-room and is manufactured 
in units up to 2000 boiler horsepower. 

There are many classes of marine water-tube boilers. The majority 
have one or more top cylindrical drums and one or more drums below. The 
upper and lower drums are connected by straight or curved tubes. The 
Almy, Yarrow, Thornycroft, and Dyson express boiler are typical makes. 
The Babcock and Wilcox marine boiler has the lower drum replaced by 
headers with connecting tubes. This make is known as the free-circulation 
type and is much used. Units as large as 4500 boiler horsepower are manu- 
factured. 

32. Scotch Marine Fire-tube Boiler. — Longitudinal and vertical half 
sections are shown in Fig. 40. The boiler consists of a two-course shell 
ordinarily varying in diameter from 7 to Ifi feet and in length from 8 to 11 
feet. The heads arc made of two plates, an upper and a lower, riveted 
togetlier and flanged for riveting to the shell. Heads up to 15J feet in 
diameter arc now being made from single plates. 

The shell ordinarily contains from one to four cylindrical, corrugated- 
steel furnaces, 42 to 48 indies in diameter, atta(!hcd at the front end to a 
flanged opening in the fj*ont head and at the rear end to the front wall of the 
combustion chamber, into whi(‘h the furnace opens. These furnaces are 
internally fired, are entirely surrounded by water, and, because of the 
corrugations, requin? no staying. The grates and bridge wall occupy the 
front part of the furnace, and the space in each furnace beneath the grates 
forms t he ashpit. At the rear end of the furnace is the combustion chamber, 
it is entirely surrounded by water and does not require a firebrick lining. 
The rear wall of the combustion chamber is flat and is supported from the 
rear head by stay bolts. The side walls of the (;ombiistion chamber con- 
form to the curvature of the shell and are attached to it by stay bolts. The 
front wall forms the rear tube sheet. A (Town sheet is riveted to the upper 
ends of the walls and forms the top of the combustion space. Girder 
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stays or crown bars sup])()rt tlio crown The walls of the combustion 

space are the best heating surface of the boiler. 

'The tubes which are arranged as shown in the half-sectional view, are 
(‘xpanded into the tube sheet and beaded. The area of the front and rear 
heads above the tubes is braced by channels and through lu’aces. The area 
of the front head bedow the furnace is braced l)y a special form of through 
stay Fastened at the n'ar end to the front wall of the combustion space by 
angle irons and a pin. Such bracing permits sonui flexibility. 

The openings in t he u[)per half of the boiler shell are for a manhole and a 
steam nozzle. The feed pipe enters the side of the shell and passes down 



around the side of tin* shell, discharging about midway the length of the 
boiler. The water column is geneially pla(H*d in an inclined position, 
though the connections are the? same as for any fire-tube boiler. Several 
manholes are providc'd in tJie front In'ad, and t here is an opening into the 
combustion (‘hainber in the rear head. 

This boiler decs not require a .scUinq. 1 1 is su}){)orted by a cradle, oi’ 
saddle, securely fastemed to the frame of the sln’i). Adjustable turn-buckle 
stays hold the boih'r in pla(;e in the saddles. 

The gases pass from the furnace over the l)ridgc wall and into the com- 
bustion space, returning through the tubes to the smoke (connection at the 
front. 

The water level is about eight inches abovee tluc top row of tubes. The 
water circulation is down the sides and up th(‘ middle when two furnaces are 
in the shell. It is often necc^ssary to fonce th(‘ circulation by a steam jot 
and a series of nozzles placed near the bottom of th(' })oilcr. 
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When more than one furnace is used, each may have a separate combus- 
tion space, or all may be connected to one combustion space. The boilers 
may be either single ended or double ended. A double-end boiler consists 
essentially of two single-end boilers placed back to back, with the back 
heads removed, the shells joined, and the rear sheets of the combustion 
chambers stayed together. 

A modification of the Scotch marine boiler much used for office and hotel 
buildings, because of the low headroom required, is shown in* Fig. 41. The 
combustion chamber is made of firebrick carried by an extension of the 
shell. This type is known as a dry-back marine boiler. 

33. Babcock and Wilcox Marine Water-tube Boiler. — This boiler, 
Fig. 42, is constructed along the same general lines as the Babcock and 
Wilcox longitudinal water-tube boiler. The main difference is in its shape 
and in the arrangement of the heating surfaces. The drum is located at the 
front of the boiler above the headers and crosswise of the tubes. It is made 
of a shell having a single sheet with the heads dished and containing the 
manhole openings. The steam nozzle is located at the top of the drum with 

the main and auxili- 
ary feedwater con- 
lUictions and gage 
glasses attached to 
the front side of the 
drum. The tubes 
are extra heavy and 
are arranged in sec- 
1 ions, each section 
having a front and 
rear header. The 
front headers are 
connected to the 
bottom of the drum 
by short tubes four 
inches in diameter. 
The roar headers are 
set higher than the 
Fig. 42. — Babcock and Wilcox Marine Water-tube Boiler. front headers SO that 

the tubes, which are 

expanded and flared, have an upward slope of 15 degrees from front 
to rear. The top of each rear header is connected to the upper part 
of the drum by a 4-inch return tube, and the drum is reinforced at the 
points where the tubes enter by a strip of steel riveted to the inside of 
the shell. The side headers are carried down to a level with the grate, 
and the lower tubes are replaced by forged steel boxes 6 inches square, 
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which form the side walls of t1i(^ furnac(‘ and maintain a cool side casing. 
At th(^ boOom, the headers arc attached to a 0-inch S(iuare mud drum to 
which the blow-olf connection is attached. 

This boiler is supported by a structural iron framework, to which the 
outer casing is attached, and a brick setting is not required. The spaces 
between the outer row of tubes are filled with asbestos fiber and the whole 
covered with a steel casing to make an air-tight covering. 

A firebrick v'all extending from a level with the grate to the bottom of 
the rear headers makes the rear wall of the furnace. The gases from the 
furnace are forced to pass to the rear by a horizontal baffle of firebrick, along 
the lower row of tubes, then upward to the return tubes. Here a baffle 
plate deflects the gases downward between a set of baffle walls to the lower 
row of tubes. They then pass upward around the lower end of the front 
baffle wall to the drum and the breeching connection at the top. 

The water circulation is down the front headers, or down takes, through 
the tubes to the rear headers, or uptakes, returning to the drum through the 



Fig. 43. — Dyson Express Type Water-tube Marine Boiler. 


return tubes. A baffle plate at the open ends of the return tubes deflects 
the water and liberates the steam, which passes around the ends of the 
baffle plate and through the dry pipe to the steam nozzle. The water level 
stands at about the center of the drum. 

Hinged to the framing at the front and rear of the boiler are large doors 
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giving access to tii(' handhoU* plates. Dusting doors, with each 0 {)ening 
covered l)y a sluilter sliding vertically, arc provided in the side walls, for 
use of a steam lance. 

34. Emergency Fleet Corporation Marine Water-tube Boiler. — This 
boiler is of the cross-drum type and differs fi*om the Babcock and Wilcox 
boiler mainly in the type of headers and baffling used. The header is 
of the type used on the Heine water-(u})e boiler. (Art. 25, page- 40.) 
Inhere are numerous boilers of this general const rm*tion. * 

35. Dyson Express Type Marine Boiler. — This type of boiler is illus- 
trated in Fig. 43. It has a single drum at. the tof) with two drums at the 
bottom. The upp(ir drum is connected to each of the bottom drums 
by a large number of small curved tubes. The furnace is located under- 
neath the tubes and, as shown, is arranged to burn oil. The small drums 
arc superheater drums. The gases pass among the tubes to the smoke 
connection at the top. 

36. Comparison of Fire- and Water-tube Boilers. — The advantages 
and disadvantage's of these fundamental type's of boilers may be summed 
up as follows: 


Advantages 

1. Small floor space. 

2. Low first cost. 

3. Ruptured tubes easily replaced. 

4. Large water storage capacity. 


Fire-tube 

Disadvantages 

1. Small steam space, pressure liable to 

fluctuate. 

2. Not easily cleaned or examined. 

3. Liable to leak at ends of tubes at 

stays and corners of firebox. 

4. Pressure reduction necessary in lime. 

5. Size limited to 200 lip. 


Advantages 

1. Steam can be raised <|uickly. 

2. Suitable for high pres.sures. 

3. Generally .safer. 

4. Less weight for large capacity. 

5. C’an be readily forced. 


Water- tube 

Disadvantages 

1. More .sensi t ive to change in conditions. 

2. More diflicult to deal with leaky tubes. 

3. Must have good feedwater. 

4. Liable to jirime. 


37. Boiler Fittings. — A new boiler is provided with certain attach- 
ments, often called fittings, accessories, or trimmings. 

The fittings commonly supplied are a water column, fusible plug, safety 
valve, steam gage, and blow-off and feedwater connections. 

38. Water Column. — An external and sectional view of a water col- 
umn is shown in Fig. 44. It is essentially a hollow cast-iron vessel having 
two connections to the boiler. The to[) connection enters the steam space 
of the boiler, cither through the front head or through the top of the front 
course of the shell. The bottom connection enters the water space at 
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l6Est 6 iDclies below the lowest peniiissiblc water level. The connecting 
pipes should be at least 1 inch in diamet(‘r, with the water connection made 
of brass. Valves are not ordinarily allowed in the water-column conncc- 




Columns. 


tions. Mud and sediment are removed through a |-inch blow-off pipe 
connection attached to the lower end of the water column. 

A water gage, Fig. 45, makes the water level visible from the boiler 
room floor. It is attached to the front of the water column, the lowest 
visible part of which must be 2 inches or more above the lowest permissible 
water level. The water gage consists of a sti'ong glass tube which is 
connected to two needle valves by stuffing bo.x(\s and is protected by 
guards from being accidentally broken. 1110 lower needle valve has a 
pet-cock connection used to clean the gage glass by blowing steam through 
it. 

Because the pipes, which connect the water column to the boiler, may 
become clogged, or the stuffing boxes become leaky and the water gage 
thus indicate incorrectly, threes valves. Fig. 46, called gage cocks are 
attached to the water column within the visilffe range of the water glass. 
The middle gage cock should be at the mean water level of the boiler, 
with the other two gage cocks located at equal distances above and below 
the middle cock, the distance varying from 3 to 5 inches according to the 
size of the boiler. The lower cock should be above the lowest safe water 
level. Vertical and cross-drum boilers often have the water column omit- 
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ted and the wai ter #?age and gage cocks attached directly to the shell as 
shown in Figs. 28 and 171. 

A i)oilcr may ho provided with two water glasses located not less than 
3 feet apart on the same level, in which case the gage cocks may be omitted. 

The water column is 
sometimes provided 
with a high and low 
water ala^; a seam- 
lesis copper float, inside 
the column, is so ar- 
ranged that it will ad- 
mit steam and thus 
blow a whistle, when 
the water level becomes 
too high or too low. 
Many engineers prefei* 
not to use a high and 
low water alarm but to 
rely upon constant at- 
tention of the water 
tender. 

39. Fusible Plug. — 

The fusible plug, Fig. 
Pia. 45. ~ Water Gages. 47, is used to protect 

the boiler against low 

water level. It consists of a bronze casing threaded on one end and 
having a conical hole from end to end, the taper of the hole being not 
less than |-inch to the foot. The hole must be reamed and tinned, before 
being filled, with an alloy having 99 per cent tin. The melting point 


(<0 Spring Operated 

Fig. 46. — Gage 

of the alloy must be above the temperature corresponding to the steam 
pressure and below the temperature of the hot furnace gases. The lo- 
cation of the f Visible plug in any boiler must be such that the highest surface 
of the boiler exposed to heat of the gases will be protected from danger of over- 
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heating. Water ordinarily covers the plug, and its temperature is not 
above that of the water. In case the water level should become low enough 
te uncover the plug, the alloy will melt and permit steam to escape, thus 
attracting the attention of the fireman. 

The location of the fusible plug in a few typical boilers is as follows: 

Horizontal return-tubular boiler: — In the rear head, not less than 2 
inches above the upper row of tubes, and projecting through the sheet 
not less than 1 inch. 

Locomotive type of boiler: — In the highest part of the crown sheet. 

Vertical fire-tube boiler: — In an outside tube not less than one-third 
the length of the tube above the lower tube sheet. 

Water-tube boiler, Heine t 3 rpe : — In the front course of the drum, not 
less than 6 inches above the bottom of the drum. 

For location in other types of boilers, consult the A. S. M. E. Boiler 
Code. 

The fusible plug is not entirely reliable, 
coated with scale from the water, or the 
gas end may become coated with incrus- 
tations from the gases. Both scale and 
incrustation are poor conductors of heat; 
the scale would cause the alloy to melt 
before it should, and the incrustation 
would prevent the alloy from melt ing when 
it should. In any case, the end exposed 
to the gases should be kept clean. It 
must be replaced, at least once a year. 

40. Safety Valves. — A safety valve is 
used to protect boilers against excessive 
pressure, by automatically discharging steam when the pressure rises 
above a definite point, at which the valve is set to open. 

The safety valve should bo bolted dii-cctly to the steam nozzle, without 
pipe, bends or valv(‘s. It should be large enough to discharge the maxi- 
mum amount of steam that the boiler is capable of generating, without 
building up the discharge pressure more than b per cent. If a discharge 
pipe from the safety valve is used, it should be properly dripped and should 
have an open end. Each valve should have its own discharge pipe. 

There are three principal ty{)es of safety valves, the direct loaded, the 
lever and weight, and the direct spring loaded. The first is not used to 
any extent in the United States. The lever-and-weight safety valve is 
simple in construction, but is not used for important work because it is 
liable to leak and can be easily tampered with. The direct spring-loaded 
valve is the only type permitted by the A. S. M. E. Boiler Code. 


The water end may become 

^utsldu Plug Intlde PIuQy 



'P/utT* 


Fig. 47. — Outside and Inside 
Types of Fusible Plugs. 
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Direct Spring-loaded Safety Valve. — An external and sectional view 
of a direct spring-loaded safety valve is shown in Fig. 48, with the various 
parts named. The body, cap and bonnet are made of cast iron or steel. 




Fig. 48. — Direct-spring-loaded Safety Valve. 

The spring is made of spring steel and is enclosed to protect it from the 
escaping steam. The valve seat, valve disk, spindle and adjusting ring 
are made of brass to prevent corrosion. 

The valve seat may be flat or beveled, at any angle up to 45 degrees, 
with the axis of the valve spindle. The valve disk has an overhanging 

lip which deflects the 
escaping steam down- 
HuMUng ward through holes in 

the outer edge of the 
seat. This lip. Fig. 49, 
affords addiiional area 
upon which steam may 
act when opening the 
valve. The valve disk 





Fig. 49. — Valve Disk and Seat for Safety Valve. 


also has wings which guide the valve so that it will seat squarely after 
opening. 

A lifting lever is provided, so that the valve may be operated by hand 
when desired. It should be capable of lifting the valve j^j-inch from its 
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seat. The valve should be lifted from its seat once a day in order to be 
sure that it will operate properly. This may be done by hand, but it is 
better piacticc to raise the steam pressure unlil the valve opens, and then 
note the steam pressure at which it opens. 

Operation of Pop, or Direct Spring-loaded, Safety Valve. — Steam 
pressure acts upon the valve disk and forces it slightly out of its seat. The 
stcahi, escaping into t he space below the lip of the valve, finds its passage 
to Uie outer air obstructed. It has to pass out through the holes provided 
or below the outer edge of the lif) of the disk. Pressure is built up in this 
huddling space, by the simmering of the valve, until the combined accumu- 
lated pressure and the reaction due to the steam that escapes downward 
cause the valve to open suddenly, or with a pop. 

The position of the regulating ring dctennincs the drop in pressure, 
sometimes called blow down, recpiired before the valve is again seated. 
The amount of blow down usually varies from 3 to 8 pounds per sejuare inch. 
The nearer the ring is to the holes in the valve seat, the greater must be 
the reduction in pressure before seating. Tlu^ method of adjustment for 
“ blow down ” diffci's in the various makes of spring-loaded safety valves. 
The principle, however, is the same in all. 

The adjustment for the pressure at which the valve will open is made by 
tightening or loosening the pressure of the spring upon the valve disk by 
means of an adjusting nut which is providc^i at the top of the spindle for 
this purpose. The spring pressure is generally applied below the seat of 
the valve, to prevent tipping of the valve. 

Twin valves, that is, two spring loaded valves having a conmion Y base, 
are sometimes used in places where more than one valve is required, and a 
single connection to the boiler is desired. 

The size or capacity of a spi ing-loaded sal(dy valve can be determined by 
the formulae proposed in the A. S. M. E. Boilkb Code. The calculations 
may be based on the heat units in the fmd or on tlie amount of steam 
generated. In any case it should be capable of delivering all the steam the 
boiler can generate without having an excessive pressure built up within the 
boiler. 

The discharge capacity in pounds of steam per hour may be found as 


follows: 

IF = 110 X P X D X L for bevel seats at 45 degrees (1) 

If = 155 X P X D X L for flat seats (2) 

If = 50 X P X A for seats at any angle (3) 


in which If = weight of steam that a safety valve will handle, lb. per hr. 
P = absolute boiler pressure, lb. per sq. in. 

D = inside diameter of valve scat, in. 
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L = vertical lift of valve disk, measured with 3 per cent excess 
pressure, in. 

A = relieving area in scp in. = 3.141h X J) X L sine of sedt 
angle. 

Example 1. — Find the size of a “pop” safety valve required to discharge 10,ir)01b. 
of steam per hour, if the valve rises from its seat a distance of 0. 1 1 in. Seat is beveled 
at an angle of 45° and the absolute boiler pressure is 289.7 pounds j^er square inch. 

Solution. — Rearranging Equation (1) and substituting the followings values. 

W = 10,150, F = 239.7 lb. per square inch, D = required diameter, L = 0.11 in. 

n- RU50 . ,. 

110 X P X L 110 X 239.7 X 0.11 ~ 

Locomotive Pop Safety Valve. — This valve is a spring type or safety 
valve with the spring entirely encased. As generally made, the entire 
valve, except the spring, is of brass and is provided with a muffler consisting 
of a plate or plates having a large number of small holes through which the 
escaping steam must pass. This diminishes the noise made by the rapid 
passage of the steam. 

41. Feedwater Connections and Valves. — The feedwater pipe may 
enter the boiler through t he front head or through the top of the front course, 
with the connection to the boiler made as shown in Fig. 17, page 25. The 
feed pipe line requires the following valves: a check valve, Fig. 50, which 
permits flow in one direction only and automatically prevents the back flow 




Fig. 50. — Types of Check Valves. 

of water from the boiler when neither the feed pump nor the injector is 
working; a valve or cock, which is placed between the check valve and the 
boiler, and which ordinarily remains wide open except when it is desired to 
inspect or repair the check valve; and sometimes a globe valve (Ai-t. 244, 
page 225) placed between the check valve and the source of water supply 
to regulate the amount of entering feedwater. 

42. Bottom Blow-off Connection and Valves. — The blow-off connection 
to the boiler is made to the lowest water space practicable. The connection 
to the boiler should be by a screwed flange riveted to the shell, as shown in 
Fig. 18, page 25 . The blow-off pipe and fitting^ ^should be extra strong and 
should be protected from the hot gases of the furnace, by means of a firebrick wall, 
by a substantial cast iron removable sleeve, or by a covering of ncm-aynducting 
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maierial. In spite of this protection th 
vent this, the water in the blow-off pipe i 
of a pipe which connects the water 
space of the boiler to the blow-off pipe 
outside the setting. The joint where 
the blow-off pipe passes through the 
setting should permit frcn* ex[)ansi()n 
and contra(!ti( n. If the pipe; discharge 
is hidden from view, a tell-tale should 
be provided as a guard against leaks. 
Outdde the setting, a blow-off valve, 
Fig. 51, and a cock. Fig. 52, are re- 
quired in the blow-off piping when the 
pressure is above 125 pounds per square 
inch. When the pressure is below 125 
pounds per square inch, either a blow- 
off valve or a cock may be used. 

The blow-off cock must have the 
plug held in place l)y a guard or gland, 
and the upper end of the plug marked 
in line with the opening in th(^ plug. 
A blow-off valve larger than 2| inches 
or less than 1 inch should not be used. 



} blow-off may burn out. To pre- 
5 often made to circulate, by means 




The use of a globo valve as a blow-off valve is prohibited. 

43. Surface Blow-off. — To remove scum and other floating impurities, 
a surface blow-off, Fig. 53, is sometimes placed at the water level. The 
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inner and outer pipe must be screwed into a brass bushing in the boiler 
head in such a manner that it makes a smooth passage. The size of pipe 
used must not be larger than inches. 

44. Blow-off Tank. — When the loca- 
tion of boilers is such that they cannot 
be blown down directly into the open, 
the discharge is made into a tank made 
of steel plate. The tank has a manhole, 
an open vent pipe, and inlet and outlet 
pipes connecting with the blow-off pipe 
and the sewer. 

Sufficient water may be blown off at one 
time to fill the tank. The water is then 
allowed to cool and, when cool, is dis- 
charged into the sewer. 

The discharge of hot water into the sewer is not 'permitted in most cities , 
because hot water disintegrates the tile sewer pipe and may cause trouble 
if under pressure. 

46. Steam-pressure Gage. — Each boiler must have a steam-pressure 

gage connected to the steam 
space, or to the steam con- 
nection of the water column. 
The type of gage ordinarily 
used for indicating steam pres- 
sur(^ is known as the Bourdon 
tul^e gage. 

Bourdon Tube Steam 
Gage. — The Bourdon tube 
steam-pressure gage, with the 
dial removed, is shown in Fig. 
54. Inside the case of the 
gage is a tempered copper or 
steel tube, or spring, of oval 
cross section, bent into an arc 
of a circle. One end of the 
tube passes out through the 
case to which it is attached, 
and is provided with a Hnch 
pipe thread for making the pressure connection. The other end is closed 
and is free to move under change in pressurt). This free end of the tube 
is connected by a small link to an adjustable arm of a toothed sector, 
which moves about a pivot. The sector engages with a small pinion 



Fig. 64. — Bourdon-tube Steam Gage. 
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mounted on the shaft to which the pointer, or hand, is attached. The 
hand moves over a dial graduated in pounds per square inch. 

» 1 ressurc applied to the inside of the tube causes tJic section of the tube 
to become more nearly a true circle. This changes the radius of the arc 
to which the tube is bent, and moves the free end outward, thus rotating 
the shaft to which the pointer is fastened. A hair spring attached to the 
pinion shaft keeps the teeth of the sector and pinion in contact and com- 
pensates foi' lost motion. 

l^ourdon tube gages which are subjected to jar, such as locomotive gages, 
an^ made with the tube supported in the center and the fi(‘(‘ (uids up. 
Ihey are then called double •spring gages. When the gag(' is thus sup- 
ported the vibration of the la^edle caused by jarring is reduced to a mini- 
mum. Gages used on locomotives arc protected externally from the heat 
of the boiler by woodem blocks placed b(d.ween the gage and tlK‘ frame to 
which it is attached. 

A water siphon, Fig. .55, is used to prevent steam from coming into con- 
tact. witli the inside of the gage tul)e and thus d(*stroying its accuracy. 
It consists of a chamber holding sufficient water to completely fill the tube. 




— Gage Siphons. 


It is placed between the gage and the boil(*r and should ho of such a form 
that, the water will not be easily drained from it. The pipe connecting 
the gage to the boiler should be of brass, and slumld have a T- or L-handled 
gage cock which will line up with the i)ipe connection when ojKm. The 
cock should pieferably be below the siphon to pievent the water escaping 
from the siphon if the cock should leak. 

Diaphragm Gage. — This type* of gage is not as common as the Bourdon 
tube gage, from which it differs in that, a corrugated diaphragm, held be- 
tween two flanges, I’eplaces the Bourdon tub(\ The pressurt* acting on 
one side of the diaphragm deflects it, and the deflection is communicated 
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to the needle through a suitable system of levers. The deflection of 
the diaphragm is proportional to the pressure acting upon it. 

Recording Gages. — To obtain a graphic record of the variation of 
pressure in the boiler, a recording gage, Fig. 56, is used. Its construction 
is similar to that of an ordinary steam gage, with the addition of a clock 



External View Internal View 

Fio. 56. — Pressure Reeonliug (lago. 


mechanism attached to the dial. The dial may make a complete revolu- 
tion in twenty-four hours or some other jxu’iod of time, depending on the 
type of clock used. A chart is attached to the movable dial, and a pen 
attached to th(^ pointer of the gage nu-ords the variation in pressure upon 
the chart. 

46. Calibration of Gages. — Gages arc subject to variations in use 
and therefore require frcHpient calil^ration, or comparison with a standard. 
For this purpose a dead-weight tester or a mercury column is used. When 
using the dead-weight tester the gage is subjected to pressun's produced 
by standard weights and the readings on the dial, as indicat('d by the hand 
of the gage, an^ compared with the pn^ssures in pounds per square inch 
exerted by the standard weights. For many purposes, standard test 
gages, known to be correct by calibration with the dead-weight tester or 
mercury column, are used for comparision. The piping (connections below 
a boiler gage are required to provide for the (X)nnection of a test gage. 
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REVIEW QUESTIONS 

1 . Name the fundamental tyf)es of steam lx)ilers eonsidering the relative position 
of water and hot gases. 

2 . Define (a) boiler shell, (6) setting, (c) furnace, (d) water level, («) heating surface. 

3 . State wliether the following are water-tube or fire-tube boilers: (a) Locomotive, 
(6) Babcock and Wilcox, (c) Heine, (d) Wickes, (c) Stirling, (/) Dyson express. 

4 . Name three types of fireboxes used on locomotive boilers. 

6 . ’Name five kinds of bracing, or staying, used in I)oiler construction and state a 
possible application of each. 

6. ’ Give the names of eight setting fixtures and state the puri)ose of each. 

7 . Name the classes of watcr-tul)e lajilers according to header construction. 

8. At what point does the feedwater enter (a) a return tubular boiler, (6) horizontal 
water-tube boiler? 

9. What type of boiler is tlic Scotch Marine boiler? 

10 . Name six boiler fittings and state the function of each. 



CHAPTER III 

PHYSICAL UNITS AND THEIR MEASUREMENT 

47. Foreword. — All engineering depends upon the convet application 
of certain basic principles, which underlie physics, chemistry, mechanics, 
hydraulics, and thermodynamics. The fuivlamcntal principles and the 
units of measurement involved should be thoroughly understood, as 
reference will be made to them from time to time. 

48. Matter. — Matter may exist in the solid, the liquid, or the gaseous 
state. In each of these states it is conceived to be made up of minute 
particles called molecules, which arc further subdivided into smaller parts 
called atoms. According to the modern theory, atoms are made up of a 
number of extremely small particles called electrons, partly positive and 
partly negative in chai’acter. All matter consists ultimately of these 
electrons held together by mutual attraction. 

The molecules existing in matter are considered as being in continuous 
motion and as exerting an attraction between themselves. This attraction 
is strongest in the solid, because, even though the molccuk's are in con- 
stant motion, the form of the solid remains unchanged. In the liquid 
state the attraction is less, and the moh'cules conform to the shape of 
the containing vessel. In the gaseous state the attraction appears to lx* 
still less powerful, and the gas or mixture of gases will always fill th(^ vess(*l 
which contains it, whatev(‘r its size or shape. 

Matter has mass and inertia. A force ts required to 'put it in motion^ 
to change its direction of motion or to bring it to rest when in motion. This 
property of matter is called inertia. 

Matter may be changed from one form to another, but the total quan- 
tity remains unchanged; upon this fact is based the law known as the 
Law of the Conservation of Matter. It may be stated thus: The total 
quantity of matter in the universe remains constant. 

49. Units of the F. P. S. System. — The system of units generally 
employed in engineering work, for measurement of matter and energy, 
is the Foot Pound Second System, often called for the sake of brevity, the 
F. P. S. system. 

The unit of time, T, according to this system, is the second, or the 
part of a mean solar day. Time is often expressed in minutes and 

hours. 
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UNITS OF THE F. P. S. SYSTEM 

The unit of length, L, is the foot. (= 0.3048 meter.) 
rhe unit of weight, W, is the pound. ( = 0.4536 kilogram.) 

Ihe unit of area. A, is the square foot or the sfiuare inch, as preferred 
The unit of volume, U, is the ,aibie foot. Volume e(,uals the product 
of the cross-sectional area and the length. In calculations involving the 
quantity of air, Q is often used for the number of cmbic feet. 

rile unit of force is the pound; cenirilugal force i,s the force which a 

body exerts by reason of its rotation, and e(|uals — in which W = 

(jr 

weight in lb., v = velocity ft. per s(‘c., ij = 32.2 and r = radius in feet. 

Pressure is the force acting on a body [)cr unit of area. 

The density, 1), of a substance is the weight of a unit volume. The 
density of a tew common substances is givcui in I'able 2. 


TABLE 2, - DENSITfES Ol<’ COMMON SUBSTANCES 



Substance 

Specific 

Oravity 

Weight per 
Cu. Ft., Lb. 

TlMUp, 

\Veight per 
Cu. In., Lb. 

liquids 

Mort'ury 

13.0 

848.7 


0.4000 


Water, nia.x. den.sily . . . 

l.OO 

02. -13 

:i0 

0.036 


Water 

0.058 

50.8;^ 

212 


Water, sea 

1.02 

04.0 




Bet rol(‘uiii 

0.87 

51.0 




Kerosene 

0.78 to 0.82 

50 


0.0289 


(Jasoline 

0.70 to 0.75 

40 


kSolids 

*Coal, anthracite 

0.75 to 0.03 

47 to 58 




Coal, hituniinoiis 

0.0 1 to 0.87 

•10 lo 54 




Coal, coke 

0.37 to 0.51 

23 to 32 




(.kial, aslies 


40 to 45 




fCoal, tmthraeite 

1.4 to l.S 

07 




Coal, bit unii nous 

1.2 to 1.5 

84 




lee 

0.88 to 0.02 

50 




Concrete 

1.5 to 2.4 

1(X) to 144 




Sand or gravel 


00 




" ( 'otti .‘t.s piled in bin. 


I ( 'ntil in .solid f. nn. 


Speed is the rate of motion of a l)ody, measun'd by the space passed 
over in a unit of tiiiK', and is usually (‘xpr(‘ss('d in feet, per second. VVlien 
equal distances arc passed over in ecpial tinu's the motion is uniform and 
when the distances are une(iual th(‘ motion is non-uniform. 

Velocity, differs from sp(H'd in that it involvc's tlu' direction as well 
.‘is the rate of motion. Th(‘ v(‘locily of a rotating partich' may be ex- 
pressed as: (1) tangential, or linear velocity, that is, the velocity in feet 
per second at. which a point at a given ladius r is tiavc'ling; oi- (2) angular 
velocity, that is, the number of unit angles per s<'cond through which the 
radius turns. The unit angle, or radian, is the angle subtended by an 



66 


I’HYSICAL UNn^j AND THEItt MEASUliEMENTS 


arc equal to the radius. Thus, if N = number of revolutions per minute, 
and r = radius in feet 

Tangential velocity = ^ ('4') 

Angular velocity = ( 5 ) 


Acceleration, a, is the rate of change of velocity and is expressed in 
feet per second per second, generally written “ ft. per secil” Acceler- 
ation may be either positive or negative. It is posiiivc if the velocity of 
the body is increasing^ and negative if it is decreasing. The acceleration of 
gravity, g, at sea level and at latitude 45 degrees is 32.174 ft. per sec.l 
It is generally taken as 32.2 ft. per sec.^. 

Mass, so called, is the weight of a body divided by the acceleration of 
W 

gravity, ory . The unit of mass is a derived unit which ecpials the (quan- 
tity of matter to which a unit foix^e (1 11 ).) will give an acceleration of 1 ft. 
per sec. 2 . A pound, to the physicist, means one pound mass, whereas to 
an engineer it means a pound weight, or in othei* words, a fore{‘, since the 
weight of a body ecjuals the force with which its mass is drawn toward 
the earth. The size of a unit mass is therefore the mass of a standard 
pound divided by 32.2. 

60. Relation between Velocity, Acceleration, Time, Force and Mass. — 

For bodies starting from iTst, the relation existing between velocity, 
acceleration, and time is written V = at. The force acting on a body 
is proportional to the acceleration produced; hence, the relation between 


force, mass and acceleration is written F == Ma, or substituting — for M, 

W ^ 

^ = 7 ^^ ( 6 ) 


in which F equals the force in pounds and the other units are as defined 
in Art. 49. Since acceleration equals the velocity divided by tlu' time, 

Wv 

Equation ( 6 ) may be written F • 


61. Energy. — Energy may be defined as the ability to overcome re- 
sistance. It exists in a great variety of forms, such as light, heat, sound 
and electricity. A body which has the al)ility to perform work is said to 
possess mechanical energy, which is measured in foot-pounds and may 
exist in either of the following forms, 

1 . Potential energy, or energy possessed by reason of position or de- 

formation. 

2 . Kinetic energy, or energy possessed by reason of motion. 

Potential and kinetic energy are interchangeable and when one form is 

converted into the other the amount of energy of the second form exactly equals 



WORK AND WORK DIAGRAMS 


67 


that of the fird form. This fact is \v(‘ll illustrated by the pendulum of a 
clock; the pendulum at the top of its swing possesses potential energy; 
as it swings downward, its potential energy is given up to produce velocity; 
at the lowest {)oint in the travel of the ixmdulum the potential energy has 
been converted into kincti(‘, energy, and as th(i pendulum swings upward 
again the kinetic energy is converted into potential energy. 

Kinetic energy is measured in foot-pounds and is calculated by the 
, Wv‘^ 

equation K = , in which K = ft-lb. of kinetic energy, W = weight 

of body in lb., v — velocity in ft. per sec., and g = acceleration of gravity 
= 32.2 ft. per sec.\ 

Electrical energy is usually measured in joules. A joule is the work 
done when one coulomb of eh'ctricity is conveyed bedweem two points 
which dilTer in potential by one volt. 

62. Work. — Work may be defined as the overcoming of a resistance 
through space. The unit of work is the (juantity of energy exjiended by 
a foi’ce of one pound when acting through a distance of one foot in the 
line of action of the lorce. Unless there is motion, work is not performed 
in a mechanical sense. Work is expressed in foot-pounds and is calculated 
by t he equation 

Work in foot-pounds = Force in pounds X a distance in feet. 

63. Work Diagram. — Work may be i-epiesented by a diagram, that is, 
an area bounded by lines representing force and the distance through 




Fig. 57. — Work Diagrams. 

which it is exerted, or by lines representing pressure and change in volume. 
The area encloml represents work and is generally expressed in foot-pounds. 

Force Constant. — The path traveled by a body, when under the action 
of a constant force of 8 pounds, may be represented graphically as in Fig. 
57a. The work diagram, in this case, is a rectangle, and the work required 
to move the body from D\ to D 2 equals the area 4 /)] D 2 10 
Work = (D 2 - /),) X 8 = () X 8 = 48 ft-lb. 
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Force Changing. — If the force or pressiii(^ varies, as represented by the 
line P\ Pi, Eig. wliile the work is being done, the work area Fi Pi P 2 
Vi may be eonsi(lei(‘(l as made up of a s(‘rie8 of very narrow s(‘ctions of 
width (dV) for (‘aeh of which there is a pressure P in pounds per square 
inch. The ai-ea PdV represents the work {dW) done during the small 
change in volume dV. The summation of these elementary areas, dWf 
from Ui to W while the pressure is changing from J\ to P 2 gives the work 
area Vi Pi P 2 When the pressun's and volumes arc sucH that Pi F.i = 
P 2 1 ^ 2 , this area can b(‘ shown to be 

Pil l logc'Jr = work in ft-lb (7) 

» 1 

in which log^ = the Naperian logarithm = 2.3 logio^^ 

V 1 y i y 1 

When the pressures and volumes are such that PiFi” = P 2 F 2 ", the area 
can be shown to be 

■ - pY j = woi'k in ft-lb (8) 

n — 1 


64. Power. — Power is the rate of performing work, and hence involves 
time as a factor. It is (xpial to the amount of work performed divided by 
the time. The unit of mechanical power is the horsepower (hp.) which 
equals 550 foot-pounds of work p(n’ second, or 33,000 foot-pounds per 
minute. The horsepower relation may bo expressed; 


horsepower = 


F X V 
550' 


( 9 ) 


in which F = the force in pounds and v - velocity in feed, per second. A 
mechanical unit of power exerted continuously for one hour is known as a 

horsepower-hour. 

The unit of electrical power is the watt, which ecpials the product of the 
volt times the ampere. The volt is t he unit of ekjctrical pressure, or dif- 
ference in potential, and the ampere the unit of electrical current. A watt 
is equivalent to one joule of work per second. The kilowatt, a larger unit 
of electrical power, is equal to 1000 watts. A kilowatt of power delivered 
continuously for one hour is called a kilowatt-hour. 

66. Heat. — Heat is a form of (mergy. The heat of a body is the com- 
bined energy of the moving molecules of which every substance is com- 
posed. Heat is observed and recorded by its effect upon matter, producing 
change in shape, volume, and internal stress, change of state, as ice to 
water, change of temperature, and electrical and chemical effects. Con- 
versely, heat may be ol)tained from mechanical and electrical energy, from 
chemical changes and from changes of physical state. 

Heat which changes the temperature of a body is called sensible heat. 
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Its intensity may be measured by a th(irmometor. The heat that is used 
in ciianging the state of th(^ i)ody, as in changing ice into water or water 
kit.o steam, is called latent heat, and while* it is Ix'ing addenl, no temperatures 
change is iiidiesateel. 

66. Temperature. — Tempesi-at iires is a manilest ation of the intensity 
of heat in a boely, and is an indieatieni of the rate of molecular activity. 
If a body is cafsable of transmitting he'at te) aneRlier body unaided, the 
first body is^saiel to be at a highei* tempe‘rature than the second body. 
When two bodiess ai’e at the* same te*mpesrature, neither has any tendency 
to transmit hesat to the other. 

Temfseraturc is orelinarily measureel by instruments called thermejineters 
and })yrometers, e)f whie*li thei*e ares many forms. The mercury ther- 


mometer, which elepenels u[)e}n the uniform esx- 
pansion and contraction esf mesreury te) inelicate 
temperature change, is most ce)nmK)nly use'd to 
measure temperatures. It esonsists of a ghiss 
tubes, or stern, with a small uniform berre, hav- 
ing its lower end enlargcel to ferrrn a brrlb. All 
air is rernerved fr'om tire stesrn, and the bulb and 
par't of the stem ar'c filleel with inerTiiry. The 
tube is rnar-ked in expial eli visions, calle*d de- 
gr*eses, which are nmnberH'd ace'or'ding to the 
scale of tempeM’atuie to be ernployeel. Since 
mercury expands when heated and eserntimsts 
when cooled, the tesrnper’atur-c e)f a boely is 
obtaincel by placing t he the'imermester in contae*t 
with it anel noting the hesight at which the mer- 
cury stanels. 

The unit of temper-atirr’c rneasui’crnent is the 
degree. It is capalrle of e^xact eletesrminatiori, 
pr’ovieleel two pesints can be erbtaineHl at which 
the irrtensity of heat is always e*e)nstant. The 
melting-point of ice anel the Irenling-point of 
water, at atmospheric pressure (14.7 irenrnels 
per square ine;h), arc the points usually seleed eel. 
The thcr'mometer is first placeel in melting ice, 
and the height at which the liquid stands in the 
stern is marked. Then the ther-mometer is im- 



mersed in steam, fr’orn water boiling at atmos- 
pheric |)ressure, and the point reached by the top of the liquid is marked. 
The distance betwe^en these two points is divieled into 180, 100 or 80 divi- 
sions, err degrx'es, accerrding to whether the scale erf t ernper’ature to be used 
is the Fahrenheit, (\*ntigr’aele*, or Reaumur. The* last-named scale rs 


seldom useel at tire present time. 
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The Fahrenheit scale, Fig. 58, largely used by engineers in America, 
takes the temperature of melllng ice jis 32 deg. fahr., and the temperature 
of boiling water, at atmospheric pressure, as 212 deg. fahr. The Centi- 
grade scale, commonly used by scientists throughout the world, makes the 
melting point of ice 0 deg. cent., and the boiling point of water, at atmos- 
pheric pressure, 100 deg. cent. Since 100 deg. cent, equals 180 deg. fahr., 
one degree Fahrenheit ecjuals five-ninths of a degree (\mtigrade, and one 
degree (Centigrade equals nine-fifths of a degree Fahrenheit.' The follpw- 
ing e(}uations may be used to convert temperatures from one scale to the 
other: 

Fahrenheit degrees = ^ Centigrade degrees + 32 ... (10) 
Centigrade degrees = | (Fahrenheit degrees — 32) . . . (11) 

Professor Sweet’s rule for converting degrees Centigrade into degrees 
Fahrenheit is simple and easily applied. “ Double the number of degrees 
Centigrade^ subtract one4enth of this value, and add 32.” 

The glass from which thermometers are made may undergo small changes 
from time to time. For this reason, it is necessary, in order to obtain 
accurate results, to calibrate the thermometer, by comparing it with a 
standard thermometer, and noting its variations. Besides calibrating the 
thermometer, it is necessary to make a correction for stem exposure when 
extreme accuracy is desired. This correction is given by the equation: 

Stem correction in degrees = 0.000085 (t Q ... (12) 
in which the decimal is the difference between the coefficient of expansion, or 
increase in length per inch per degree, of mercury and of glass, N = num- 
ber of degrees of emergent mercury column, t - observed ternperatui'e and 
tj = mean temperature of emergent stem 
67. Absolute Temperature and Absolute Zero. — Besides the above 
temperature scales, there is another called the absolute scale of tempera- 
ture. It is used in all calculations in which the temperature of gas volumes 
is involved. This scale is based on the so-called “ absolute zero of tempera- 
ture,” or the point at which a iKuffect gas is considered to have zero volume. 
Scientists have found that a perfect gas, of which air is taken as a type, 

expands or contracts of its volume at 32 deg. fahr. for each deg. fahr, 

change in temperature. The absolute zero, therefore, may be taken as 

491.6 deg. fahr. below the melting point of ice. This equals 459.6 degrees 
below zero on the Fahrenheit scale, or 273 degrees on the Centigrade scale. 
The absolute temperature (deg. fahr.) of a substance is found by adding 

459.6 to the observed temperature. If the observed temperature were 
60 deg. fahr. the absolute temperature would be 459.6 + 60, or 519.6 deg. 
fahr. The value 460 is used in ordinary engineering calculations, instead of 
459.6. 
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68. P3rrometers. — Temperatures above 500 deg. fahr. are measured by 
pyrometers. High-grade thermometers, having nitrogen under pressure 
enclosed in the tube above the mercury, can be used for temperatures as 
high as 1000 deg. fahr. Such a thermometer is termed a mercurial 
pyrometer. The most common types of pyrometers are expansion, 
thermo-electric, radiation, optical, and Seger cone. 

Metallic Pyrometer. — The metallic pyrometer consists essentially of 


two metal rods having widely different rates of expansion, such as iron and 


brass, and so connected as to move a pointer 
over a graduated scale during a change in 
tem[)eraturc. Such pyrometers should not 
be used for temperatures above 1000 deg. 
fahr. 

Thermo-electric Pyrometer. ~ This type 
of pyrometer, Fig. 59, comprises a thermo- 
couple, an indicating or recording device, 
and suitable connect ing wires. The thermo- 
couple, Fig. 00, consists of two wires of 
dissimilar metals, and of different electrical 




Fig. CO. — High Resistance and 


Fig. 69. — Therrao-clectih^ Pyrometer. Base Metal 1 hermocouplos. 


conductivity, welded together at one end. When the weld oi, ^ hot 
junction,” is heated and the other ends joined to form a “ cold junction,” 
an electric current, which is proportional to the dilfereiice in temperature 
between the hot and cold junction, will flow. A galvanometer, an instru- 
ment for indicating small electric currents, is generally placed in the 
electric circuit, and the current is read from it. It is calibrated to read 
in degrees, by comparison with a standard thermometer. In actual 
operation, the “ cold jumdion ” is usually immersed in an ice bath or 
buried in the ground, in order to maintain it at a constant temperature and 
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tli(‘ “ hot junction/’ or furnaco end, is placed in an iron or porcelain tube 
to protect it tVoin brc'aka^c' and deterioration. 

Base metal thermocouples of low resist hikm' arc' made of J-inch wires of 
nickc'l steel and coppci', nicked steel and (•hroniiiiin or No. 8 gage iron and 
constant in, and are satisfactory for temperatures up to 1800 deg. fahr. For 
temperat uic's below 3000 deg. fahr., high resistance thermocouples, made 
with oiK' wirci of pure platinum and the other 90 per cent platinum and 10 
p(*r cent, jhodium, arc used. < 

Radiation Pyrometer. — Temperatures above 2500. deg. fahr. arc meas- 
ui‘('d by a iiidiation pyrometer, which consists of a cylindri(*al tube contain- 
ing a coiK'ave mirror and a lens which is focused on the hot object. The 
mirror concentrates the rays upon a small thermo-electric couple connected 
to a galvanometer. The temperature reading is obtained in the same way 
as with a thermo-electric; pyrometer. 

Optical Pjnrometer. — The measurement of temperature with this 
instrument is based on the fact that light varies in a definite manner with 
change's of temperature. Red light is separated from all the other light 
emittc'd b}^ the incandescent body, and its intensity is compared with the 
intensity of light of the same color from a standard source of light, siic'h as a 

special lamp having a 
tungsten filament . 
The eye is sensitive to 
differences in bright- 
ness between super- 
imposed surfaces. The 
optical pyrometer, 
Fig. 61, varies the in- 
tensity of the stand- 
ard light by chang- 
ing the current sup- 
plied, until the fila- 
Fiq. 61. — Optical Pyrometer. ment appears of the 

same brightness as 

the hot object when viewed through the eye piece. When a balance 
has been obtained, the Toading cjf the milli-arnmeter is made and the 
corresponding temperature is read from a curve supplied with the instru- 
ment. 

Seger Cone Pyrometer. — Furnace temperatures may be obtained by 
the use of metals having different melting-points. The oxides of the metals 
are made into cones which are graded to melt at temperatures differing by 
100 to 200 deg. fahr. Several cones are placed in the furnace, and the 
temperature is nearest that corresponding to the melting temperature of the 
cone, the top of which lias just bent sufficiently to touch the plate upon 
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which the cones rest;. Seger cones can be used for temperatures from 500 
to 1 900 deg. fahi’. 

•Accuracy of Pyrometers. — The mercurial pyrometer is the most a(;cu- 
rate for low-tcjiiperaturc measurements. I’lie clc(;trical pyrometer is the 
best for high-temperature measurements. Expansion pyrometers arc sub- 
ject to wide variations and should only be used after careful (‘alibration. 
On high-temperature measurements the deviation from accuracy of a 
pyrometer may be as high as 40 deg. fahr. 

5d. Quantity of Heat. — H(*at may be expressed by th(^ usual energy 
units, such as foot-pounds or joules. It is t lu; (aistom in engineering work 
to express the quantity of heat by a separate unit known as the British 
thermal unit, B.t.u., which is the amount of heat required to raise the 
temperature of one pound of pure water one degree Fahrenheit, often taken 
from 62 deg. falir. to 63 deg. fahr. The mean, or average, B.t.u. is most 
commonly used in (mgineering calculations. It is the average amount of 
heat per degree rctpiired to raise the temperature of one pound of water 
from 32 deg. fahr. to 212 deg. fahr. 

60. Specific Heat. — The specific heat of a substance is the quantity of 
heat necessary to raise the temperature of one pound of the material one degree. 
It varies with the physical ])i*operties of the substances and with the 
temperature of the substance. Its numerical valine is obtained by compari- 
son with water as a standard. Two specific heats arc recognized: 

1. The ‘‘ true ” specific heat measured at the temperature stated. 

2. The mean ” specific heat which is an average over the temperature 
range considered. 

The mean specific heat may Ixi expressed l)y an equation as follows: 



h) 


(13) 


in which C = an average specific heat over the tenq)eraturc range from 


ti to t 2 . 

H = quantity of heat required to raise IT pounds of substance 
from ti to / 2 . 


In dealing with gases, a fiu’ther dislinction is made between the sfx*cific 
heat at constant pressure, Cp, and the sj)ecific heat at constant volume, t\, 
as explained in Art. 69, page 80. 

61. Relation between Heat, Work and Energy. — It has been shown 
by physicists that jnechanical energy and heat are mutuaUy interchangeable. 
This is known as the First Law of Thermodynamics. The relation which 
exists between heat and mechanical energy was first determined by Joule, 
and is known as Joule’s equivalent. The most recent value states that 
1 B.t.u. = 777.64 foot-pounds. The value 778 is generally used for en- 
gineering calculations. Expressed mathematically: 
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(14) 

(15) 


1 B.t.u. = 778 foot-pounds 


1 foot-pound = 


778 


B.t.u. 


62. Relation between Heat, and Electrical and Mechanical Power. — 

The unit of mcciianical power is the horsepower, which is equal to 2547 
B.t.u. per hour, or 33,000 X 00 = 1,980,000 foot-pounds per hour. 

The unit of electrical power is the kilowatt and is eciual to 3414 6.t.u. 
per hour. The followin^j; rc'lations therefore exist and should \)c memorized, 
as they are of much use in engineering calculations; 

1 kilowatt-hour =3414 B.t.u. 

1 horsepower-hour = 2547 B.t.u. 

1 horsepower-hour = 0.740 kilowatt-liour 

1 kilowat t = 1.34 liorsepower 

63. Heat Transmission. — There are three methods of transmitting 
heat; namely, conduction, convection and radiation. 

Conduction is a molecular transmission of heat tlirough the substance, 
from molecule to molecule. Such transmission will take place between any 
two parts of a substance which are at dilTerent temperatures. 

All substances conduct heat, though the rate at which heat is conducted 
varies with the material. Substances which transmit heat readily are called 
good conductors, and those which transmit heat slowly, poor conductors. 
The heat transmitted by conduction varies with the thickness of the 
material, the area in contact and t he temperature difference. 

Convection is the transmission of heat by circulation of a fluid or gas over 
the surface of the hotter or colder body. This circulation may be due to 
natural causes or it may be produced mechanically. The quantity of heat 
transferred by convection does not depend upon the nature of the material 
or its absolute temperature. It does depend on the velocity of the moving 
fluid or gas, the form and dimensions of the body, and the temperature dif- 
ference between the moving substance and the contact surface of the body. 

Radiation is the transmission of heat through an agency commonly known 
as ether which is assumed to occupy all intermolccular space. It takes 
place in straight lines and obeys the same laws as light. The rate at which 
radiant heat is emitted or absorbed depends upon the character of the sur- 
face of the hot or cold body, the temperature difference between the surface 
and surroundings, and the absolute temperature. It does not depend upon 
the form of body, however, unless there are re-entrant surfaces to intercept 
the rays. 

64. Measurement of Pressure. — The unit of pressure is usually the 
pound per square inch and is written lb. per sq. in.” Low pressures are 
often expressed in inches of mercury or inches of water. Pressure is 
ordinarily indicated by a gage. Fig. 02. Gages indicating pressures above 
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that of the atmosphere are called pressure gages and those showing pres- 
sures below atmospheric pressure arc called vacuum gages. 

’The simplest type of pressure-measuring device is the manometer which 
is a glass tube bent into the form of a f/ and partially filled with water or 
mercury, Fig. 63a. One side, A, of the tube 
is attached to the vessel in which the pressure 
is to* be measured, the other side, B, is left 
open to the Atmosphere. With equal pres- 
sures on each leg of the f/, the surfa(‘es of th(^ 
liquid remain stationary. Upon the applica- 
tion of pressure to leg A, the surface of the 
liquid will fall in leg A, and rise in leg B. 

The distance between the level of the li(|uid 
in A and B, multiplied by the weight in 
pounds per cubic inch of the liquid, gives the 
difference in pressure between A and B, ex- 
pressed in pounds per square inch. 

Manometers using water should be read at the ])ottom of the meniscus 
and those using mercury should be read at the toj) of the meniscus, to make 
the error from capillarity as small as possibles. Manometers are only used 
for low pressures. 

Manometers used for measuring the diffenmee in pressure between the 
inside and outside of a chimney or furnace are called draft gages, a common 



Fig. ()3. — Miinoinetcr and Draft 


form being shown in Fig. 636. If one leg of the U tube is arranged on an 
incline, the distance moved by the liquid is increased for a given pressure 
change. The inclined leg ordinarily rises 1 iiuh in 10. A light oil is used 
in the gage to reduce the effect of capillarity and to give a greater deflection 
than can be obtained by the use of water. The gage is calibrated to read 
equivalent inches of water, by comparison with a gage using water, and 
can easily be read to 0.001 inch. 



Fig. G2, — External View of 
Pressure Gage. 
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66. Barometers. — The pressure of the atmosphere is measured by 
means of barometers, of which there are two principal types, the mercurial 
barometer, Fig. t)4a, and the aneroid barometer, Fig. 646. The latter is 



(a) Simple Barometer (6) Aneroid Barometer 

Fig. 61. — Barometers. 


similar to a delicate pressure gage and is calibrated by (jomparison with the 
mercurial barometer. 

The Mercurial Barometer. — One type of this barometei-, shown in 
Fig. 64a, consists of a glass tube about 3 feet long sealed at one end. Aft er 
all air has been excluded, the tube is rilled with mercury and is inverted in 
a bath of mercury. The mercury in the tube then drops to a certain point, 
where it remains. This heiglit, 6, represents the pressure of the atmosphere 
in inches of mercury and varies with the altitude above sea level. 

A commercial, or standard, type of this instrument, shown in Fig. 65, 
consists of a glass tube closed at the top and enclosed in a brass tube having 
a movable scale at the top. The lower end of the glass tube dips into a 
glass cup having a leather bottom resting on a movable disk. The level of 
the mercury in the cup can be raised and lowered by means of an adjusting 
screw until its surface touches a fixi'd ivory point which is located at tlu^ 
zero of the measuring scale. 

Standard atmospheric pressure is dchned as the pressure of a column 
of pure mercury, 29.92 inches high, at a temperature of 32 deg. fahr. Ex- 
pressed in pounds per sipiare inch, it is 14.7. To correct observed barom- 
eter readings to standard conditions, see method of correidion, Art. 522, 
page 533. 

66. Absolute Pressure and Vacuum. Pressure gages show the dif- 
ference bet ween the pressure in a vessel and the pressure of the atmosphere. 
Absolute pressure is the pressure above the zero of 'pressure. It is found 
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Fio. 65. — United Statens 
Weather Bureau Ba- 
rometer. 


by adding the pressure shown by the barometer to 
the pressure shown by the gage, both expressed in 
the same units. 

Absolute pressure = gage pressure + atmos- 
pheric pressure. 

Vacuum may be defined as tiic absence of pres- 
sure, a vessel having no pressure within it would 
have an absolute vacuum. As ordinarily used in 
engineering, the word vacuum means only a partial 
vacuum. For instance, a vacuum of 18 inches 
means that the pressure corresponds to 18 inches of 
mercury below the pressure of the atmosphere; if 
the barometer reading were 30 inches of mercury, 
the absolute pressure would be (30 — 18), or 12 
inches of mercury absolute. 

67. Conversion of Pressure. — It is frequently 
necessary to convert inches of mercury or water 
to pounds per scpiani inch. Since the wiiight of a 
cubic inch of mercury at 70 deg. fahr. is 0.4900 
pound, and of water at the same temperaturi^ is 
0.0360 jiound, pressure in inches of mercury can be 
converted to pounds i)er square inch by multiplying 
by 0.491, and pressures in inches of water can be 
converted to pounds per sipiare inch by multiply- 
ing by 0.036. 

The pressure expressed in feet of water existing 
on a system is ordinarily known as head. When so 
expressed, the piessuri' in feet may be converted to 
pounds pci’ square inch by multiplying liy 0.434. 
The factor 0.434 is obtained as follows: one cubic 
foot of water weighs 62.3 pounds at 70 deg. fahr., 
hence, a column of water one foot high, at 70 
deg. fahr., and one squan; inch in cross section, 
62.3 

will exert a iiressurc of - or 0.434 pounds. To 

convert pounds t^r square inch to feet of water, 
multiply by the reciprocal of 0.434, or 2.31. This 
valuf’ varies wiih the temperature of the water. 

Water or air flowing in a pipi' has a velocity 
produced by tlu^ pressure' ('xisting Ix'tween the two 
points bet vveeai whi(!h flow takes place'. The rela- 
iiein existing be'tween the ve'locity and the pressure, 
in this case, is expressed by the equation v = \^2gh, 
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in which v — velocity in feet per second, h = head in feet of fluid flow- 
ing and g = 32.2. This equation has a direct application in pump 
pjoblems. The factor, h, is known as the velocity head. 
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PROBLEMS AND REVIEW QUESTIONS 

1 . The side of a square coal bin is 14 ft. and its height is 10 ft. Express its volume in 
cubic meters. 

2 . One cubic foot of solid anthracite coal weigh.s 97 lb. PNpress this weight in 
kilogram.s. 

3 . Mow many more cubic feet of space wall be required to store 1,000 tons of bif umin- 
ous coal than to store the .same amount of nnthra(;ite? Their resj)ective weights, as 
placed in a bin, are ,52.8 lb. and 53.4 lb. f)er cubic foot. 

4 . A locomotive is traveling west at 20 miles per hour. I'4nd its velocity in feet per 
minute. 

6. A locomotive exerts a pull of 45 tons on a train, when traveling at 5 miles per hour. 
What is the horsepower delivered by the locomotive? 

6. An electric car starting from rest attains a speed of 30 miles per hour in five minutes 
P4nd the acceleration. 

7 . A pound of steam, at 20 lb. per .square inch absolute jiressurc, has a volume of 
20.10 cubic feet. W hat is its density? 

8 . A body weighs 190 lb. when weighed on a filatform scale. Find its mass (so-called). 

9 . A revolving body weighs 200 lb. and has a linear velocity of 2,0(X) ft. per min. 
P4nd the kinetic energy of the body. 

10 . Define work and express as an equation. A compound duplex steam pump lifts 
432,000 gallons of water, at 70 deg. fahr. through .3fK) feet, in 24 hr. A g;dlon of w.-iter 
contains 231 cubic inches. Find the work done per minute. (For density of weter 
consult Table 5, page 85.) 

11 . Draw a diagram repre.senting the work done by a constant force F acting through 
a distance d. Plxplain how' the area of the diagram rer)resents the w'ork done by the 
force. 

12 An air compressor compresses 300 caibic feet of air per min. from a pressure 
of 14.35 lb. per sq. in. abs. to a prcs.sure of 100 lb. persq. in., gage. Find the work done, 
using Equation (7). 

13 . A loaded box car w'eighs 60,000 lb. Find the force required to give it an accelera- 
tion of 80 ft. per minute, per minute. 

14 . The temperature of water entering a feedwater heater is 70 deg. fahr. Express as 
degrees Oentigrade. 

16 . The temperature of water leaving a condenser is 50 deg. cent. Express as degrees 
Fahrenlieit, using Profes,sor Sweet’s rule. 
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16 . Express as absolute tein])erature, using the Fahrenheit scale, 30 deg. cent., 00 deg. 
fahr., ~ 10 deg. fahr. 

, 17 . Nana; five types of pyrometers and explain the method of measuring temperature, 
using one of tlie types lumped. 

18. The water in a tank w(;ighs 200 lb. The temperature of the water is ehang(‘d 
from GO deg. fahr. to 212 deg. fahr. Express the quantity of heat required in B.t.u. 
Mean specific heat of water taken ;is LOO. 

19 . The mean specific lieat of iron between S2 deg. and 2000 deg. fahr., is 0.12G. 
Fihd the quant j^ty of heat in B.t.u. given up, if 4 jxmnds of iron at 2000 deg. fahr. are 
plaocd in sufficient water to lower the temperature of the iron to 80 deg. fahr. Ex[)ress 
this quantity of heat as ft-lb. 

20 . A mechanical horsepower is equal to 2.547 B.t.u. per hour. Show how this value 
is obtained. 

21 . During the year ]02(), a total of 32,730,000,000 kilowatt-hours of energy were 
delivered by the Central Stations of the United States. Express this as horsepower- 
hours. 

22 . A Corliss engine (h'livers 24 horsepower continuously for six hours. How many 
horsepower-hours is it delivering? 

23 . The steam gage attached to a boiler read 210 lb. p(‘r sq. in. 4'lie barometer 
reading was 29.92 in. of mercury. Wliat is the .absolute gage pressure in lb. per s(|. in.? 

24 . The ])ressure of water in a water pipe is 2(MK) lb. per sq. in. What " head " of 
water would be required to produce this pre.ssure if the water temperature is 0.5 deg. 
fahr.? 

26 . A vessel is under ;i pressure of 3 ft. of water at 120 deg. fahr. The density of 
water at 120 deg. fahr. is 01. 71 lb. per cu. ft. Find the pressure in lb. per sq. in. caused 
by t he water. 

26. The reading of a draft gage .at the ba.se of a. stack in a })Ower house is 1 inch of 
water. What pre.ssure does this repre.sent in lb, per scj. in,, if the temperature of the air 
surroumling the gage is 70 deg. fahr,? 

27 . The velocity of water flowing in .a water pip(^ is 2(K) ft. per minute. Find the 
pressure in lb. per sq. in. required to produce this velocity. 

28 . The factor for converting pressun* in lb. per s(|. in. into feet of water is 2.31 at 
70 deg. fahr. hApl.ain how this factor is obtained. 

29 . The permissible rise in tem|)eraturc of the windings of an electri(‘ generator is 
given as 40 deg. cent, what is the corresponding temi)erature rise in deg. fahr.? 



CHAPTER IV 

PROPERTIES OF AIR, WATER AND STEAM 

68. Foreword. — Sonio knowledge of the properties of air, water and 
steam is essential to an understanding of the operation of such power plant 
equipment as fans, compressors, chimneys, engines and condensers. Only 
sufficient material is here given to make clear the following chapters of the 
book. 

69. Air. — Pure air is a mechanical mixture of oxygen and nitrogen in 
the following proportions: 

Per cent by Vohmie Per cent by Weight 


Oxygen 20.91 23.15 

Nitrogen 79.09 70.85 


As ordinarily found, air is not pure, but contains impurities, such as carbon 
dioxide, ozone, water vapor, and dust. 

The specific density, or weight per cubic foot, of air decreases with an 
increase in temperature, and the specific volunic therefore increases with 
the temperature. The density and volume of air at various temperatures 
are given in Table 3. 


TABLE 3. — VOLUME AND WEIGHT OF AIR AT VARIOUS 
TEMPERATURES. 


Barometer 29.92 Inehes Mercury. 


Tem- 

perature 

"F. 

Volutne 
Cu. Ft. 
per Lb. 

Weigfit 
Lb. per 
Cu. Ft. 

Tem- 
perature 
“ F. 

Volume 
Cu. Ft. 
per J.b. 

Weight 
lib. per 

Cu. Ft. 

Tem- 

perature 

“F. 

Volume 
Cu. Ft. 
per Lb. 

Weight 
Lb. per 
Cu. Ft. 

32 

12.39 

.0807 

160 

15.62 

.0640 

340 

20.15 

.0496 

50 

12.84 

.0779 

170 

15.87 

.0630 

m 

20.66 

.0484 

65 

12.97 

.0771 

180 

16.12 j 

.0620 

380 

21.16 

.0473 

60 

13.10 

.0763 

190 

16.37 

.0611 

400 

21.66 

.0462 

65 

13.22 

.0756 

200 

16.62 

.0602 

425 

22.29 

.0449 

70 

13.35 

.0749 

210 

16.88 

.0.593 

4,50 

22.92 

.0436 

75 

13.47 

.0742 

212 

16.93 

.0.591 

475 

23.55 

.0424 

80 

13.59 

.0735 

220 

17.13 

.0.584 

.500 

24.18 

.0414 

85 

13.72 

.0729 

230 

17.;i8 

.0.575 

525 

24.81 

.0403 

90 

13.85 

.0722 

240 

17.6:1 

.0567 

.5.50 

25.44 

.0393 

95 

13.98 

.0715 

2.50 

17.88 

.0559 

575 

26.07 

.0384 

100 

14.10 

.0709 

260 

18.14 

.0.551 

600 

26.70 

.0374 

no 

14.36 

.0697 

270 

18. .39 

.0543 

650 

27.96 

.0.358 

120 

14.61 

(Hm 

280 

18.64 

.0.537 

700 

29.22 

.0342 

130 

14.86 

.0673 

m) 

18.89 

.0.529 

7.50 

:10.48 

.a328 

140 

15.11 

.0662 

300 

19.14 

.0,522 

800 

31.74 

.0315 

150 

15.36 

.0651 

.320 

19.65 

.0.509 

850 

:i3.oo 

.0303 


Air has a specific heat at coiKstant pressure, (7^, and a specific heat at 
constant volume, 6V The former is the quantity of heat required to raise 
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the temperature of a unit weight of the gas one degree Fahrenheit at con- 
stant pressure. It varies from 0.2375 to 0.2430, but for most engineering 
calculations 0.24 is sufficiently accurate. A gas expanding at constant pres- 
sure performs a certain amount of external work, arid the heat equivalent of this 
work is included in the value of the specific heat at constant pressure. The 
specific heat at constant volume is the (piantity of heat required to raise 
the lemperature of a unit weight of a gas one degree Fahrenheit, the volume 
rei^aining constant. As the gas docs not (diangc in volume, external work 
is not done, and hence, the specific heat at constant voluyne is less than the 
specific heat at constant pressure by the amount of work done in the first case. 
This fact is sometimes written, Cp - C„ = R, in whi(‘h R is the amount of 
external work done, all quantities being expressed in the same units. 

The specific heat at constant [)ressure for a mixture of gases is obtained 
by multiplying the specific heat of each constituent gas by the percentage 
weiglit of the gas in the mixture, adding the results and dividing the sum 
by 100. 

70. Laws of Perfect Gases and Their Application to Air. — Boyle’s, or 
Mariotte’s Law refei'S to the relation existing between the pressure and 
volume of a gas when the tern jx^rai urc remains constant. The law is stated 
as follows: when the temperature is constant, the volume of a given weight of a 
gas varies inversely as the absolute pressure. Stated as an equation: 


Fi ^ Pi 
V2 Pi' 


or PiVi - PtVi = a constant 


(16) 


in which Pi = initial absolute pressure, lb. p(*r. s(|. ft. 

P 2 = final absolute pressure, lb. per s(i. ft . 

Vi = initial volume of a given weight of gas, cu. ft. 
V 2 = finid volume of a given weight of gas, cu. ft. 


When a change occurs in a gas, such that the product of pressure and 
volume is constant with the temperature also remaining constant, the 
change is called isothermal. 

Example 2. — Two hiindrcd cubic foot of air i\i utinospherii^ pressure is compressed 
at constant temperature until tlie final pressure is SO lb. per sip in., gage. What volume 
will it occupy? 

Solution. — Using Equation (10) and making proper substitutions: 


PiVx = P 2 V 2 , 

Pi = 14.7 X 144; P, 


or V 2 - Vi - 
= (SO 4- 147) X 144; 


2(M) X 14.7 X 144 
(S0> 14.7) X 144 
Vi - 200 cu. ft.; 


= 31 cu. ft. 

Vi - required. 


Charles’, or Gay-Lussac’s Law reh'rs to Ihe relation between pressure, 
volume and temperature* ol a gas when ei(h(‘r the pressure or the volume 
remains constant during the changes in absolute temperature. It may be 
statod thus: upon the addition of heat to a gas, the volume of a given weight 
varies directly as its absolute temperature when the pressure remains constant; 
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or the pressure of a given weight of a gas varies directly ns the absolute tempera- 
ture when the volume remains constant. Staled as an equation: 


A 

A 


A 

tV 


or 


Vj^T, 

V 2 A 


(17) 


in which T\ = initial absolute toinperaturc, deg. fahr. 

T 2 - final absolute t^'rnporaturc, deg. fahr., and other symbols 
as given in Equation (16). 

Example 3. — One pound of air at sen level and atmospheric pressure has a volume 
of 12.387 cubic feet when the temperature is .32 deg. fahr. Find its volume at 62 deg. 
fahr. and atmospheric! pressure. 

Solution. — Using Equation (17) and making prober substitutions: 


1\ T, ’ 


or 


,, T, 622 X 12.387 
— 492 — 


13.14 cu. ft. 


Vi ~ required; Vi - 12..387 cu. ft. 

7\ = (32 4- 460) = 492 deg. fahr. abs.; ~ (62 + 4(M)) = 522 deg. fahr. abs. 


71. The Combined Law of Gases. — When the pressure, volume and 

temperat ure, Pi, Fi and Pi, of a (luantity of air or gas are all changed, the 

resulting values Po, Vo and P 2 may be found by the combined laws of Boyle 

and Charles’, giving the equation: 

PiVi P2F2 . . 

"rp - = -qT- = a constant (18) 

i 1 i 2 

Considering, for convenience, that this action takes place in two steps: 

1. With the ai)soluto temperature Pi constant, let. the pressure be 
changed to Po according to Boyle’s Law. The resulting volume can 
then be obtained as follows: 


Pi _ F« 
P2 F, ’ 


and 



(19) 


2. From the condition P-j, F„, 7"], let the change be made to a final tem- 
perature P 2 , according to Charles’ Law. 

Then 

Equating the values of F„ from Equations (19) and (20): 


/Mj _ Pil^ 

' P 2 ' 


or 


PiF, 
Pi ■ 



a const ant. 


If the constant per pound of air or gas is called H, the resulting equation 
for one pound of gas may be expre.s.scd P F = PP, and for any weight W of 


^ PV = WRT (21) 

in which P = absolute pressure, lb. per sq. ft. 

V = volume, cu. ft. 

T = absolute temperature, deg. fahr. 

R = constant for any given gas. Values of R are given in Table 4 
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The numerical valmi of R in the number of foot-pounds of external work 
done when one pound of <jas is raised in temperature one degree at constant 
pressure, and it may b(! oi)taine(l ))y calculation using: (1) tho international 
atomic weights, with air as a base; (2) t he constant volume and constant 
pressure specific heats of the gas, as R = 778 {Cp - C „) ; or (3) the ob- 
served volumes under standard conditions, as 

* ll - i a. gas X press ure in lb. per sq. ft. __ VP 

Absolute tem[)erature "" T 


For application of the first- two methods, the reader is referred to any of 
the standard books on thermodynamics, wliile the third method is illus- 
trated by Example 4. 


Example 4. — Tho volume oeeupied by one pound of air at a pressure of 11, (>9 11). 
per sq. in. abs. is 12.39 cu. ft., when the temperature is 32 dof^. fahr. Find the value 
of It for air. 

Solution. — Using the third method previously explained: 


R for one pound of air 


VP 

T 


12.:i9 X 11.09 X 144 
400 + 32 


= 53.37. 


Example 6. — For use in calculating tlie results of an air compressor test, it is desired 
to know the density, or weight per cubic foot, of air at 70 deg. fahr. and atmospheric 


pressure. 

Solution. — From the combined law of ga.ses, l^kjuation (21), 
WRT 1 X 53.37 X 530 
=—-"-117 > 044 - 

D(‘nsity = ~ ~ - 0.0749 lb. per cu. ft. 


W= weight of gas in lb. --- 1; H .5:}..37, ft.-lb. 

T = absolute temperat ure = (70 -f 4()0) = .530 deg. fahr. 
p = absolute pressure in lb. jkt stp ft. = 144 X 14.7 


TABLE 4. -THERMAL AND PHYSICAL PROPERTIES OF COMMON 

C.VSES 


Gu.s 

Moleoular 

Chemical 

fc?ynilt)ol 

Specific 
Gravity 
Air - 1 

Weight 

per 

Cu. I't. 
Lb.* 

Specific Heat 

”4^ 

'■p 

H 

I’ressure 

Constant 

Volume 

^■v 

Air 


l.OOO 

0.0.S07 

. 2:175 

.1689 

1 .400 

\ 53.37 

Oxygen 

(h 

1 .0.53 

.0.S92 

.2175 

.1.551 

1.402 

48.55 

Nitrogen 

N, 

0.907 

.07S3 

.2438 

.1727 

1.412 

55.. 32 

Hydrogen 

H, 

0.009 

.0050 

3.409 

2.412 

1.413 

775.66 

C.'irbon Dioxide. . . 

C(h 

1.529 

.1227 

.2109 

.107 

1.299 

38.82 

Carbon Monoxide. 

CO 

0.907 

.0781 

.2450 

.174 

1.408 

55.24 

Methane 

CIL 

0..55S 

.0447 

.5930 

.450 

1.320 

90.31 

Ethylene 

C2H4 

0.907 

.0780 

.4(M0 




Ethane 

C2H6 

1 075 

.0838 





Acetylene 

C2H2 

0.920 

.0725 

!,350 

.270 

L280 

59.37 

Sulphur Dioxide . 

SO2 

2.204 

.1780 

.1.54 

.123 

1.250 

24.10 


• At 32 (teg. fahr. and atniaMplioric* pras-sureof 14.7 lb. per sq. in. 
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72. Work at Constant Pressure. — Tlie work done wlion a gtis expands 
at constant pressure is e(|ual to the pressing in j)onnds per s(iuare foot, 
niultipli(‘d hy the change in volume in cubic feel. As an exaniph', consider 
the original volunu^ of a gas as represented by the point a in Fig. 60, and the 
final volume, after the addition of heat, by point b. The work performed is 
represented by the shaded area and equals: 

Work = P(V 2 - W) (22) 

in which P = pressure on the gas, lb. per sq. ft. 

V'2 = larger volume of gas, cu. ft. 

Vi = smaller volume of gas, cu. ft.. 

73. Water. — Pure water is a cheaiiical combination of two elements, 
hydrogen and oxygen. These elements when combining chemically always 
do so iTi the proportion of two parts, by volume, of hydrogen to one part, 

by volume, of oxygen. If the t wo gases 
are mixed while cold in the above pro- 
portions, the mixture is purely a nus 
chanical one until, by the influence of 
heat, tliey combine cliemically. If the 
union of the two gases is brought about 
in a vessel so arrangcnl t hat the result- 
ing water is maintained at a high tem- 
perature, it will retain its gaseous con- 

' ' voiumT ' dition and will form two volumes of 

Fig. 66. — Diagram illustrating Work steam, ( inversely, two volumes of 
at Constant Pressure. steam may l)e dissociated I)y tlie appli- 

cation of heat into its constituent elements, two volumes of hydrogen 
and one volume of ox3^gen. 

Water has been universally adopted as the standard by which the relative 
weights of other liquids and solids arc determined, this relation being ex- 
pressed by the term specific gravity. The specific gravity of any body 
indicates its weight as compared with the weight of an equal volume of 
pure water. The volume and weight, per (uibic foot, of water changes 
with the temperature, as shown in Table 5. Its (kmsity is 62.427 pounds 
per cubic foot at 39.2 deg. fahr., the point of maximum density. 

A United States standard gallon has a volume of 231 cubic inches, and a 
weight of 83 pounds at 62 deg. fahr. 

Water is but slightly compres.sible, and for all practical purposes may be 
considered non-compressible. Its boiling point varies with the pressure; 
the higher the pressure, the higher the boiling point. See Art. 75, page 86. 

The specific heat of water varies with the temperature, as shown in 
Table 6. 


■ " .■ 
' ' 'I 

Fa/ ■ ^ < 
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TABLE 5. -VOLUME AND WEIGHT OF WATER AT VARIOUS 
TEMPERATURKS 


(GiK>I)KN(IIJ(IIi) 


Tem- 

perature 

“F. 

Volume 
Cu. Ft. 

I)or Lb. 

Weight 
Lb. per 
Cu. Ft. 

Tem- 
perature 
“ 1'. 

Volume 
Cu. Ft. 
per Lb. 

Weight 
Lb. per 
Cu. Ft. 

Tem- 
perature 
“ F. 

Volume 
Cu. Ft. 
per LI). 

Weight 
JJ). per 
C’u. Ft. 

32* 

0.01602 

62.42 

210 

0.01670 

.59.88 

.390 

0.0186 

.53.. 84 

39.2 

.01(102 

62.43 

212 

.01672 

.59.83 

400 

.0187 

53.42 

40 

.01602 

62.43 

220 

.01677 

.59.6:1 

410 

.0189 

52. ‘19 

50 

.01602 

62.42 

2.30 

.01684 

.59.37 

420 

.0190 

52.55 

60 

0.01603 

62.37 

240. 

0.01602 

.59.11 

430 

0.0192 

52.11 

70 

.01605 

62,30 

250 

.01700 

.58.83 

440 

.0194 

51.66 

80 

.01607 

62.22 

200 

.01708 

.58. .55 

450 

.0195 

51.20 

90 

.01610 

62.11 

270 

.01716 

.58.26 

m 

.0197 

.50.70 

100 

.01613 

62.00 

280 

.01725 

57.96 

470 

.0199 

.50.20 

no 

0.01616 

61.87 

290 

0.01735 

.57.65 

480 

0.0201 

49.70 

120 

.01620 

61.71 

300 

.01745 

.57.. 32 

490 

.0203 

49.20 

130 

.01025 

61. .55 

310 

.017.55 

,56.98 

.500 

.0205 

48.70 

MO 

.01629 

61.. 38 

320 

.01706 

,56.62 

510 

.0208 

48.20 

150 

.016:14 

61.20 

330 

.01778 

.56.24 

520 

.0210 

47.60 

160 

o.oiaso 

61.00 

340 

0.01700 

.55.85 

5,30 

0.0212 

47.10 

170 

.01645 

60.80 

3.50 

.01803 

.5,5.46 

540 

.0215 

46. 50 

180 

.016.51 

60.. 58 

.360 

.01816 

.55.06 

.5.50 

.0218 

45.90 

190 

.016.57 

60.30 

370 

.01829 

.54.00 

560 

.0221 

45.20 

200 

.01663 

60.12 

380 

.01843 

54.24 

600 

.0235 

42.60 


Because of this variation in specific heat, the heat required to raise one 
pound of water through a given temperature range, known as the heat of 
liquid, will depend upon the mean value of the specific heat over this range. 
For ordinary calculations the specific heat of wafer may be taken as unity. 


TABLE f).- SPECIFIC MEA'I' OF WA'I’ER 


Tem|)erature F. 

Specific llent 

,30 

1.0098 

,55 

1.0000 

100 

0.9967 

160 

1.0002 

210 

1.0050 


Water as found in nature is never pure, lieing always more or less con- 
taminated by impurities, which often have serious effects when the water is 
fed into boilers. The impurities most commonly found in water are earthy 
matter, bi-carbonates of lime and magnesia, iron, sulphate of lime, chlorides 
and sulphates of magnesia, carbonate of soda in largi; amounts, acids, dis- 
solved carbonic acid and oxygen, grease? and organic matter. Impurities 
are commonly reported as the number of jmrts per one thousand, or one hun- 
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(h'cd thou^^dtxl. A liir^cr proportion (huii 100 piirts iotiil solids por lOOfOOO 
f)arts of wa1('r should in inosl cnsc's coiidonin tho \vii((‘r for use in stoain 
boilt'i-s. Foi‘ a discussion of the (‘ffocts of lh(‘so ini[)urilies and niotliods 
of ronioving thoin, consvih Chapter XII, page 230. 

74. Steam. — All substances exist in a solid, a licpiid or a gaseous form, 
depending upon the pressure and temperature to which they are subjected. 
For instance, water under an atinospheri(? pressure of 14.7 pounds per 
scpiare inch absolute, is a solid for t(Mn[)eratures below 321 deg. fahr., a 
liquid for temperat ur('s between 32 and 212 deg. fahr., and a vapor at 212 
deg. fahr.; upon fui‘th(‘r rise in temperature it approaches a gaseous state. 
Stecwi /.s- ivater rupnr* and as such does not obey the laws of perfect yases. It 
exists as a vapor l)ecause sufficient heat luis l)een added to the water from 
wliich it is formed to sup])ly tlie latimt luait of ('vaporation and change the 
litpiid to a va[)or. This chamje tabes place at a definite and constant tem- 
perature which depends solely upon the pressure under which the change takes 
place. 

76. Formation of Steam. — The effc'ct of heat , when applied to water in 
a boiler is best explairu'd by considering one pound of water at 32 deg. fahr. 
as cnclos(Hl in a veiiical cylind(‘r having a cross-sec;! ional area of 1 scpiare 
inch. The prc'ssurc' of the atmosphere; at sea levcd may, for convenience, 
be considercxl as replaced by a frictionless piston weighing 14.7 pounds per 
'square inch. 

If hc'at is now applic'd to the cylindcu’, tho rate of vibration of the mole- 
cules of the water will bc' incrc'asc'd, and the* I’c'sulting iiu^rcaise in kinetic 
energy will be shown l)y a rise in tempeiature cjf 1 deg. fahr. for each B.t.u 
added to the watc'r, considering the sjM'cific heat of water as unity. This 
increa.se in temperature will continue' until a point is reachc'd at which the 
attrac'tion between the molecule's as a liepiid is broken down and l)e)iling, or 
evaporation, take's place. The point at whie’h this occurs is called the 
boiling-point, and the; amount ejf heat adde'd between 32 deg. fahr. and tho 
boiling point is known as the heat of liquid. 

When the' boiling point is re'ache'd, bubble's of steam form at the pennt of 
application of hc'at, and, be.'ing lighter than watc'r, rise to the; surface' and 
discharge' the' steam which they contain. The; te'inpc'rat ure' at. wliie-h boiling 
take's place depends entire*ly upon the prc'ssure. In the; e^ase be'ing e'on- 
sidered, boiling occurs at 212 de'g. fahr.; while if the pre‘s.sure; we're ineiimsed 
to 200 pounels por .seiuare inch absolute, boiling woulel ex'cur at 381.9 eleg. 
fahr., and if the [)ressure were loweiwl te), say, one pounel i)er scjuare; inch 
absolute, the water would boil at 101.8 deg. fahr. The temperature of the 

* When .substanee.s are eliangcd from a licjuid or solid to the ga.scous state, the ga.s 
first formed does not obey tlie laws of perfect g.‘i.se.s and when in this condition i.s called a 
I’rtpor. 



DRY AND SATURATED STEAM 


87 


steam formed is in each case the same as that of the water from which it is formed. 
Steam at the temperature of cvapoi’ation is said to be saturated. 

‘After the boiling point is reached, the temperature remains constant until 
the entire pound of water is evaporated. During this time, the heat that is 
added changes the physical state of the water, and the (piantity of heat 
required to bring about the change is called the latent heat of evaporation. 
While evaporation is taking place, the volume of the cylinder occupied by 
watQr and steam is increased from the volume occupied by the water alone 
to that occupied by a pound of saturated steam, thus lifting the piston 
and performing work. After the entire pound of water has been converted 
into steam, the addition of more heat to the steam will increase the tem- 
perature above the temperature of evaporation and the steam will become 
superheated. At the same time, the volume is increased above that of 
saturated steam. 

The changes taking place during the formation of steam may be illus- 
trated by a diagram, as in Fig. 67, in which the line AB represents the 



Fio. 07. — Diagram showing Relation betAvecn Toinperutiiro and lie:* t Added during 
Eonnatioii of a Pound of Steam. 

change in the heat of liquid with the change in temperature; BC represents 
by a horizontal line the latent heat of evaporation and CD the change in 
the heat required to superheat the steam to some temperature above that 
of evaporation. The dotted line shows how an increase in pressure would 
effect the various quantities. 

76. Dry and Saturated Steam. — In the previous article, saturated steam 
ms defined as steam at the temperature of evaporation corresponding to the 
pressure. Saturated steam may be wet or dry, depending on the condi- 
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tions accompanying evaporation. A 'pound of steam existing at the tem- 
perature and pressure of evaporation is dry and saturated if all the water from 
which it is formed has been evaporated; when in this condition steam is 
invisible. If the entire pound of water from which the steam is formed is 
not evaporated, the steam will be wet; that is, will contain small particles 
of water in suspension which have not been evaporated. 

77. Steam Tables. — To solve problems relating to equipment using 
steam, it is necessary to know the exact amount of heat supil»lied per pound 
of steam used; in addition, the volume of the steam is often desired. The 
various quantities mentioned in Art. 75 are (tailed the properties of steam, 
and are tabulated in Steam Tables, arranged to give values for either 
saturated or superheated steam. The steam tables are based upon the 
following considerations: (1) all quantities of heat are given per pound of 
dry saturated steam, or per pound of superheated steam, as the case may 
be; (2) all heat quantities are stated in British thermal units above 32 deg. 
fahr. ; and (3) all pressures are expressed as absolute pressure in pounds per 
square inch wlu'ii above atmospheric pressun^, and in pounds per square 
inch or inches of mercury when below atmospheric pressure. 

78. Properties of Steam. — The numerical values of the properties of 
steam are the results of experimental data obtained by scientists, and com- 
piled by themselves or by others who have studied t heir data. A thorough 
understanding of the use of the steam tables is necessary in order to make 
the calculations involved in the heat interchanges taking place in all 
apparatus using steam. The following properties of steam arc those given 
in the saturated steam table, on the following page: 

p = steam pressure in lb. i^er sq. in. abs. 

t = temperature in degrees Fahrenheit corresponding to the absolute 
pressure. 

V = specific volume of dry steam, cu. ft. per lb. 

- = densit y in lb. per cu. ft. 

h = heat of liquid, B.t.u. above 32 dog. fahr. 

L - latent heat of evaporation, B.t.u. per lb. of dry steam. 

H = total heat, B.t.u. per lb. of dry steam. 

p = internal latent heat of evaporation, B.t u. per lb. 

E*— internal energy of steam, B.t.u. per Ib. 

0 = entropy of water. 

^ = entropy of evaporation. 

0 = entropy of steam. 

O' = volume of one pound of water, cu. ft. (See Table 5, for numerical 
values.) 

* The numerical value of E is not given in the steam table on page 89. It may be 
obtained by adding the internal latent heat, p, to the heat of liquid, h. 
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TABLE 7. -PROPERTIES OF DRY AND SATURATED STEAM 


(G. A. Goodenough) 


Pressure 

Terii- 

pora- 

ture 

“F. 

Vol- 
utne 
Cu. Ft. 
per Lb. 

Heat 

of 

Liquiii 

JU.u. 

I.:iterit [feat in 
B.l.u. 

'lotal 
Heat of 
Steam 
B.t.u. 

I'ntropy 

In. of 
Mercury 

Lb. per 
Sq. In. 

of Kvaj)- 
oral ion 

Internal 

of 

Water 

of Fvap- 
oration 

of 

Steam 

•1 

V 

t 

t» or s 

horq 

It or r 

P 

7/=/vf A 

(? 

L/T 

0 

tl • 



t" 

i' 

r 

P 

i" 

s' 

r/T 

s" 

o.‘i 

0.0982 


2992.0 

2.57 

1071 7 

1016.3 

1074.2 

0.0052 

2,1687 

2.1739 

2 

0.982 

101.17 

338.9 

69.16 

1036.0 

974 3 

1105.1 

0,1316 

1 8474 

1.9790 


log:) 

125.44 

176.5 

93.37 

1022.5 

958.3 

1115.9 

0.1739 

1.7478 

1.9217 

m 

2.947 

140.80 

120 7 

108 69 

1013.9 

948 1 

1122.6 

0.1098 

1 6888 

1 8886 

T 

3.929 

152.26 

92.1 

120 2 

* 1007.4 

040.4 

1 1127.5 

0.2187 

1.6464 

1.8651 

10 

4.912 

161.50 

74.8 

129 4 

1002.1 

934 1 

1131 4 

0 2336 

1.6131 

1.8556 

12 

5.894 

169.30 

63 0 

137 2 

997.5 

928.8 

1134,7 

0.2461 

1.5862 

1 8323 

14 

6.88 

176.06 

54.6 

143.9 

993.6 

024 1 

1 137 5 

0.2568 

1.5630 

1 8198 

16 

7.86 

182.06 

48,14 

149 9 

990 0 

020.0 

IMO.O 

0 2662 

1.542!) 

1.8091 

18 

8,84 

187,46 

43 12 

155 4 

986.7 

916 2 

1142 1 

0 2746 

1.5250 

1 7996 

30 

9,82 

192,38 

39.08 

160 3 

083.8 

912.7 

1144.1 

0.2822 

1,5086 

1.7912 

22 

10.81 

190.89 

35.75 

164.8 

981 . 1 

909 6 

1115.9 

0,2802 

1.4944 

1.7835 

24 

11.79 

201.09 

32.95 

169 0 

978.5 

906.6 

1147 5 

0 2955 

1.4810 

1.7766 

26 

12.77 

205.00 

30.57 

173 0 

976.1 

903.8 

1119.1 

0.3015 

1 4687 

1,7702 

28 

13.75 

208.67 

28 53 

176.6 

973.8 

tH)l 2 

1150.5 

0.3070 

1.1572 

1.7642 

30 92 

14 697 

813 0 

26.81 

1800 

0717 

898.8 

1151 7 

0.3120 

1 4469 

1.7589 


16 

216,3 

24.76 

184 3 

969.1 

805 8 

1153.4 

0 3184 

1.4337 

1.7521 


17 

219.4 

23.40 

187 5 

967 1 

S03.5 

1154 6 

0.3230 

1.4212 

1.7473 


18 

222.4 

22.18 

190.5 

965.2 

801.4 

1155.7 

0.3271 

1,4153 

1.7427 


19 

225.2 

21 .m 

193.3 

963.4 

880. 3 

1156,7 

0.3316 

1.4068 

1,7384 


80 

228.0 

20 10 

196 0 

961.7 

887. 3 

1157.7 

0.3356 

1,3987 

1 7343 


22 

233.1 

18 38 

201.2 

958.4 

883 6 

1159 6 

0 3130 

1.3837 

1.7267 


24 

237.8 

16 95 

206.0 

955 3 

880.1 

1161 3 

0 3199 

1 3698 

1.7197 


26 

242 2 

15.73 

210 4 

952.4 

870 8 

1162.8 

0.3.563 

1 3570 

1.7133 


28 

246,4 

14 67 

214.6 

949.7 

873.7 

1161 3 

0,3622 

1.3452 

1.7074 


30 

250.3 

13 76 

218.6 

947 1 

870.7 

1165.7 

0.3679 

1.3310 

1.7019 


32 

254 0 

12 95 

222.4 

944.6 

867 9 

1166.9 

0 3731 

1 3236 

1.6967 


34 

257.6 

12.24 

225.9 

942 2 

S65.2 

1168.1 

0.3781 

1.3137 

1.6918 


36 

260.9 

11.6(1 

229 4 

939 9 

862.7 

1169.2 

0,3829 

1.3014 

1.6873 


38 

264,2 

11.03 

232.6 

937.7 

860.2 

1170.3 

0.3874 

1,29.56 

1.6830 


40 

287,2 

10.51 

235.8 

935.5 

857.8 

1171.3 

0.3917 

1.2871 

1.6788 


42 

270.2 

10 04 

238,8 

933.5 

855 5 

1172.2 

0,3958 

1.2791 

1.6749 


44 

273.0 

9.61 

241 7 

931.5 

853 3 

1173.2 

0,3998 

1.2714 

1 6712 


40 

275.8 

9.22 

244.5 

929.6 

.8.51 2 

1174.0 

0.4036 

1.2640 

1.6676 


48 

278.4 

8.86 

247.2 

927 7 

849 1 

1174 8 

0.4072 

1.2570 

1 6642 


60 

281.0 

8.53 

249.8 

925 9 

•SI 7.1 

1175.6 

0.4108 

1.2501 

1.6609 


52 

283.5 

8.22 

252.3 

924.1 

845 1 

1176,4 

0.4142 

1.2436 

1.6577 


54 

285.9 

7.93 

254 7 

922 4 

843 2 

1177.1 

0.4174 

1.2373 

1. 6.547 


56 

288.2 

7.67 

257.1 

920.7 

811.4 

1177.8 

0,4206 

1.2311 

1.6517 


58 

290,5 

7.42 

259.5 

919.0 

839 5 

1178,5 

0,4237 

1.2252 

1.6489 


60 

292.7 

7.18 

201.7 

917.4 

837.8 

1179.1 

0.4267 

1 2195 

1.6462 


62 

294 9 

6.97 

263 9 

915.8 

836.0 

1179 7 

0.4296 

1 2139 

1.6436 


64 

296.9 

6.76 

266 1 

914.3 

8.34,3 

1180.3 

0.4324 

1.2085 

1.6409 


66 

299.0 

6 57 

268.2 

912.7 

832.7 

1180.9 

0.4352 

1.2032 

1.6384 


68 

301,0 

6.39 

270 2 

911 2 

831 1 

1181.5 

0.4379 

1.1981 

1.6360 


* Symbols used by Murks and Davis. t Syrnlwls used by Goo(leiiou<;h. 
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TABLE 1. — {Concluded.) PROPERTIES OF DRY AND SATURATED STEAA( 


(G. A. Goodenoucju) 


Pressure 

'I'em- 
pora- 
turo 
“ F. 

1 Vol- 
ume 
Cu. Ft. 
per I.b. 

Ileal 

of 

Liquid 

ILt.u. 

Latent ne.at in i 
Il.t.u. 1 

Total 
Heat of 
Steam 
B.t.u. 

lOntfopy 

In. of 
Mercury 

Lb. per 
H(i. In. 

of I]va|>- 
oration 

Internal 

of 

Water 

of Evap- 
oration 

of 

|team 

*1 

P 

t 

V or H 

, Aorg 

L or r 

P 


e 

^ A 

0 

t| 



1) 

»' 

r 

P 

i” 

s' 


1 s" 


70 

302 9 

6.22 

272.2 

909.8 

829.5 

1182.0 

0,440.f 


■ 6336 


72 

304 8 

6.05 

274 2 

908.8 

827.9 

1182,5 

0 4431 


|f.6(^ 


74 

30<1.7 

5 1)0 

276 1 

IKK). 9 

826.4 

118,3.0 

0.4456 

1.1835 1 



76 

308.5 

5.75 

278.0 

905.5 

824.9 

1183.5 

0.4480 

1 17891 



78 

310.3 

5.61 

279.8 

904.2 

823.4 

1184.0 

0.4504 

1.1744 



80 

312.0 

5.48 

281.6 

902.8 

821.9 

1184.4 

0.4.527 

1.1700 ^ 



82 

313.7 

5 . .35 

283.4 

901.5 

820 5 

1184.9 

0.4550 

1 1.1657 



84 

315 4 

5.23 

28.5.1 

9(X).2 

819.1 

1185.3 

0.4572 

1.1615 

1.6W 


86 

317.1 

5 12 

286.8 

898.9 

817.7 

1185.7 

0.4594 

1 . 1574 

1.6168 


88 

318,7 

5 01 

288.5 

897.7 

816.3 

1186 1 

0 4615 

1.1534 

1.6149 


90 

320.3 

4.905 

290.1 

896.4 

815.0 

1186.5 

0.4636 

1.1495 

1.6131 


92 

321.8 

4 805 

291.7 

895.2 

813.7 

1186.9 

0.4657 

1.1456 

1.6113 


94 

323.3 

4.709 

293.3 

894.0 

812.4 

1187.3 

0.4677 

1.1419 

1.6096 


96 

324.8 

4 617 

294.8 

892.8 

811.1 

1187,7 

0.4697 

1.1381 

1.6079 


98 

326.3 

4. 528 

296.4 

891.7 

809.8 

1188.0 

0.4777 

1.1345 

1.6062 


100 

327.8 

4 42 

297.9 

890.5 

808.6 

1188.4 

0.4736 

1.1309 

1.6045 


105 

331 4 

4 24 

301.6 

887.6 

805.5 

1189 2 

0.4782 

1.1222 

1.6004 


110 

334.8 

4.06 

305 1 

884.8 

802.6 

1190.0 

0.4827 

1.1138 

1 5965 


115 

338,1 

3.89 

.308.6 

882.1 

799.7 

1190 7 

0.4870 

1 . 1058 

t.5928 


120 

341.3 

3.74 

311 9 

879.5 

;96.9 

1191.4 

0.4911 

1.0982 

1.5893 


126 

344.4 

.3 .59 

315.1 

876.9 

794.2 

1192,0 

0 4950 

1.0908 

1.5858 


130 

347.4 

3.46 

.318 2 

874.4 

791.6 

1192 6 

0 4989 

1.0836 

1..5825 


135 

350 3 

3.34 

321,2 

872.0 

789.0 

1193 2 

0.5026 

1.0767 

1.5793 


140 

353.1 

3.23 

.324.2 

869 6 

786.4 

1193.7 

0 5062 

1.0700 

1.5762 


145 

355.8 

3 12 

327.0 

867.2 

784.0 

1194.2 

0 5097 

1.0636 

1.5733 


100 

358.5 

3.02 

3;’9.8 

864.9 

781.6 

1194 7 

0 5131 

1 0573 

1 5704 


155 

.361 1 

2.93 

332.5 

862.7 

779.2 

1195 2 

0 5164 

1 0512 

1 5676 


160 

363.6 

2.84 

335 2 

860.5 

776.9 

1195,7 

0 5196 

1.04.53 

1 5640 


165 

.366.1 

2.76 

337.8 

858.3 

774.6 

1196 1 

0.5227 

1.0395 

1.5622 


170 

.368.5 

2.68 

340.3 

856.2 

772.4 

1196 5 

0 .52.58 

1. 0.339 

1 5597 


176 

370.8 

2.61 

342.8 i 

854.1 

770 2 

1196 9 

0 5287 

1.0284 

1..5572 


180 

373.1 

2.54 

345 2 

852.0 

768.0 

1197.2 

0 5316 

1 0231 

1.5547 


185 

375.4 

2.47 

347 6 

849.9 

765.9 

1197 6 

0.5244 

1.0179 

1.5523 


190 

377.6 

2 41 

3.50.0 

847.9 

763.9 

1197.9 

0.5372 

1.0128 

1 .5500 


195 

379.7 

2 .35 

352.2 

846.0 

761.8 

1198.2 

0.5399 

1.0079 

1.5478 


200 

381.9 

2,29 

3.54.5 

844.0 

759.8 

1198.5 

0.5426 

1.0030 

1 5456 


300 

417.5 

1.55 

392 4 

809.4 

724.7 

1201.9 

0 5863 

0.9229 

1.5092 


400 

448.8 

1 16 

422 0 

780 6 

695 9 

1202 5 

0.6190 

0.8631 

1.4821 


500 

467.2 

0.93 

446 6 

755.0 

670.9 

1201 7 

0.6455 

0.8146 

1.4601 


600 

486.5 

0.77 

468.0 

731.8 

648.5 

1199.8 

0.6679 

0.7735 

1.4414 


700 

503.4 

0.66 

487.1 

710.3 

627.9 

1197.4 

0.6874 

0.7376 

1.4250 


800 

518.5 

0.57 

504 3 

690.1 

608.8 

1194.4 

0.7048 

0.7056 

1.4104 


900 

5.32.3 

0.50 

520.3 

670.8 

590.8 

1191.1 

0.7205 

0.6764 

1.3969 


1000 

544.9 

0.45 

5.35.2 

652.4 

573.6 

1187 6 

0.7.349 

0.6496 

1.3845 


1200 

567,7 

0 36 

.562.3 

617.6 

541.8 

1179.7 

0,7607 

0 6015 

1.3622 


• Symbols used by Marks and Davis. t Symbols used by Goodenough. 
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Temperature. — The absolute pressure is the quantity 
properties depend; conse{iuently, it is the first item 
^'hc temperature of evaporation, ip, is the second item 
s so closely related to the pressure. Under low pres- 




iiicreases rapidly for small iiuirease in pressure, while 
- -re the increase is less rapid — a fact which is of great 
ration of (certain apparatus using steam. 

[d. — The heat of liquid , h, is the nmmnl of heat added 
%ni0titi]f^e of a pound of water from 32 deg. fuhr. to the boiling 
'*id Ife given in the steam table is calculated from th(i c(piation 

/i = C^(/.- 32) (23) 

i||^ich Cp is the mean specifKi h(‘at of water or j— th. of th (5 heat reciuired 


0 i-aise one pound of water from 32 to 212 deg. fahr., and is the tem- 
jcrature of evaporation. For some cahailations it is sufficiently accurate 
0 consider Cp ccjual to 1; then the heat of liquid would equal 
/i = ip - 32 


However, for accurate work, the values as given in the steam tabk* should 
be used. It must be remembered that tlui heat added is measured from 
32 deg. fahr., and in case the temperatun^ is other than 32 deg. fahr. the 
steam table value must be corrected as explained in Art. 89, page 94. 

81. Latent Heat of Evaporation. — The heal added to convert one pound 
of water into steam under a constant pressure is knoicn as the latent heat of 
evaporalio7i and is designated by L. This heat is potential, since it is stored 
in the steam. Consequently upon condc'usation of the steam, the same 
amount of heat will be given up as was originally added during evaporation. 
At a pressure of 14.7 pounds per scpiare inch the latent heat of evaporation 
is 971.7 B.t.u. per pound of steam.* 

82. Internal and External Latent Heat. — The latent, heat of evapora- 
tion is considered as comj)osed of the internal latent heat, p, and the heat 


eciuivalent of the external work A Pu, in whi(‘h A ^ , P = the abso- 


lute pressure in pounds per square foot , and u ecpials the change in volume 
between one pound of watert and one pound of steam at the given pressure, 
RvS illustrated in Fig. 68. The internal heat is considered as used in chang- 
ing the rate and amplitude of vibration of tlui molecules. The external 
latent heat is the heat equivalent of the work done in changing the volume 
from the volume of one pound of water, <r, to the volume of one pound of 
dry steam, v, the pressure icMuaining con.stant during tla> change. 


* Marks and Davis’ Steam 1'able.s j^ivc 970.4 for L 

t For volume of one pound of water at various temperatures, see Table 5, page 86. 
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83. Total Heat per Pound of Dry Saturated Steam. — The total heat per 
pound of drj^ saturated steam is represented by the symbol H, It is the 
total heat required to convert a found of water at 32 deg. fahr. into dry steamy 
and equals the sum of the heat of liquid, the internal latent heat and the 
external latent heat. In V\^. 67, pa^e 87 it is shown by the horizontal dis- 
tance from A to C and when written as an eciuation, is as follows: 

H - h p 144 Apu, or H = h A- L ‘ (24) 

If the pressure under which evaporation takes place is increased, the^ tem- 
perature of evaporation is increased, the heat of licpiicl is increased and the 
latent heat of evaporation decreased. The net ri^sult, however, ii to 
increase the total heat per pound of dry steam. (See Fig. 67, page 87.) 

Example 6. — Stoum is fonnod in a boiler in which the j;age j)rcssiire is 11.5.3 lb. per 
sq. in. with the barometer reading 29.02 in. mereurv. Find the volume, heat of liquid, 
internal latent heat and the total heat in each pound of dry steam formed. 

Solution. — Referring to the Steam 'Table, page S9, the desired numcrieal values of 
the proiK^rt ies are found under t he proper column and on a horizontal line corresponding 
to the absolute pressure in the boiler. 

Atmospheric pressure = 29.92 X 0.491 = 1 1.7 lb. per scj. in. 

Absolute pressure = 115.3 4-14.7 = 130 lb. ])er sq. in. 

V = 3.46 cu. ft.; h = 318.2 B.t.u.; p = 791.6; H = 1192.6 B.t.u. 



Fig. 68. — Diagram illiistrat- Fig. 69. — Curve showing Variation of Specific 
ing APu. Volume with Change in Pressure. 


84. Interpolation from Tables. — Tlie finding of values which lie between 
those given in the steam tables is known as interpolation. In interpolating, 
the direction in which the tpiantities vary must be kept in mind, in order 
to make the correction in the proper manner. 
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Example 7. — Find the latent heat per pound of dry and saturated steam when the 
absolute steam pressure is 91.7 lb. per sq. in. 

Solution. — From Steam Table, page 89, it is seen that 
L for a pressure of 90 = 896.4 B.t.u. 

L for a pressure of 92 = 895.2 B.t.u. 

Difference = 1.2 

Of this difference, 1.7 X 1.2-r2, or 1.02, must be subtracted from the heat given for L 
at 90.* The latent heat, therefore, equals 896.4 — 1.02 = 895.38 B.t.u. 

• 

86. Specific Volume of Dry Saturated Steam. ~ The specific volume, i\ 
of dry saturated steam is the volume occupied by one pound of dry satu- 
rated steam. It varies with tl>e pressure, as shown by the curve in Fig. 69. 
At low pressure the change in specific volume is very rapid. This curve is 
often called the saturation curve, and is useful in determining the condition 
of a given amount of steam. The volume occupied by a pound of dry 
saturated steam at any pressure will be twice the volume occupied by half 
a pound. Neglecting the small volume occupied by water in wet steam, 

dh 

the quality of steam at point b in Fig. 69 is — , or 50 per cent, since only this 

fraction of the total has been converted into steam. 

86. Specific Density of Dry Saturated Steam. — The weight per cubic 
foot of dry saturated steam is called its specific density. It equals the 

reciprocal of the specific volume, or-^ • 

87. Wet Steam, Moisture, and Quality. — When the evaporation of 
steam takes place rapidly, as is generally the case in a boiler subjected to 
the intense heat of the furnace, the bubbles of steam formed are large and, 
upon arriving at the surface of the liquid, burst violently, thus throwing 
the film of watei* which surrounds them into the steam space. These 
particles of watei' are light and remain suspended in the steam as a mist, or 
fog. When in this condition steam is called wet steam, and a pound of it is 
composc'd partly of water and partly of vapor. The term moisture, or 
priming, is applied to that portion of the water that remains unevaporated, 
and the term quality, or dryness factor, is applied to that portion of each 
pound of water actually evaporated into dry steam. Quality and moistui’e 
are expressed in per cent of the total weight, and the former is represented 
by the symbol x. Thus, steam having a (juality of 98 per cent is a mixture 
of ninety-eight parts by weight of steam and two parts by weight of water. 
The quality of steam can be obtained by subtracting the percentage of 
moisture from 100 per cent, or vice versa. 

88. Total Heat per Pound of Wet Steam. — Equation (24) only applies 
to dry saturated steam. When the quality is other than unity, the amount 
of heat added per pound of steam for any given pressure will be loss than 
if the steam were dry^ because only a part of the latent heat, L, has been 
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added. For instance if half a pound of water were evaporated one-half of 
the latent heat would be added. The whole of the heat of liquid, /i, how- 
ever, is added whether the steam is wet or dry, since the water must be 
heated to the boiling point before evaporation takes place. The total heat 
per pound of wet steam, is therefore the sum of the heat of liquid and 
the latent heat of evaporation corrected for quality, or, written as an 
equation, 

//«, = xL + //. (25) 

89. Nature of General Problem. — In general, the problem involved in 
calculations using steam tables is not one of determining the amount of 
heat above 32 deg. fahr. in one pound of steam, but in determining how 
much heat is necessary to form W pounds of steam from water at some 
temperature other than 32 deg. fahr., or to find how much heat is released 
by steam when it is condensed. 

If the change occurs at constant pressure, and this is the common case, 
the heat added to the licpiid equals the heat of liquid at the al)Solute pres- 
sure under whi(;h the liquid is heated, minus the heat of liquid correspond- 
ing to the temperature of the water at th^ start of the addition of heat. 
This is so because sufficient heat has previously been added to the water to 
raise it from 32 deg. fahr. to the temperature being considered. In other 
words, the heat added to the liquid equals h — hi, in which h = heat of 
liquid at the absolute pressure in boiler, and hi = heat of liquid at tem- 
perature of water entering boiler. 

If the change does not occur at constant pressure, the result can only be 
obtained by a process of integration. 

Example 8. — Find the quantity of heat required to convert S lb. of water at a tempera- 
ture of 182 deg. fahr. and a gage pres.sure of 150.5 lb. per .s(|. in. into steam having a 
quality of 0.98, barometer reading 29.5 inches of mercury. 

Solution. — Pre.ssure of the atmo.sphere = 29.5 X 0.491 = 14.5 lb. per sq. in. aba. 

Absolute steam pressure = 14.5 -f 150.5 = 105 lb. per sq. in. 

Total heat per lb. of steam = (xL h) — hi 

'From the Steam 4 ables, page 89, at an absolute pressure of 165 lb. per sq. in. 

L = 858.3 B.t.u., h = 337.8 B.t.u. 

hi for a temperature of 182 deg. fahr. = 149.89 B.t.u., x = 0.98 

Total heat in 8 lb. of steam = 8 [(0.98 X 858.3 + 337.8) - 149.891 = 8232.3 B.t.u. 

Note. — hi can \ye taken as (182 — 32) without serious error. 

90. Superheated Steam. — Whejiever steam exists at a temperature higher 
than the temperature of saturated steam for that pressure, it is superheated. 
The difference in temperature between the temperature of saturated steam, 
t„, and the actual temperature of the superheated stiiam, ts, is the amount, or 
degree of superheat. For instance, if the absolute pressure of the steam is 
200 pounds per square inch and a thermometer placed in it shows a tem- 
perature of 510 deg. fahr., the degree of superheat is 510 — 381.9 = 128.1 
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bv^UoTif may be obtained with fair accuracy 

. pv^-^ = 4M.2.. ( 26 ) 

».»n.w pta the i«,i „^pi„i p, 

in ~ M I I I I I l- r- r I I ■ , 



0 

Fio. 70. - Variation of Mean Specific Heat, Superheated Steam. 


> w; < "i„“t iTr °' 

""l^'i-lieated .steam can la> found from 
, p-age 570, or can be compuled from llic following equation- 

IIs- H + C,{U~t,) ( 27 ) 

Drc!sur!l"‘' but varies with the 

pressure and temperature. For the range of tem,xtratures encountered £ 
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present practice, a mean value may be used as shown by the curves in 
Fig. 70. When the pressure is below 100 pounds per square inch, the varia- 
tion in the mean specific heat is small. 

Example 9. — Find tlie quantity of heat required to produee 10 lb. of steam, super- 
heated 110 deg. fahr., when the pressure is 160 lb. i)er sq. in. abs. and the temperature 
of the w^ater from which it i.s formed is 60 deg. fahr. 

Solution. — Using Equation (27) and the Steam Tables, jmge 89, 

Hs=H ^-Cp its - /t) = 1167.6 + 0.55 (110) = 1222.6 B.t.u. * 

H at 160 lb. per sq. in. abs. above 60 deg. fahr. = H — hea = 1195.7 — 28.08 = ll67.6 
B.t.u.; Cp from curve, Fig. 70 = 0.55; is — tv = 110 deg. fahr. 

Heat to produce 10 lb. steam = 1222.6 X 10 =, 12,226 B.t.u. 

92. Heat per Pound of Steam, General Case. — Investigators have 
deduced many mathematical (expressions by which this quantity of heat 
can be obtained. The following equation is most commonly used: 


Hg = xL h -{■ Cp C dT (28) 

Jts 

When equation (28) is applied to w(‘t or dry steam Cp dT = 0, and 

for superheated and dry and saturated steam a; = 1. 

93. Entropy. — The general heading Entropy is given to the last 
three columns in the saturated steam table. Entropy may be defined as the 
change in the quantity of heat per degree of absolute temperature. During the 

r conversion of 

h 1-1. 

a A / wa term to 

/ steam, the heat 

« of liquid and 

1 1 7 , T .ym ^'^0 latent heat 

a n 

I ^ given to 

I I ^ the pound of 

0 <f), <t >2 ^ 4>2 water, their 

Entropy Entropy SUm m a k i n 

(a) Temperature Constant (6) Temperature Changing ^ ^ ^ ^ O g 

„ ^ the total heat 

per pound of 

dry steam. The entropy values to correspond are called entropy of the 

liquid, 6, entropy of evaporation, L/l\ and entropy of steam, <t>. If the 

steam is superheated there is a corresponding entropy of superheat, n. 

The significance of entropy may be shown by reference to the heat 
diagram. Fig. 71a, the area of which repn^sents heat units. It is bounded 


Entropy 

(6) Temperature Changing 
■ Entropy Diagram.s. 


by lines representing absolute temperature and entropy. 

Entropy Change while Temperature is Constant. — If the temperature 
is constant at T° absolute, as during the conversion of water into steam, 
and L heat units are added, the change in entropy, or heat per degree 
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absolute, is 02 - = L - 7 - T. In this case L = H = heat added at the 

temperature of evaporation. 

Example 10. Calculate the change in entropy during the evaporation of one pound of 
water at 212 deg. fahr. 

Solution. Since the temperature remains constant during the period of evaporation, 
the change in entropy equals 

. T = 971.7 (i71.f) = 1.44G9 

Entropy Change while Temperature Changes. — If the temperature 
changes while heat is being supplied, as during tlui addition of the heat of 
the liquid, the heat area, //,^ Fig. 716, may bo (?<)nsidered as made up of a 
series of very narrow sections of area dll, for each of which there is a 
temperature T and a v(uy small width Then the area dH = Td4>, or 
d(f) ^ dll - T; that is, the change in entropy is equal to the small (piantity 
of heat, added, divided by tlui absolute temperature during the addition of 
the h(^at. The summation of the elementary heat areas gives the area //. 
The summation of the r/0 values gives the total entropy chang(', 02 — 0i. 
It can be shown that if the specific; h(;at, Cp, is (‘onstant during the addition 
of the heat, the change in erntropy may be written: 

T 

<^2 - log,— I (29) 

In which T is the initial absolute tenqx^rature in degrees Fahrenheit, 
and Tn is the final absolute temperature in degrees Fahnmhcit. 

Example 11. — (’(ilcuhito t he change in cntrof)y of wnter for the short temperature 
interval from (55 deg. fahr. to 75 deg. fahr., over whiclitho specific heat is nearly constant 
and equal to I . (.'ompare this result with the Steam Table value for the same temiiera- 
ture range and find the entrojiy of steam at 212 deg. fahr. 

Solution. — Using Equation (29) 

<t>n — - Cp loge = I ( ^ ' ^ 459 ~ 1091 = 0.1899 or .019 

The entropy of water at the.se temiieratures, as given in the Steam Table, is 0.0840 and 
0.0650 respectively, and the difTerence is 0.019, as calculated above. 

The entropy of steam at 212 deg. fahr. equals tlio entropy of water plus the entropy 

of evaporation - du ~ - 0.812 -f- 1.4469 - 1.765. 

94. Temperature-entropy Chart. —The temporaturo-entropy chart is 
useful for the graphical solution of problcuns that are tedious and difficult 
by analytical methods. The lines drawn upon it represent changes in 
temperature and the corresponding changes in entropy for one pound of 
water or steam. As previously explained, t he area of a closed figure on this 
chart represents heat, units. 

In Fig. 72, vertical distatices represent temperature and horizontal distances 
represent units of entropy. The temperat ure scale may bo marked t degrees 
by the thermometer or T degrees absolute. The path abed shows the 
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changes in temperature and entropy for one pound of water as it is heated in 
a boiler from 32 deg, fahr. to the temperature corresponding to the pressure 
maintained, then evaporated at constant pressure into saturated steam ah 
that pressure, and finally superheated by the further addition of heat. 

96. Liquid Line. — The line ah is known as the liquid line. While the 
water is heated, the entropy increases from <l> to 4>i and the temperature 




Fig. 72. — Temperature Entropy Fig. 73.— Quality from Temperature 

Diagram. Entropy Diagram. 

from 32 to degrees. The area 0 ab <#»i represents the heat of the liquid. 

If the vessel containing t he water is open to normal atmospheric pressure, 
14.7 pounds per square inch absolute, evaporation takes place at 212 deg. 
fahr. If the vessel is closed and a pressure p, higher or lower than that 
corresponding to 212 deg. fahr., is maintained in it, the water will receive 
heat of the liquid until it reaches the temperature corresponding to the 
pressure. At that point, further addition of heat causes evaporation with- 
out an increase in temperature. The liquid line is made up of points 
representing the entropy and temperature of water at beginning of evapora- 
tion. 

96. Evaporation, or Latent-heat, Line. — The evaporation line, 6c, shows 

the change in entropy while heat is added at constant temperature until 
evaporation is complete at the point c. The area 0i be 4>2 = (<^o — 0i) 

below the line 6c, then represents the latent heat L, which corresponds to 
the sum of the internal and the external work done during the formation of 
steam. 

97. Saturation Line. — At the point c, the pound of water has been com- 
pletely evaporated and has taken up all the heat that it can take up at 
that temperature, and the successive points representing temperature and 
entropy for complete evaporation make up the saturation or dry-steam line. 
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98. Superheated-steam Lines. — If more heat is added to the pound of 
dry steam as it passes away from the boiler, its temperature and entropy 
Increase, and this change is shown by the line cd sloping up and to the right. 
The various lines are plotted by taking the proper value of entropy from the 
steam table and plotting against the corresponding absolute temperature, 

99. Steam Regions. — The area lying below the liquid line, the evapo- 
ration line and the saturation line is called the saturated-steam region. 
Sipce the area below the liquid line represents the heat of the litjuid, h, 
and the area below the evaporation line rtipresents latent heat, L, the sum 
of these areas represents total heat II above 32 deg. fahr. If the pound of 
steam is only i)artially evaporated, its heat content is shown by the area 
below the liquid line and below that part of the evaporation line cor- 
responding to the proportion of the pound that is evaporated. Thus, in 
Fig. 73, be ~ be equals the cjuality x, and area oahe<l >2 represents xL + h. 

That part of the temperature-emtropy chart lying to the right and above 
the saturation line is called the superheated-steam region. The area below 
t\w constant pressure line, cd, Fig. 72, (corresponds to the heat added to 
superheat while the temperature and entropy increase. 

100. Adiabatic Changes. — During an adia[)atic change, there is no 
change in entropy, since heat is not add(‘d or taken away. Lines at right 
angles to (he axis of entrof)y represent such changes. If a pound of steam 
having a quality Xi, pressure p, and teinperatun^ i expands adiabatically 
to pressure p^ and temperature t 2 , its quality X 2 at the end of the expansion 
may be found by equating the values of the entropies for the two conditions 
and solving for X 2 in the adiabatic (equation. 

Oi + ( 30 ) 

The value of xi being known, the other quantiti(\s, except X 2 are taken 
directly from the Steam Tables. 

101. Constant-quality Lines. — Constant-(|uality lines are made up of 
points denoting the same quality of steam through the range in temper- 
ature and entropy shown on the chart. Thus, if the point 1, Fig. 74, is at 
90 per cent of the length of the evaporation line be, and similarly points 
2, 3, etc., arc at 90 per cent of the kmgths of their respective evaporation 
lines, the constant-quality line xx, at 0.90, passers through these points. 

Similarly, there may bc' di-awn in the su{)erheatcd-steam region constant- 
quality lines yj/, or lines j(3ining points at which the number of degrees of 
superheat is the same through the range of temperature and entropy shown 
on the chart. The saturation line and the liquid line are special examples of 
constant-quality lines. 

102. Constant Total-heat Lines. — Constant total-heat lines are drawn 
in such a way as to repre^sent the changes occurring in temperature and 
entropy of a pound of steam while the total heat, or heat content above 32 
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deg. fahr., remains the same. As previously explained, heat units are 
represented by areas, hence, on the T- chart, Fig. 75, the area below 
the broken lino all roprosent.s the heat content of one pound of wot steam 
H„. If, for dry steam, the area below aum represents the same value of H 
and for superheated steam the area below vwh shows the same total heat, 
all these areas being the same, the lino tmh is a line of constant total heat! 
Frofn the above it is evident that the heat contents which are only sufficient 
to partially evaporate the steam at the higher temperature and pressure are 
sufficient to evaporate the steam and produce som(i superheat at the lower 
temperature and pressure. Other lines of constant total heat may be drawn 
in a similar manner. This leads to con.sideration of the total-heat-entropy 
diagram, one use for which will be explained. 

103. Total Heat Entropy Diagram. — By ming values of total heat as 
vertical distances, and values of entropy as horizontal distances, a graphical 
chart can be prepared on which constant~pressure lines and consianl~guality 
lines are drawn, for use in the graphical solution of problems. 

A small section of such a chart is shown in Fig. 76. Horizontal lines are 
lines of constant total heat, and vertical linos are linos of constant entropy. 
The saturation line is shown as a heavy line separating the region of satu- 
rated steam from that of superheated steam. Lines whi(!h slope downward 
and to the right are constant-<iuality or constant-superheat lines, and 
lines which .slope upward, .and to the right are lines of constant pressure. 

Example 12. — If steam at an absolute pressure of 1(X) pounds per square inch is 
expanded without loss of heat to 20 pounds alisolute, and the number of degrees of super- 
heat at the lower pressure is fs - h = 20, the condition of the steam is shown at xA. 
To find its quality before expansion, follow the constant-total-heat line until it intere- 
sects the pressure line at 1(X) pounds per square inch absolute. The quality corres- 
ponding is thus found to be 0.982. 
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PROBLEMS AND REVIEW QUESTIONS 

1. For the complete burning of one iwund of carbon, 2.66 lb. of oxygen are required. 
What weight of air is necessary to supply this amount of oxygen? 

2 . Find the quantity of heat in B.t.u. required to heat 10 lb. of air from 60 deg. fahr. 
to 560 deg. fahr. the pressure being constant. 

3 . Find the weight of 100.000 cu. ft. of air at a temperature of 125 deg. fahr. and at 
14.7 lb. per sq. in. abs. 
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STEAM CALORIMETERS 

104. Foreword. — The lunount of moisture in a pouno’. of steam is 
ordinarily determined by a calorimeter. There are several types of cal- 
orimetei*s, and they are classified, according to their accuracy, as ; throttling, 
(rombined throttling and separating, separating, electric, and ])arrel. The 
throttling and separating calorimeters will be described, jis they arc the 
tyjx^s commonly used in test work. 

106. Throttling Calorimeter. — The throttling calorimeter, recom- 
mended by the American Society of Mechanical Engineers is shown in 
rdg. 77. It is made of pifx? fittings and consists essentially of two tecs 
in which thermometer wells are placed. A disk, held between two flanges 
and having a J-inch orifice, is located between the tees. The calorimeter 

is attached to the steam 
line by a [XTforated 
pipt^ known {is a 
sampling nozzle, with 
a globe valve placed 
between th(‘ calorim- 
eter and the steam 
line to shut off the 
calorimeter when de- 
sired. The discharge 
from the calorimeter is 
directly into the at- 
mosphere. A steam 
gage, for obtaining the 
pressure of tlic steam, 
is attached by a water 
Fia. 77. - A. S. M. E. Type Throttling Calorimeter, ^he steam line 

near the calorimeter. 

Operation. — Steam from the steam pipe passes through the sampling 
nozzle around the first thermometer cup. It then passes through the 
J-inch orifice and around the second thermometer to the atmosphere. 
The thermometer wells should be filled with a heavy cylinder oil. The 
instrument should be thoroughly warmed; and the temperature of the 
steam, after passing the orifice as indicated by the second thermometer, 
should become stationary before any moisture detenninations are made. 

104 





OTHER FORMS OF THROTTLING OALORIMEI’ERS 


105 


Principle of Operation. — This instrnnioni works upon tiio piineipU} 
that stoani, in passing Hi rough an orifice, su(;h as that of tiic calorinu'lor, 
docs so without performing external work, lienee, tlie (pianlity of heat 
in a pound of steam, under the conditions existing in the calorimeter, will 
be the same as that in a pound of wet steam at the absolute pressun^ in 
the steam main, provided there is no radiation loss. Expressing tJie above 
differently, a pound of ivet deam at a high prcfimre coidnina more heat than 
a pound of wet deani at a lower prensurCf and an external leork is not per- 
formed by the steam, when passing through the orifice, the surplus heat evap- 
orates the moisture and superheats the steam. For instanci^, take the higher 
pressure as 150 lb. per sq. in. abs. and the lower pressure as 14.7 lb. p(‘r 
sq. in. abs. The total heat per pound of dry steam at tlu? former pn'ssiire 
is 1194.7 B.t.u., and at the latter, 1151.7 B.t.ii., a dirferenc(5 of 43 B.t.ii. 
The numlier of d(‘gi*ees of superheat would therefore 1)(‘ 43 B.t .ii. divid(‘d 
by the specific heat of superheated steam (0.47) which ecpials 91.5 deg. 
fahr. Moisture in the steam at the higher pressure would redu(‘e the 
amount of the siqierhcat shown abov(‘. 

106. Other Forms of Throttling Calorimeters. — For most testing work, 
the iqiper thermometer, Fig. 77, is dispensed with, and the pressure in 



^^xhaust Steam 
(6) Common Type 

Fio. 78. — Other Typc.s of Throttling Calorimeters. 


the steam main is measured by an accurate pressure gage. The calorim- 
eter then resembles one of tlu* forms shown in Fig. 78. 

The calorimeter sliown in Fig. 78a has two concent ilc metal cylinders 
screwed to a cap containing a thcainometcr well. Steam is supplied to 
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tlie annular space between the two cylinders, to act as a jacket and reduce, 
jis far iis possible, the radiation losses from the inner cylinder. The inner 
chamber is open at the bottom, and hence the pressure inside the calorim- 
eter is (?onsidered as atmospheric. 

The form shown in Fig. 786 is quite common. It consists of a chamber 
so shaped that it provides a thermometer well in the center and has an 
orifice at one side through whi(di si earn enters the caloi'imeter chamber. 
The pressure insid(‘ the calorimeter is uK^asured by a mercauy manometer. 
A gage cock is plact'd between the calorimeter and the manometer, to 
permit cutting the manometer out of seryic(‘. The discharge from the 
chamber is from the bottom, through suitable piping, to the atmosphere. 

The calorimeter and the pipe conneciiona to the deam line should be thor- 
oughly insulated with hair felt, to reduce the losses caused by radiation to a 
minimum. This |)rccaution is necessary with any type of calorimeter. 

107. Method of Computing Moisture and Quality. — The method 
explained is for the form of calorimeter shown in Fig. 786. The follow- 
ing relation holds true, as has been shown under Art. 106: total heat per 
pound of wet steam before passing the orifice — total heat per pound of super- 
heated steam after passing the orifice. 

Let //«, = total heat per pound of steam at absolute steam-pipe pressure. 

L = latent heat per p(3und of steam at absolute steam-pipe pressure. 

h - heat of liquid per pound of steam at absolute steam-pipe 
pressure. 

H = total heat per pound of dry saturated steam at absolute 
pressure, after passing the orifice. 

tf - temperature of saturated steam at the absolute pressure in 
the calorimeter. 

tj — temperature of su{)erheated steam in the calorimeter. 

0.47 = specific heat of superheated steam at atmospheric pressure. 

X = proportion by weight of dry steam per pound of steam. 

m = proportion by weight of moisture = 1 — x. 

The total heat per pound of wet steam l)efore pjivssing the orifice - xL + 
6, and the total heat per pound of sup(^rheated steam af^er passing the 
orifice = // + (/, — U) ; consequently 

xL + h= H + Cp(l,- Q, and a = ^ (gj) 


or, when written in the following form. Equation (31) may be used to 
find the proportion of moisture directly: 


m = 1 — X = 


H - 0.47 Us - Q 
L 


. . (32) 


Quality may also be found, without using the above equations, from the 
total-heat-entropy diagram, as explained under Art. 103, page 101. 
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Example 13. — The pressure in a steam line to which a calorimeter is af tadicd is 150 
lb. per sq. in. gage; pressure in calorimeter atmospheric; temperature in calorimeter, 
262 deg. fahr.; barometer, 30.02 in. mercury. Find the quality of the steiim. 

Solution. — Pressure of the atmosphere = 30.02 X 0.491 = 14.74 lb. per sq. in. 
Absolute steam pressure in line = 150 + 14.74 = 164.74 lb. per sq. in. 

Temperature corresponding to calorimeter pressure (tv) = 212.15 deg. fahr. 
Temperature in calorimeter (ts) = 262.0 deg. fahr. 

Specific heat of su})crheated steam (Cp) at atmospheric pressure = 0.47. 

Latent lieat (L)^;orresponding to ahsolute steam-pipe pressure = 858.4 B.t.u. 

Heat of liquid (h) corresponding to absolute steam-piixi pre8.sure = 337.7 B.t.u. 

Total heat per pound of dry steam (II) at absolute calorimeter pressure = 1151.8 B.t.u. 
Using Equation (31) with proper su{)stit»itions 

H -\-Cp(ts-U,)-h 0.47 (262 - 212.2) - 337.7 ,, ,,, 

® “ L ~ 858.4 “ 

Moisture = m - (1 — x) 100 = 2.50 i)cr cent. 

108. Sources of Error, Throttling Calorimeter. — There is a slight error 
due to the value taken for the specific heat of superheated steam at atmos- 
pheric pressure; this error, however, is negligible. The thermometer 
stem is ordinarily not heated throughout its full lengt^h. Moreover, the 
thermometer may have an initial error, and there may be radiation losses 
from it. 

The amount of heat available for superheating the steam in the calorim- 
eter is reduced by radiation, and hence the instrument will not give the 
true (juality where appreciable radiation occurs. In order to correct for 
the thermometer and radiation error, the Power Test Committee of the 
American Society of Mechanical Engineers recommend referring the read- 
ings, as found during the determination, to a ‘‘normal” reading of the 
low-pressure thermometer corresponding to dry steam. The “ normal ” 
reading should be determined by attaching the (‘alorimeter to a horizontal 
steam pipe, in such a way that the sampling nozzle projects upward nearly 
to the top of the pipe, there being no perforations in the nozzle and the 
steam entering only through its open upper end. The test should be made 
with the steam in a (juiescent state and with the steam pressure main- 
tained as observed in the main trial, the calorirticter thermometer to 
be the one used on the trial or one exactly similar. 

By means of this “normal” reading, the radiation correction is cal- 
culated as follows: 

Let T denote the normal reading for the conditions existing in the trial. 
The effect of radiation from the instrument will he to lower the temperature 
of the steam at the calorimeter pressure. L(^t mi represent tlic proportion 
of water in the steam which will lower its temperature an amount equal 
to the loss by radiation. 

- H- 0.47 (T - Q 
L 


Then 


nil - 


(33) 
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This amount of moisture, wzi, was not in the steam originally, but is the 
result of condensation in the instrument, through radiation. Hence, the 
true amount of moisture in the steam, Af, is the difference between the 
amount as determined in the trial and that resulting from condensation, or, 


Af = m — mi 


II- 0.47 {ts - Q 
L 

0.47 (T-ts) 


H^ - H- 0.47 (T - U) 


L 


(34) 


The theoretical Headings for dry steam, where there are no losses due to 
radiation, arc oi^tainable from Equation (33) by putting m = 0 and solving 
for ts. The diffen'iice between the theoretical reading for dry steam and 
the normal reading for no moisture will be the thermometer and radiation 
correction to be applied in order that the correct reading of ts may be 
obtained. 

For any calorimeter within the range of its ordinary use, such a ther- 
mometer and radiation correction taken from one normal reading is ap- 
proximately correct for any conditions, with the same or a duplicate 
thermometer. 

The percentage of moisture in the steam, corrected for thermometer 
error and radiation, would be determined as follows: Assume the absolute 
pressure to be 195 pounds per square inch and the thermometer reading 
to be 295 deg, fahr. A normal reading, taken in the manner described, 
gives a value of T = 303 deg. fahr. The percentage of moisture, cor- 
rected for radiation, is 


m = 


0.47 (T - ts) 
L 


0.47 (303 - 295) 
846.0 


= 0.0045, or 0.45 per cent. 


Limits. — The limits of moisture within which the throttling calorim- 
eter will work are, at sea level, from 2.88 per cemt moisture at 50 pounds 
gage pressure, to 7.17 per cent moisture at, 250 pounds pressure. 

109. Separating Calorimeter. — The separat ing calorimeter, Fig. 79, 
consists of a cast-ii’oii body so constructed that there is an inner and an 
outer vessel with a space l)etwcen. This space forms a steam jacket for 
the inner cylinder and serves to prevent radiation from the inner vessel, 
except that w^hich takes i)lace from the gagcvclass connections. The inm^r 
chamber has no direct connection with the outer jacket space, but is 
connected at one side to a water glass having an attached scale graduated 
to read in hundredths of a pound of water. This scale is corrected for 
expansion, to give correct readings with steam at 100 pounds per square 
inch gage pressure. 

At, the top of the inner chamber is a small cup having projecting fins 
which assist in separating the moisture fiom the steam. The bottom of 
the cup is closed, but there is an opening into the inner chamber under 
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each fin. The outer chamber is connected to a steam gage which indicates 
the pressure in the outer vessel. This gage is graduated, by trial, to read 
tlie weight of steam passing through the instrument in ten minutes. At the 
bottom of the outer chamlx^r 
is a small orifice of known size, 
through which the dry steam 
passes from the calorimeter. 

A cap, having a deflecting 
plate and a pipe which extends 
well down into the cup, or 
separator, is attac^hed to the* 
top of the body by a threaded 
connection. An angle valve 
connects this cap with the 
sampling nozzle. 

Principle of Operation. — 

The separating calorimeter mC’- 
chanically separates the moisture 
from the steam and collects it 
in a chamber inhere its amount 
may he accurately determined. 

It depends for its accuracy 
uix)n the (;oinplet(^ separation 
of the entrained water from 
the steam, and upon the 
accuracy of the gage calibra- 
tions. 

Operation. — When the 
angle valve is opened, steam 
from the sampling nozzle 
passes downward into the jx'rforated cup, when' its direction is re- 
versed. The moisture, Ix'ing heavier than the st(‘am, is left in the cup 
and falls into the inru'r chamber where its amount may be n'ad on th(^ 
graduated scale, or it. may be drained into a suitable vessc'l and weighed. 
The dry steam, piissing upward, (‘iibu's the outer chamber through a small 
opening between the inner vess(‘l and the cuj). It then flows through the 
small orifice at the bottom to the exhaust pipe. The amount of steam 
flowing through the orifice can be read on the gage dial, which should be 
calibrated whenever used; or its weight may be computed by Napier^s 
Law, which is as follows: the floiv of steam from a higher to a lowre pressure 
is proportional to the higher absolute steam pressure^ as long as the lower 
pressure is less than 0.58 of the higher pressure. Expressed as an equation 
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in which 



(35) 


W = weight of steam, pounds per second. 

P = absolute steam pressure befon^ pjissing tlie orifice, pounds per 
square inch. 

a = area of tlic orifice, scpiani inches. 


This equation will give accurate results, provided the' oi-ifico is not 
clogged with sediment and its area has boon accurately obtained. The 
amount of steam passing through the irLstrument may be determined more 
accurately by attaching a hose to the steam outlet, the hose extending 
into a vessel containing water and resting on a scale. The steam flowing 
will then be condensed })y the water and its amount determined by weight. 
The weight of moisture in pounds can be read on the graduated scale, or 
weighed as desired. 

The proportion of moLsture can b(‘ calculated from the following re- 
lation: 


Moisture = 


weight of moist u 1(^1 

weight of dry steam plus weight of moisture 


w 

W + w 


(36) 


The quality of the steam is found l)y subtracting the proportion of 
moisture from 1 . 

Example 14 . — During the tost of a 9 X 16 X 24 X 24 in. steam engine, the separat- 
ing calorimeter attached to the exhau.sl pipe of the high-pressure cylinder gave the follow- 
ing data: weight of moisture in ten minutes, 0.1.3 Ih.; weight of dry steam in ten min., 
1.775 lb.; i)ressure in calorimeter, 29.5 lb. per sq. in. gage; barometer, 29.45 in. mercury. 
Find: (a) quality of steam and (h) weight of steam pa.s.sing orifice in 10 min., using 
Napier’s equation. 


Solution. — (a) U.sing Equation (86) with proper substitutions: 

The proportion of moisture = ur -. — = = 0.0t)8, or 6.8 TMjr cent. 

* ^ \\ -\-w l,77o -1- 0.18 1.905 ’ ^ 

Per cent quality = (1 - 0.068) 100 = 98.8 

(5) To find weight of steam pa.s.sing the orifice use Equation (85) 

ra 44X0.(H)47 

It = ^ = = 0.00295 lb. ])er second. 

F = 29.5 -}- 14.5 = 44 lb. per .sq. in. abs. 
a = 0.0047 sq. in. (by measurement). 

Weight of steam in ten minutes = 0.00295 X 60 X 10 ~ 1 .770 lb. 

Limits. — Theoretical y, this instrument is not limited to any specific 
range. If it is desired to have a cheek upon ts ticcuracy, a throttling 
calorimeter may be attached to the steam outlet; th(‘ total moisture will 
then equal the sum of that given by the two instruments. 

110. Sampling Nozzle. — The principle source of error in steam ca.orim- 
eter determinations is the failure to obtain an average sample of the 



LOCATION OF SAMPLING NOZZLF 


111 


steam delivered by the boiler, and it is doubtful whether such a sample 
is ever obtained. The two governing factors in obtaining such a sample 
ai’c the type of sampling nozzle used and its location. 

The American Society of Mechanical Engineers recommends a samp- 
ling nozzle made of \4nch iron pipe closed at the inner endj the interior por- 
tion perfoToled mth not less than twenty \-inch holes equally distributed 
from end U) end and preferably drilled in irregular or spiral rows, with the 
first hole not less than J inch from the iniier wall of the pipe. Many engi- 
neers object to the use of a perforated sampling nozzle because it ordinarily 
indicates a higher percentage of moisture than is actually present in the 
steam. This is due to the fact that if the perforations come close to the 
inner surface of the pipe, the moisture, which in many instances clings to 
this surface, will flow into the calorimeter and (!ause a large error. Where 
a perforated nozzle is used, generally, it may be said i hat the perforations 
should be at least one inch from the inner pipe surface. 

A sampling nozzle, open at the inner end and un perforated, undoubt- 
edly gives as accurate a measure as can be obtained of the moisture in 
th(^ steam passing that end. It would appear that a sat isfactory method 
of obtaining an average sample of the steam would result from the use of 
an open-end imperforated nozzle passing through a stuffing box which 
would allow the end to be placed at any point across the diameter of the 
steam pi[)e. 

111. Location of Sampling Nozzle. — The calorimeter should be lo- 
cated as near as possible to the point from which the sti^am is taken, and 
the sampling nozzle should be placed in a sei^ticn of the main pipe near 
the boiler, tui’bine, or engine under test, and at a point where there is no 
chance of moisture pocket ing in the piiM.\ The American Society of Me- 
chanical Engineers recommends that a sampling nozzle should be located 
in a vertical main, rising from the boiler with its closed end extending 
nearly across the pipe. Where non-return valves are used, or where there 
are horizontal connections leading from the boiler to a vertical outlet, 
water may collect at the low('r end of the uptake pipe and be blown up- 
wai’d in a spray which will not be carrical awa}^ by the steam, owing to 
a lack of velocity. A sampler taken fi*om the lower part of this pipe will 
show a greater amount of moisture than a true sjimple. With goose- 
neck connections, a small amount, of water may collect, on the bottom of 
the pipe near the upper end, where the inclination is such that the tend- 
ency to flow backward is ordinarily counterbalanced by the flow of steam 
forward over its surface; but when the velocity momentarily decreases 
the water flows back to the lower end of the goose-neck and increases 
the moisture at that ix)int, making it an undesirable location for the 
sampling nozzle. In any case, it should be borne in mind that with low 
velocities, there is a tendency for drops of entraini'd water to settle to the 
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bottom of the pipe, and to be temporarily broken up into spray whenever 
an abrupt bend or other disturbance is met. 


REFERENCES 

Power Plant Testing, Moyer. 

Steam, Babcock and Wilcox Co. 

Mechanical Laboratory Methods of Testmg, Smallwood 
Power Test Code, A. S. M. E. 


PROBLEMS AND REVIEW QUESTIONS 

1 . The pressure in a steam main is 150 lb. |K>r sq. in. gage. Barometer reads 29 in. 
of mercury. Steam is allowed to expand through an orifice to a pressure of 25 lb. per 
sq. in. gage. Tem|)erature of steam after expanding is 293 deg. falir. What was the 
quality of steam in the main jajic? Check, using Mollier chart. 

2 . A steam gage attached to a steam pipe reads 111) II:). sq. in. What is the 
maximum amount of moisture in the steam which a throttling calorimeter can detect, if 
10 degrees superheat is required and the chscharge is directly into the atmosphere, where 
the barometer reads 29.2 in. of mercury? 

3 . The temperature in a throttling calorimeter, attached to a steam main, is 275 
deg. fahr. The pressure in the steam main is 1(K) lb. per sq. in. g.agc. Barometer, 29.5 
in. of mercury. Pressure in the calorimeter is atmos]>heric. Find the quality of steam 
in the steam main. 

4 . Derive the equation used in calculating the quality of steam when using a throt- 
tling calorimeter. Explain the meaning of each symbol. 

6. State the principle of operation of (a) the throttling calorimeter, (b) the separating 
calorimeter. 

6 . The following data apply to a separating calorimeter attached to a steam main: 
Diameter of orifice, 0.04 in.; pressure in calorimeter, 110 lb. per sq. in. absolute; 
moisture collected in 10 minutes, 0.2 lb.; barometer, 29.48 inches mercury. Find the 
quality of the steam. 

7 . A .separating calorimeter is attached to a steam main in which the pressure is 
120 lb. per sq. in. absolute. The motsture collected in 15 minutes is 1.17 lb. Find the 
quality if the area of the orifice is 0.011 sq. in. and the barometer, 29.9 in. mercury. 
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112. Foreword. — Without a knowlcdgo of fuels and their characteristics 
it is inipossihle to purchase them intelligently or use them economi(;ally. 
Sucdi knowledge is especially pecessary when one is purchasing a fuel to be 
used with existing equipment or when choosing equipment for burning 
different grades of fuels. 

The cost of coal, which is the most common fuel for steam power plants, 
vai’ies between 40 and 70 per cent of the total operating expense of a plant. 
As the price of coal advances, a more careful selecl ion must be made, and, to 
assist in making such a choice, information should be at hand regarding 
ash and moisture content, size and storage requirements of the available 
fuels, and particularly regarding the working qualities of the fuel under the 
conditions where it is to be burned. 

113. Definition of a Fuel. — A fuel is any material that is combustible; 
that is, any material that, can be burned, and t hat may be obtained in 
quantities at a reasonat)le pri(!e. It may be natural or artificial. 

114. Classification of Fuels. — Fuels used for power purposes may be 
classified as: 


1. Solid j 

2. Liquid 

3. Gaseous 


(\)al 

Wood 

Veget able wastes 

. Crude {Xitroleum and its distillates 
/Natural fBla«''-furna.;o g!« 

I Artificial . Col«M,von gas 
Producer gas 
Illuminating gas 


'FIk^ solid fuels, especially coal, an? used most extensively. Wood is 
gt'iK'rally too expensive' to l>e used for fuel i)nrpos(\s. Ragasse, a sugar- 
cane' refuse, is useel on sugar plantations in the Se)uth. Crude oil is useel 
in sections adjacent to oil fiedels and also on shipboard. The demand for 
this fuel is increasing rapidly, because of the incT’easing cost of coal. Nat- 
ural gas and blast-furnace gas arc used te) a limited extent. 

116. Formation of Coal. — Coal is of vegelal)le origin, and is the remains 
of prehistoric forests. Destructive dist illatii)n, te^gether with great pressure 
has resolved the organic matter into its ultimate constituents^ carbon, hydrogeUf 
oxygen and other substances, in varying proportions. The factors that have 

113 
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produced the different grades of coal arc, (1) time, (2) depth of bed, (3) 
disturbance of bed, and (4) intrusion of mineral matter. 

116. Classification of Coals. — Coals may l)c classified according to 
their origin, as has been done by the United States Geological Survey, 
Table 8. 

TABLE S. -GEOLOGICAL CLASSIFICATION OF COAL 


Not commonly used as fuel. 
Domestic use princij)ally. 


Most common for power purposes. 


117. Composition of Coals. — (bal consists of carbon, fiydrogen, mois- 
ture, ash, oxygen, nitrogen, and sometimes sulphur. The carbon, hydrogen 
and sulphur arc the combustible ” in the coal, a term applied in boiler 
practice to that part of the fuel which is left after taking away the moisture 
and ash, thus including whatever nitrogen and oxygen may be present. 
The remaining substances arc impurities which lower the value of a coal 
as a fuel. 

118. Coal Analysis. — Two methods of analysis are used to determine 
the composition of coal. They are known as the proximate analysis, 
which determines the composition of coal by mechanical processes, and the 
ultimate analysis, which separates coal into its chemical constituents by 
chemical porcesses. The analysis to be used depends in a large measure 
upon the use which is to be made of the data obtained. 

119. Proximate Anadysis. — In the proximate analysis of coal, as re- 
ceived, five determinations arc usually made; namely, moisture, volatile 
matter, ash, fixed carbon, and sulphur. These constituents are expressed 
in per cent by weight; the sum of the first foiu’ items is taken as 100 per 
cent, with t he sulphur separately determined. 

Moisture. — This determination docs not differentiate between the 
moisture that comes from external sources and that which is inherent in 
the coal. The amount of moisture in such coals as anthracite and semi- 
bituminous may be obtained by placing a 15 or 20 pound sample in a shal- 
low pan and drying, at about 90 deg. fahr., for twelve hours. A more 
accurate method is to heat a small quantity of finely ground coal, in a 
double-walled air batli, to a temperature between 240 and 280 deg. fahr. 
until the sample reaches a minimum weight. For lignites, a lower drying 
temperature is used. The loss in weight is called moisture. 

Volatile Matter. — The volatile matter consists of the carbon combined with 


Graphite 

Anthracite 

Semi-anthracite. . . 
Semi-bituminous. . 

Bituminous 

Sub-bitiiminous . . 

Lignite 

Peat 
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the hydrogeUf together with the other gaa-forming constituents which are driven 
off by heat. 

‘Oiui gram of finely powdc'rod coal from which the moisture has be(‘ii 
removed is placed in a platinum crucible with a tight cover. The crucible 
and contents are heated to about 1750 deg. fahr., for seven minutes. Tin; 
crucible is then cooled and weighed. The loss in weight is the volatile 
rnatter. 

Ash. — A sfi is the incombustible residue from the complete combustion of the 
coal. The sample used in th(‘ volat ile matter determination is heated in 
an open pan, by a blast lamp, until (;omi)letely burned. A stn^am of oxygen 
may be used to hasten combustion. 77/e weight of the residue is ash. 

Fixed carbon. — Fixed carbon is the carbon which is not in combination 
'with any other element. It does not represent all the carbon in the (;oal, 
as a considerable amount is driven off with the volatile matter in combina- 
tion with hydrogen and oxygen. It is not, pure carbon, as it contains some 
ash-forming constituents, and approximately one-half the suli)hur. The 
weight of fixed carbon is obtained by subtracting the weight of moisture, ash, 
and volatile ^natter from the weight of the original sample. 

Sulphur. — This element may be separately determined by burning a 
portion of the sample with a suitable chemical mixture that will combine 
with the sulphur in such a form that the sulphur can be separated into a 
sulphur compound and its amount detennined by weighing. 

120, Ultimate Analysis. — This analysis expresses the composition of a 
coal in pc'rccntage by weight of carbon, hydrogen, nitrogen, sulphur, 
oxygen, and ash. It requires the careful use of chemical apparatus, and 
reliable results can be obtained only by those entirely familiar with all 
details of the work. The sum of these five constituents is generally taken as 
equal to 100 per cent, but moisture is sometimes iiK^luded. 

121. Method of Reporting Analyses. — Both analyses may be expressed 
in terms of 

(1) Coal “ as received ” or “ as fired.” 

(2) Coal “ moisture free ” or “ dry.” 

(3) Coal “ moisiure-and-ash-free ” or “ combustible.” 

The first term under each method is that used by t he Bureau of Mines, 
and the second that used in the A. S. M. E. Testing Code. The latter will 
be used in this text. 

Engineers prefer to have the analyses expressed for coal “ as fired,” since 
it, represents the condition of the coal as fed to the furnace. The dry-coal 
basis is however, generally used for reporting analyses, as it excludes the 
moisture, which is principally due to weather conditions during shipment. 
A Ijetter idea as to the value of the coal can be obtained with the moisture 
excluded. 

Coal as fired ” is in the same condition as when it comes from the 
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bunkers. The analysis on a dry-coal basis is found from the analysis as 
fired/' by dividinj^ each constituent by (1 — [iroportional weight of mois- 
ture). The analysis on a combustible basis is found by dividing the 
analysis “ as fired ” by [1 — (proportional weight of ash + moisture)]. 

Example 16. — The per cent by weight of the constituents of a Kcntu(;ky coal “ as 
fired ” is given by tlie following ultimate analysis: ash 4.;i0, sulphur 1.22, hydrogen 5.43, 
carbon 77.37, nitrogen 1.83, oxygen 9.70. Moisture from proximate analysis 3.10. 
('on vert this analysis to the dry-coal and the combustible basis. * 

Solution. — The ultimate analysis of a coal “ as fired ” when reported as above, con- 
tains the free moisture as a part of the hydrogen and oxygen. To obtain the moisture 
as a separate item, one-ninth of the moisture should be subtracted from the hydrogen 
and eight-ninths from the oxygen. The reason for this is that water is corniiosed of one 
part hydrogen and eight parts oxygen. The first column in the solution has been cor- 
rected by this method. 

Dividing the analysis “ as fired ” by (1 — the proportional weight of moisture) to 
obtain the analysis on the dry basis, and by [1 — (the proportional weight of ash -f mois- 
ture)] for the combustible basis, there results: 



Coal a.'* fire«l 

Coal dry 

Cornbiustible 

Carbon 

77.37 

79.84 

.s:3.63 

Hydrogen 

5.07 

5.24 

5.48 

Nitrogen 

1.8:3 

1.89 

1 .98 

Oxygen 

7.02 

7.24 

7.59 

Sulphur 

1.22 

1.20 

1.32 

Ash 

4.:39 

4.53 


Moisture 

3.10 




100.00 

1(X).00 

100.00 


122. Use of Analyses. — A knowledge of the conslituents of a coal, as 
given by the ultimate analysis, indicates its adaptability for a given use. 
It also furnishes data from which the heat value may be calculated and 
permits classification on the basis of (1) fixed carbon, (2) the ratio of carbon 
to hydrogen, and several other similar clasisifications. It should be borne 
in mind that the analyses do not furnish all the information necessaiy to 
determine the value of a coal for a particular plant, as will be explained 
later. 

123. Heat Value of Solid Fuels. — The heat value of a fuel is *he amount 
of heat a 'pound of the fuel will generate when completely burned. It may Ix^ 
determined (1) by calorimeter, (2) by computation based on ultimate 
analysis, and (3) from curves based on the proximate analysis. 

124. Description of Fuel Calorimeter. — A standard type of fuel calor- 
imeter, known as the Mahler Bomb Calorimeter, is shown in Fig. 80. It 
may be used for solid or liquid fuels. The calorimeter has a porcelain-lined 
steel bomb having a tight-fitting cover screwed into place. Within the 
bomb is a small platinum pan for holding the fuel. Two electrodes, con- 
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switch and a few dry batteries Thr^ hn u ^ containing a suitable 

contains a definite wSeTamount S wJ 

imeter is shown by an accurate thermSS^^^ 

Agitator 


^ Water Agitator Support 
- Thermometer 
y Electrode 



Bomb Platinum Pan 

Fia. 80. — Bomb Fuel Calorimeter. 

v«*i .„v™,i ,„ii, »i„,„ „„| oil,,, 1 ,1,1, ^ Z ^ 

higher than tlie surrounding atmosphere. This oufor va ■ i • ^ ^ 
constant conditions and makes the deterniinal ion of the r-irli !r 
accurate. An oxyger, tank supplies the oxygen rapnVed to bZ rereT 
arid a pressure gage attached to the oxygen tank pip is L o de^ 

the pressure of the o.xygen entering the l.omb. lo determine 

on^g™ r;,l^e!irr TT^" approximately 

Zsi l i I fuse wire, which 

bm ’ } ■ f>ctween th(> electiwles. The cover of the 

bomb IS then screwed tightly into place and the bomb is placed in the cal' 
oriraeter, which has been partially filled with a definite weight of water - 
generally an amount of water equal to the water equivalent of the appar 
atus, as determined by calculation or experiment. Oxygen from the^tLk 
jshercs. ^ ^'fuuffed to the bomb until the pressure is about 25 atmos- 

Temperature readings of the water in the calorimeter are taken at nno 

hange. The coal is then ignited by closing the electric circuit. After 
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ignition, temperature readings are taken at the instant of closing the electric 
circuit, at one-lialf niinuie intervals for five minutes, and at one-ininute 
intervals thcreaft('r for a sufficient length of time to determine the rate of 
change after combustion is complete. From the temperature readings 
taken before ignition and after the five-minute inter\al, the radiation cor- 
rection is calculated. 

The temperature range during the period of burning is corrected for 
radiation, and is then multiplied by the sum of the water equivalent of the 
calorimeter and bomb and the vv(‘ight of the water in the calorimeter, to 
give the heat of combustion expressed in j^ram-calories, weight being in 
grams and temperature in degrees Centigrade. From this product are 
subtracted the heat resulting from the formation of aqueous nitric acid, the 
heat prodiKted by the combustion of the sulphur to sulphuric acid, and tlui 
heat formed by the combustion of the fuse wire.* The remainder, divided 
by the weight of the sample in grams and multiplied by 1.8, gives the heat 
in B.t.u. per pound. 

126. High and Low Heat Value of Fuel. — With fuels which contain 
hydrogen, the heat value as found by the calorimeter is higher than that 
realized under working conditions in boiler practice, by an amount equal 
to the latent heat of evaporation of the water which is formed. This heat 
reappears when the vafior is condensed, but in ordinary conditions of (com- 
bustion, the vapor passes aw'ay uncondensed. 

The “ higher ” heat value is that determined by the calorimeter, and 
should be used in all boiler test calculations. The ‘‘ lower ” heat value is 
the higher heat value less a correction for the heat lost in the escaping steam. 

126. Heat Value from the Ultimate Analysis. — The e(piation most used 
for calculation of heat values from the composition of coal is that proposed 
by Dulong, and is written: 

Heat per pound of fuel, B.t.u. = 14,600 C+62,000 (H — +4,0008 1 (37) 

in which C, H, 0, 8, = proportion by weight of the carbon, hydrogen, 
oxygen and sulphur, as shown by the ultimate analysis of a pound of fuel, 
and the coefficients = the heat evolved when one pound of carbon, hydro- 
gen, and sulphur are completely burned. 

Part of the hydrogen in the coal is assumed to be in combination with 
the oxygen in the coal. The hydrogen available for producing heat is 
therefore the actual hydrogen minus that already combined with the oxygen 

* These corrections are small and are often neglected, 
f Bulletins of the Bureau of Mines give Dulong’s formula as: 

B.t.u. per lb. = 14,544 C + 62,028 (H - 2) + 40508. 
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to form water. This latter ocjuals onc-eightli of the oxygon present, or ^ • 

8 

The available, or free hydrogen, as it is (jailed, is written (H ~ 

8 


Example 16. — The ultimate analysis of a coal, expressed in per cent by weight, 
gave: carbon, 84.4r); hydrogen, 4.25; oxygen, 3.04; nitrogen, 1.28; sulphur, 0.91; and 
ash, 6.07. J^ind the lieat per pound of coal by DulongVs equation. 


Solution. — Using Equation (37) 

Heat jxsr pound of coal = 14,600 C + 62,000 (H - ^ ) 4. 4000 S. 

o 

Substituting the value of carbon, hydrogen, oxygen and sulphur,There results 

Heat per pound of coal = 14,600 X 0.815 -|- (>2, 000 (0.0425 -- ) 4 4000 X 0.0091 

8 

= 14,772 B.t.u. 


127. Heat Value from Proximate Analysis. — Calculations of the heat 
value of a coal based on a proximate analysis are not satisfactory. A curve 
showing the relation betwc'cn 
the heat value jjer pound of 
combust ible of a coal and the 
percentage of fixed carbon is 
given in Fig. 81. It is based I 
on data taken from tests | 
conducted b,y the United 
States Ci(‘ological Survey. l/asoo 

128. Methods of Express- 
ing Heat Value of Coal. — 

The heat value of a coal may 

be expressed in terms of (1) Per cent of Fixed carbon in combustible 

coal as fired, (2) dry coal, or 81. — Heat Value of Coal using Proximate 
(3) combustible. Analysis. 

The heat value per pound of dry coal is obtained from the heat value per 
pound of coal as fired, by dividing by (1 — proporliofial weight of moisture). 
It represents the heat that would be general ( m 1 by burning one pound of 
coal containing no moistiire. The heat valu(‘ per pound of combustible is 
found by dividing the heat value per pound of coal as fired, by [1 - (propor- 
tional weight of ash + moisture)]. It represents the heat that would be 
generated by burning one pound of coal containing neither ash' nor moisture. 

Example 17. — Tlie heat value per pound of a North Dakota coal as fired is 7,069 
H.t.r.., with moisture 35.96 per cent and a.sh 7.75 per cent. Find the heat value per 
pound of (a) dry coal, (b) combustible. 

Solution. — Dividing the heat value Jis fired, by (1 — proixyrtioruil weight of mmsture) 
for the heat value of dr>^ coal, and by [1 — (proportional weight of ash -f moisture)! 
for heat value of combustible. 

Heat per |)ound of dry coal = — - 11,031 B.t.u. 
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Heat per pound of combustible = q ^^ 75) “ 12,560 B.t.u. 

129. Classifications of Coals Based on Analysis. — Coals are frequently 
classified by the carbon content and by the ratio of carbon to hydrogen, 

Table 9. 

TABLE 9. -CLASSIFICATION OF COALS BY CARIiON CONTENT AND 
CARBON-HY DROGFN RATIO* 


Name of Coal 

Perocntagas of Combustible 

1 

Carbon — Hydrogen 
llatio 

Fixed Carbon 

Volatile Matter 

Anthracite 

Semi-anthracite 

Semi-bituminous 

Bituminous, East 

Bituminous, West 

Lignite 

Peat 

97 to 92.5 

92.5 to 87.5 

87.5 to 75 

75 to 60 

65 to 50 

.')0 and under 

3 to 7.5 

7.5 to 12.5 
12.5 to 25 

25 to 40 

35 to 50 

50 and over 

30 to 26 

26 to 23 

23 to 20 

20 to 14.4 

14.4 to 11.2 

11.2 to 9.3 

9.3 to 


• Or ratio of the total carbon to the hyilroKou. 


130. Characteristics of Coals. — Typical analyses of coals, together with 
the fusing point for tlie lower grades of coal, are given in Table 10. 

TABLE 10. — ANALYSES OF TYPICAL COALS 


Name of Coal 



Anthracite 

Semi- 

.\nthracite 

Semi- 
Bit ’iiiii- 
nou.s 

Fastern 

Bitnmi- 

iinus 

\Ve.4tern 

Hittimi- 

noua 

Sub- 

Bitumi- 

nous 

Lignite 

ProximateAnalysis 
Moisture 

3.45 

l.,57 

4.07 

8.98 

14.43 

22.63 

.36.78 

Volatile matter. . 

2.75 

9.40 

16. .34 

.34.49 

29.48 

.35.68 

28.16 

Fixed carbon .... 

87.90 

83.69 

68.47 

50.30 

42.81 

37.19 

29.97 

Ash 

5.90 

5.34 

11.12 

6.33 

13.28 

4. .50 

5.09 

Ultimate Analysis: 
Carbon 

88.86 

85.46 

76.. 51 

70.50 

.54.59 

64.91 

41.87 

Hydrogen 

2.01 

3.72 

4.27 

4.76 

5.49 

6.39 

6.93 

Nitrogen 

0.90 

1.12 

1.00 

1.36 

1.11 

1.02 

0.69 

Oxygen 

1.05 

3.45 

6., 59 

15. G6 

21 ..52 

32.59 1 

44.94 

Sulphur 

0.35 

0.91 

0.51 

1..39 

4.01 

0.59 

0.48 

Ash 

5.90 

5.34 

11.12 

6.. 3.3 

13.28 

4. .50 

5.09 

Heat Value: 
Calorimeter 

13,9.50 


13, .500 

12,417 

10,064 

9,734 

7,002 

Dulong’s 
equation 

14,103 

14,552 

13,329 

12,084 

9,866 

9,478 

6,944 

Classification: 
Carbon-hydrogen 
ratio 

42.50 

23.0 

19.60 

14.80 

12.30 

9.40 

9.60 

Fusing point of 
ash* 



2600°F. 

2300°F. 

2100®F. 

2200°F. 



Approziinate valvM 
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CHAHACTEHISTIOS OF COAL 

Anthracite Coal has a deep black color, and high luster. It is a Itard coal, 
composed almost entirely of fixed carbon, with a si)ccific gravity of 1.;^ (o 
1.9. ‘ It burns with a short, bluish flame, and do(;s not swell when 
burning. The commercial sizes of anthrmdte aie given in Ta[)lo 11, and 
are graded by the size of wire-mesh screen through which the sample will 
pass or will not pass. A -J-inch mesh screen has openings of a s(iuar(^ 
inch in area. 


TABLE 11. — SIZES OF ANTHRACITE, OR “HARD,” COAL 


Name of Size * 

Size of Scrocu through u liirli ( 'oal 

Will l‘as.s 

Will \()i J’ans 

Culm 



Birdseye 

Tft-Ul. 

1-in. 

Buckwheat No. 1 

•i-ie* 

J-in. 

2-in. 

Buckwheat No. 2, or Rice 

i-in. 

Pea 

i*-in. 

•l-in. 

Chestnut 

12-in. 

2-in. 

Stove or Ran^e 

2-in. 

1 2-in. 

(in the F.ast) 

23 -iM. 

2-in. 

Broken 

i-iii. 

2i-in. 


Semi-anthracite coal has an iron-black color, is not as hard as anthi’acite 
and has less luster. It is a free-burning coal, and burns witli a longer and 
more luminous flame than anthracite. While not very plentiful, it is the 
best steam producing coal found in the United States. Its specific gravity 
is about 1.4. 

Semi-bituminous coal is a softer coal than anthracite, with a lower 
specific gravity and more volatile matter. It kindl(‘s readily and gives off 
a small amount of smoke when burning. This coal is extensively used in 
steam power plant s. 

Bituminous coal is soft, having a color ranging from pitch black to dark 
brown, with a silky or resinous luster. It has a large amount of volatile 
matter, is brittle, l)rcaks into small pieces when ston'd, and burns witli a 
long yellow and smoky flame. Its s])ecific gravity is about 1.3. 

Bituminous coals may be classified into coking or caking, and non- 
coking coals. The latter burn freely, do not fuse and are known as free- 
burning coals. Coking coals swell up, become pasty and fus(‘ together 
when burning. They are rich in hydrocarbons and hence are valuable for 
the iiianufacture of gas. These coals absorb moisture readily. They are 
sized as in Table 12. 

Cannel coal is homogeneous, has a grayish-black color with a resinous 
luster, is high in hydrocarbons, kindles readily, and burns with a dense, 
smoky flame. It is used foi’ the manufactun' of gas and in fireplaces. Its 
specific gravity is about 1.24, and its heating value is low. 
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TABLE 12. - SIZES OF BITUMINOUS, OR “SOFT,” COAL 


Naiiio of Size 


Run of the Mine 
Sized Coal,* such as: 

Lump 

Rgg 

Nut 

Slack 

Screenings 


Size of Screen (hrounh which Cotil 


Will Not I’liss 


Mixture of lumps and fine coal, or slack. 


G-in. 

3-in. 

^in. 

8-in. 

Smallest sizes 


3-in. 

^U-in. 

^in. 


* The sizes Riven iliffer in different parts of the Tinted States. 

Sub-bituminous coal is a grade between true bituminous coal and lignite. 
It resembles bituminous coal in appearance, is not woody like lignite, and 
slacks and absorbs moisture readily. 

Lignites have a brown color with a pitchy luster and woody structure. 
Lignite is high in ash, moisture and oxygon, with a specific gravity between 
1.2 and 1.23, and cannot be transported far because it breaks so easily. It 
burns freely with a bright, slightly smoky, yellow flame, and is used 
principally for the manufacture of gas. 

Peat is an accumulation of partly decomposed water plants, mosses, and 
other vegetable matter. It has a color ranging from yellow to reddish 
brown, a fibrous texture and a high moisture content, and must be dried 
before burning. 

131. Powdered, or Pulverized, Coal. — Pulverized coal is coal that has 
been reduced to a fineness such that 95 per cent, will pass through a 100- 
mesh screen and 85 per cent through a 200-mesh screen. When in this 
condition it is an impalpable powder that will float in air. The term 

pulverized ” is ordinarily used to mean coal that is too finely divided to 
be used in any other way. The satisfactory use of coal in this form, how- 
ever, depends upon the fineness to which it has been pulverized. 
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The coal is first crushed and passed through an inclined dryer, Fig. 82 , 
which consists of a steel shell rotated by suitable gearing; the moisture is 
thus removed before the coal is pulverized. The shell is located in a furnace 


and so arranged that the hot 
gases from the furnace circulate 
around the outside of the dryer 
shell.’ They then pass through 
a hood to the lower end of the 
shell and return through the shell, 
in direct contact with the coal, }o 
the chimney at the upper end of 
the shell. C'oal is fed into the 
upper end and travels slowly to 
the lower end, where it is dis- 
charged to the top of the pul- 
verizer, Fig. 83 , and is fed into 
the pulverizing zone by a screw 
conveyor. The coal passes to 
the grinding chamber where it is 
reduced to a fine powder by the 
centrifugal force produced by 
four hardened steel balls which 
arc (;aused to rotate on a 
hardened steel race. This fine 
powder is picked up by a fan, 
located above the grinding ele- 
ment, and is discharged through 



screens, near the top, into a 33. — Fuller Mill for Pulverizing Coal. 


narrow passage connected at the 

bottom to a chamber in which a fan is located. This fan discharges the 
pulvci’ized coal to a suitable conveyor, which carries it to an air-tight con- 
tainer from which the coal is fed to the boiler. The cost of pulverizing 


varies from 20 to 60 cents per ton, including drying and conveying. 


The advantages claimed for coal in this form are: 

1. More complete burning of the fuel because of l)etter mi.xturc with the 

air for combustion. 

2. No limit to the gimlc of coal. 

3 . Reduction in labor of handling coal and ashes. 

4 . Elimination of standby losses. 

5 . Adaptability to varying loads. 

6. Easy control of air supply. 
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The disadvantages arc: 

1. Difficulty of reducing coal to uniform size. 

2. Impossibility of introducing coal into furnace uniformly. 

3. Danger of fuel clogging feed pipes, if moisture is not removed. 

4. Lial)ility to explosion (wliicli is small when the coal is properly 

liandDd). 

5. D('cr(\‘ise in effici(‘ney, if tubes are not kep( free froniiasli. 

(). Slagging of ashes and deterioration of furnace, if temperature is not 
properly controlled. 

7. Caking of coal in storage. 

S. Impracticability of applying to plants liurning less than 100 tons per 
day. 

132. Briquetted Coal. — This fuel consists of finely ground coal, mixed 
with a suitable binder, such as pitch, and pressed into briquettes. Such 
iiviiiinrnt derivases the fuel loss through the grates, increases the heat 
value of a fuel and permits the use of lower-grade fuels. Although the cost 
and difficulty of manufacture have pr(*vented the extensive^ use* of this fuel 
as a soui'ce of power, bri(|uetted lignites arc used (*xtensivoly in some 
r(>gions for domestic [)urpos('s. Briquetting permits the weathering, 
handling and burning of lignites without disintegration. 

133. High- and Low-ash Coals. — ( ^oals having over ten per cent of ash 
are classed as high-ash coals, and those having less than ten per cent as low- 
ash coals. Coals having a high-ash content retiuire more labor for the 
removal of ash from the furnace. 

134. Clinkering and Non-clinkering Coals. — (linker is formed by the 
mechanical combination of the constituents which fonn the ash, or by the 
fusing of the ash; it may be hard or soft. Hard clinker, which is produced 
by the melting of the ash, forms in hard lumps; soft (‘linker, which is formed 
by the silica of the ash coml)ining with the fusible constituents, iron and 
lime, in the ash, remains molten and continues to grow. Ash, having a 
melting temj)eraturc of 2700 deg. fahr., will not form clinker at ordinary 
furnace temperatures. The clinkering qualities of a coal may be of more 
importance than the heat value. 

Clinker causes furnace linings and grate bars to wear out rapidly. It 
reduces furnace efficiency and capacity, besides entailing considerable work 
in its removal. Hard clinker may be formed by poor firing methods. 

Clinker may be prevented by (1) carrying a thin fire, (2) avoiding the 
improper’ use of slice bai* and rake in mixing ash into the burning fuel, (3) 
firing in small amounts on thin spots of fire, (4) having ashpit clean and 
doors open, (5) using water in th(^ ashpit or steam jets under grates to 
prevent clinker sticking to grates, and (0) avoiding shaking coal that will 
burn in ashpit. 
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1S5. Mert rf teto,, SulpHu,, md Ougea in Co* - k* 
„ comped oV “ 

,„ .ma 1 amomla. It rcduo, ihc l»al, v.te ., . by ,cpl„i4" “ 
l.„al.bfc malto, ,„,,1 a,Wa to the „i «, |„|,i„g „j ,p, f 

exj«n., .o^tag f„,„ ,b. p„„„ ^ ^1, 

i,.hp.l an< the exixmso of disposal of tl.e ash. Ash ol,.struets the flow of 

air hrouKh the grates and .nay forn, frouhleson.e clinker under certain 
coTidil ions. 

Moisture lowers the heat valu.t of a coal, l,eca...se heat is repuircl for its 
cyapomtion; it reduces t he actual witigld of coal pi.rchas<-d hy the weight 
of inoisturc, and a<lds to the cost of tran.sportation. Small sizes of coal 
hold nuich more moisture than larj^e sizes. 

Sulphur occurs in coal as iron pyrite, marcasite, .sulphate of lime, iron 
and alumina, as oigaiiic sulphur, and sonudimes as frc'c sulphur uncombiiicd 
with other (dements. As free sulphur it has iu full heat value. When it 
occurs as a sulphate, it has no heal value, and in any ca.se the availahh' hydro- 
gen must be high for suliihur to have any appreciable hc^at value. In simall 
amounts it may dissist in the prevention of clinker; but if the ratio of the 
weight of sulphur in the ash to the total ash is high, it may assist in forming 
a troublesome elinker. 

Oxygen has aliout, the same effect upon the heat value of a coal as an 
equivalent amount of ash. It is an original impurity of which the betU^r 
grades of coal have small amounts. 

136. Storage and Weathering of Coal. — The storages of coal has become 
a nec(^.ssity, because of market ccniditions, danger of labor difficulties, and 
the crowding of transportation facilities. Anthracites is almo.st an ideal 
coal for storing; it is not subject to si)ontancoiis ignition and may be stored 
in large piles. Bituminous coal is lik(*ly to ignite if })l.‘ic('(l in deep piles 
and will also suffer from disintegration. It is sometimes st(3red under 
water to i}r(weiit spontaneous ignition, that is, ignition resulting frenn the 
h('at> produced l)y the absoiption (jf oxygem hy tli(' hydrocarbons in the coal 
and by the slow combustion, or (xxidat ion, of carbon, sulphur, and available 
hydrogen. Spontaneous ignition can only take place when the air supi)ly 
is sufficient, to support oxidation but will not- entirely rcanove the heat 
produced. 

Coal loses heat value when exposed to air dm ing storage. Wlam coal is 
stoned in piles, its temperature .should be closely watched; if it is becoming 
too high the pile should be moved. Powdered (joal can be stored for only a 
short time, and never in the open air. 

137. Location of Coal Fields. — Anthracite coals arc nearly all found in 
northern Pennsylvania, with some distribution in small areas in some of 
the Western States. Semi-anthracite is only found in small quantities in 
southern Pennsylvania, West Virginia, and Virginia. The centers of pro- 
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duction of semi-bituminous coals are the Pocahontas and New River fields 
in Virginia and West Virginia, Georges Oeek field in Maryland, Windber 
field in Pennsylvania, and small areas in Arkansas, Washington, and 
Colorado. Bituminous coal fields are found in the Appalachian mountains 
and scattered through the Middle Western and Western states. Sub- 
bituminous fields are located mostly in North Dakota. Lignites are found 
in North Dakota and most of the Western states, and in Alaska. 

138. Purchase of Coal. — Coal is ordinarily purchased by weight; but 
when weight is the only consideration the results are likely to be unsatis- 
factory, because the heat value of the coal ^ind its working qualities are of 
prime importance in the operation of the plant. A more satisfactory 
method of purchase is by specification, the contract to (;over coal of a defin- 
ite analysis and heat content, with suitable allowance in price for variation 
therefrom. 

139. Liquid Fuel. — Petroleum is the only liquid fuel sufficiently abun- 
dant and cheap to Ixi used for the generation of steam. It is generally 
classified according to the base it yields upon distillation; that is, (1) 
paraffin, (2) asphalt, and (3) olefine. 

To the first group b(dong the fuels of the Appalachian Range and the 
Middle West of the United States. This group yields so many valuable 
light oils that the price is prohibitive for use as a find. 

The asphalt group is found in Texas and ( 'alifornia. Th(\y have a color 
varying from I’cddish brown to jet black, and are extensively used for fuel. 
The olefine group is found in Russia and is used as a fuel oil. 

Crude oils consist of carbon and hydrogen, with varying amounts of 
moisture, sulphur, nitrogen, ai'scnic, phosphorus and silt. The moisture 
content varies from 1 to 30 per cent and affects the heat value of the fuel. 
Analyses of several typical fuel oils arc given in Table 13. 


TABLE 13. — COMPOSITION AND HEA^F VALUE OF TYPICAL 
FUEL OIJ.S 


lx)cation of Oil Well 

Per Cent 
Carbon 

Per f*enl. 
IlydroROn 

f’er Cent. 
Sulphur 

Per C-ont. 
Ox.vRen 

Specifiu 

Oravity 

Fla.sh 

Point 

“F. 

B.I.u. 

f!?;. 

California 

I’exas, Beaumont . . , 

Pennsylvania 

Russia, Caucasus. . . 

81.52 
84. fK) 
84.90 
86.00 

11.51 

10.90 

13.70 

12.30 

0.55 

1.63 

6.92* 

2.87 

1.40 

I.IO 

0^924 

0.886 

0.938 

230 

180 

18,667 

19,060 

19,210 

20,138 


* (tu*lu«leH iiit roRen. 


140. Comparison of Coal with Oil. — The advantages of oil over coal, 
when used as a fuel under boilers, are: (1) reduction in cost of handling, 
(2) saving of labor throughout the plant, (3) reduction in storage space 
required, (4) higher efficiencies and capacities, (5) easy regulation of load, 
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(6) no loss in heat value when properly stored, (7) cleanliness and freedom 
from dust. 

• Disadvantages of oil are: (1) danger of explosions, (2) possibility of 
larger upkeep, when furnaces are not properly designed and opxirated. 

141. Gaseous Fuels. — These fuels are used in certain localities for 
steam-gemerating purposes and in manufacturing enterprises. As prev 
vioiisly mentioned, the principal gaseous fuels are: (1) natural gas, and 
(2) artificial gas, such as blast-furnace, coke-oven, and producer giis. 

Natural gas is a product of nature and, in th(‘ coal district, consist s chiefly 
of methane and ethylene with some hydrog(m and nitrogen. A typical 
analysis of gas from the Pittsburgh region, in pei* cent by volume, gave the 
following results: hydrogen 20.02, methane 72.18, carbon monoxide l.(X), 
carbon dioxide 0.80, oxygen 1.10, heavy hydrocarbon 4.30. In the South 
Western oil fields, large quantities arc availal)le from gas wells. This 

casing-head ” gas, as it is called, from which gasoline is sometimes made, 
consists of about 79 per cent methane and 18 per c(‘nt ethylene. The 
higher heating value of natural gas varies from 950 to 1000 B.Lu. per cubic 
foot. 

Blast-furnace gas is the waste product from furnaces used to smelt iron 
ores. For each ton of iron produced, about 10,000 pounds of gas is ob- 
tained. A typical analysis of a blast-furnace gas, expressed in per cent l)y 
volume, is Jis follows: carbon dioxide 9.85, nitrogen 53.92, oxygen 0.36, 
carbon monoxide 32.78, hydrogen 3.14. Its heat value is due primarily 
to carbon monoxide and varies from 85 to 100 B.t.u. per cubic foot of gas. 

By-product coke-oven gas is a product of destructive distillation of coal 
in a distilling coke ov^en. The gases from the oven, instead of being burned 
at the point of origin, as in the bee-hive coke oven, are removed from the 
oven through an uptake pipe, and cooled, yielding tar, ammonia, illuminat- 
ing gas and fuel gas, as by products. This gas resembles natural gas more 
closely than blast-furnace gas docs. A typical analysis, expressed in per 
cent by volume, is as follows: carbon dioxide 3.20, oxygen 0.4, carbon 
monoxide 6.3, methane 29.60, hydrogen 41.6, nitrogen 16.1. The heat value 
varies from 400 to 500 B.t.u. per cubic foot. 

Illuminating gas is generally a carburett(*d water gas, which is made by 
the decomposition of steam into hydrogen and carbon monoxide by contact 
with incandescent carbon. Hydrocarbon gases from oil or naphtha are 
then mixed with it to give the illuminants" -particles of carbon which become 
incandescent. 

Producer gas is a mechanical mixture of carbon monoxide, hydrogen, 
nitrogen, and small amounts of methane, ethylene, oxygen and carbon 
dioxide. It is made from the incomplete combustion of anthracite coal, 
bituminous coal, coke or peat, and also from briquettes of anthracite slack 
and lignite. 
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142. Heat Value of Gaseous Fuels. — The heat value of gaseous fuels is 
generally expressed in B.t.u. per cubic foot, and may be obtained by: 

1. Calculation, based upon the chemical analysis of the gas. 

2. Experiment, made with a gas calorimeter. 

Heat Value Based on Analysis. — The most satisfactory method of 
detemiining the heat value of a gas is to use the percentages of the con- 
stituent gases and t he heat value of each constituent gas, as determined 
by experiment, and as given in Table 14. 


TABLE H. — VOI.UME AND CALORIFIC VALUE OF 
VARIOUS GASES 


Name of CJas 

Symbol 

Volume 

Cu. F(. per Lb, 

B.t.u. 
per Cu. Ft. 

Volume of Air per 
Cu. Ft. of Gas 

Hydrogen 

11 

177.90 

349 

2.41 

Carbon Monoxide 

CO 

12.81 

347 

2.39 

Methane 

CH 4 

22.37 

1053 

9.57 

Ethylene 

C. 2 H 4 

12.80 

1675 

14.33 

Ethane 

Cdb 

11.94 

1862 

16.74 

Acetylene 

C 2 H 2 

13.79 

1556 

11.93 


Example 18. — The analysis of a natural gas taken from an oil well in Anderson, 
Indiana, gave percentages by volume as follows. Find the heat value of the oil. 


Hydrogen, H 

.... 1.86 

Nitrogen, N 

.... 3.02 

Methane, CH4 

.... 93.07 

Oxygen, 0 

.... 0.42 

Carbon monoxide, CO 

0.73 

Ileavv hvdroearbons 

0 47 

Carbon dioxide, CO2 

.... 0.26 

Hydrogen .sulphide, H 2 S 

.... 0. 15 


Solution. — Using the heat values of the various combustible constituents tis given 
in Table 14, and multiplying by the weight of each constituent in a cubic foot of the 
gas, the following results arc obtained: 

From hydrogen 0.0186 X 349 = 6.50 

From methane 0.9307 X 1053 = 980.02 

From heavy hydrocarbons 0.0047 X 1364 = 6.41 

From carbon monoxide 0.0073 X 347 = 2.53 

B.t.u. per cu. ft. 995.46 

143. Junker Gas Calorimeter. — This inst rumen t is shown in Fig. 84, 
and consists of a vertical cylindrical water chamber containing vertical 
tubes, heated by the gas burned in a Bunsen burner placed underneath the 
water chamber. The products of combustion pass upward through a 
combustion chamber and downward through the tubes, while water passes 
continuously in at the bottom and out at the top. The quantity of gas is 
measured by a gas meter, and the water that, passes is collected and weighed. 
The temperature of the entering and leaving water is measured by ther- 
mometers. The heat of combustion per cubic foot of gas is determined by 
multiplying the weight of water in pounds by the rise of temperature in 
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degrees Fahrenheit an(i dividing the product by the volume of the gas used 
in cubic feet. This result is corrected for the moisture in the gas and 
reduced to equivalent heat value at 60 deg. fahr. and 30 inches barometer, 



and is the “ higher ” heat value. The “ Iiigher ” heat valu(‘ is used in all 
test work, unless otherwise mentioned. 
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PROBLEMS AND REVIEW QUESTIONS 

1. What information is obtained from a proximate analysis of coal? Explain what 
each item represents. 

2. How is a proximate analysis made? Explain fully. 

8. What constituents of a coal are determined by the ultimate analysis? 
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4 . Give three methods used to report an analysis. 

6 . The analysis of a coal from the Connellsvillc mine in Pennsylvania gives the 
following, biised on coal ‘‘as fired”: 

Proximate analysis: moisture 5.13, volatile matter 27.87, fixed carl)on 58.29, ash 8.71. 

Ultimate analysis: sulphur 0.86, hydrogen 4.91, carbon 73.13, nitrogen 1.50, oxygen 
10.89. 

Convert the ai)ovc analyses to (a) dry, (5) combustible basis. 

6 . The proximate analysis of anthracite coal gives: moisture, 5.41; volatile matter, 

7.02; fixed carbon, 71.79; ash, 15.78; sulphur, 0.74. ‘ 

('Onvert to a dry liasis. 

7 . What is the heat value of a fuel? How is it determined? 

8 . The ultimate analysis of an Illinois coal ‘‘as fifed” is: sulphur, 4.06; hydrogen, 
4.95; carbon, 53.40; nitrogen, 0.89; oxygen, 16.61. 

From the proximate analysis the moisture was 10.69 and the ash 20.09. 

Calculate by Dulong’s ecpuition the heat value of (a) dry coal, (6) coal as fired. 

9 . The ultimate analysis of a Kentucky coal “as fired” is: sulphur, 1.‘22; hydrogen, 
5.43; carbon, 77.37; nitrogen, 1.83; oxygen, 9.76; moisture, 3.10; ash, 4.39. 

Calculate by Dulong’s e<iuation the heat value of (a) dr}' coal, (6) ('oal as fired. 

10 . The proximate analysis of New River West Virginia coal “as fired is: moisture, 
3.34; volatile matter, 21.25; fixed carbon, 73.18; ash, 2.23. Find from Fig. 81, page 
119, the heat value of the coal per fK)und of combustible. 

11 . Coals from various parts of the United States have heat values “as fired” and 
moisture contents as shown below. Calculate the heat values on: (a) dry, (b) com- 
bustible basis. 


l/OC«li< j' 

Moisture 

Ash 

Hoiit vjiliie “a.'J fired” B.t.u. 

Colorado 

18.68 

5.99 

10,143 

Illinois 

8.31 

10.49 

11,727 

Maryland 

3.42 

7.09 

14,162 

Missouri 

8.33 

19.36 

10.586 

Montana 

4.13 

30.86 

9,095 


12 . Give the physical charact-eri.stics of four common coals. 

13 . How is anthracite coal sized? Bituminous coal? 

14 . What is powdered coal and what advantages has it? What disadvantages? 

16 . Explain the cause of clinker. 

16 . What is the effect of the following in a coal: (a) ash, (b) moisture, (c) sulphur, 
{(1) oxygen. 




CHAPTER VTI 

' COMBUSTION, FLUE GAS ANALYSIS, BOILER LOSSES 

144. Foreword. — Cornhustion, or burning, is a process in which a sub- 
stance unites with oxygen, with the evolution of heat and often of light. 
At the instant of burning, the fuel must be in the gaseous form, to unite 
with the oxygen, which is generally supplied by the air. A rapid combus- 
tion, such as that which takes place in the cylinder of a gas engine, is called 
an explosion. An ilhistration of imperfect combustion is that of a smolder- 
ing fire in a peat bog. 

The burning, or oxidation, of a gaseous find is accomplished by mixing 
air or oxygon with it in t he proper proportions, and at t he right temperature. 
To burn a liquid fuel, suitable means must l)e j)rovided to vaporize or 
atomize it. The process of gasifying or atomizing a solid fuel and mixing 
it with air at the proper temf)crature, is attended with more difficulty, 
involving also a method of disposal of ash and waste. When in the 
powdered form, a solid fuel must be burned wliile suspended in the neces- 
sary air for combustion. 

Progress in the study of the combustion of fuels has been made largely 
through the development of instruments for indicating furnace conditions. 
By application of these instruments and attention to their indications, 
improved conditions of combustion have followed in many power plants, 
with a resulting increase in economy in the us(' of fuel. 

146. Requirements for Perfect Combustion. — There are three con- 
ditions necessary for perfect combustion; 

1. An ample supply of air. 

2. A thorough mixing of the air and gases. 

3. A sufficiently high temperature to maintain combustion. 

The successful solution of the problem of combustion is dependent upon the 
fulfilment of these requirements. 

146. Stages of Combustion of Solid Fuel. — - In the combustion of a 
solid fuel, three stages are usually recognized, namely: 

1. Heating the fuel to the temperature required for ignition, or kindling 

point. Table 15. 

2. Expelling the volatile gases, which are then burned. 

3. Burning the solid remainder to ash. 

These may be briefly stated as absorption, distillation and oxidation, 
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TABLE 15. — TEMPERATURES AT WHICH VARIOUS 
COMBUSTIBLES IGNITE* 


Name of Combustible 

'femp. 

Name uf (\)inbusliblo 

Temp. “F. 

Phosphorus 

150 

Fixed carbon, bituminous 


Sulphur 

470 

coal .... 

766 

Carbon monoxide, CO 

1210 

Fixed carbon, semi-bitu- 


HydroRen 

1130 

rainous 

870“ 

Methane, marsh gas, CH 4 . . 

1202 

Fixed carbon, anthracite. .*. 

025 

Ethylene, olefiant gas, Call, 

1022 

Carmel coal 

688 

Ethane, C^He 

1000 

Dried peal 

435 

Acetylene, C 2 H 2 

000 

liignile dust 

300 






* From Stromkyeu’s Marino Roilor Construction, ancl Cosokove’s Coal. 


The combustion of fuel on a grate may be explained by reference to Fig. 
85. Consider the fuel to be coal. When fresli coal is thrown on an incan- 
descent fuel bed, the moisture in the coal is driven off as sleam. The heat 
then distils off the hydrocarbon gases, which unite witli oxygini from the air 
admitted above the grate, and, under favorable conditions, arc completely 



burned. The fuel which remains consists of fixed carbon and ash. The 
carbon in the lower layers, where sufficient air is present below the grate, 
is bunied to carbon dioxide, CO 2 . As the carbon dioxide passes through 
the middle layer, where there is excess of carbon, it loses oxygen and be- 
comes carbon monoxide, C'O. This is called reduction, or loss of oxygen. 
Then the carbon monoxide, passing away over the find bed, should receive 
oxygen again from air admitted over the fire and be completely burned to 
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carbon dioxide. The zones in the fuel bed are the distillation, reduction, 
oxidation and ash zones, 

147. Combustible Constituents of Coal. — The combustible constitu- 
ents of coal may be gi-ouped as volatile combustible and fixed carbon. 

Volatile Combustible. The light hydrocarbon gases, called methanei 
or marsh gas, CH4, and ethylene, or olefiant gas, C2H4, existing in coal at 
ordinary temperatures, are first to pass off when the fuel is heated. The 
tarry hydro(!drbon substance remaining is then further decomposed, 
principally into marsh gas, olefiant gas, and carbon in the form of soot. 
Part of the sulphur in chemical combination is also volatilized and burns. 

Fixed Carbon. — The (!oke remaining after the volatile combustible has 
passed off consists of fixed carbon and ash. Th(i fixed carl)on is the princi- 
pal combustible of coal, and the steaming value of bituminous and semi- 
bituminous coals incr(‘as('s, up to a certain point, with the percentage of 
•fixed carbon tlu'y contain. 

148. Incombustible Constituents of Coal. — The incombustible con- 
stituents of the coal are the ash, consisting principally of silicon, aluminum, 
calcium, iron, and magnesium, together with small amounts of oxygen and 
nitrogen. The oxygtm is regardc'd as being in chemical coml)ination with 
one-eighth its weight of hydrogen, the remainder of the hydrogen being 
available foi* the production of heat. The nitrogen, in passing away with 
the gases, instead of adding heat value, takes away the heat required to 
raise its temperature to that of the waste gases. Part of the sulphur re- 
mains in combination in t he ash. 

149. Fundamentals of the Chemistry of Combustion. — A knowledge 
of the chemical changes resuKing from the union of oxygen with carbon, 
hydrogen and sulphur is (\ssential to an ade(}uate presentation of the sub- 
jc(;t of combustion. 

All substances ai-e composed of atoms, which are minute particles of 
chemical elements, arranged in groups called molecules. The elements are 
represented, for convenience, by symbols; thus, the symbols, C, H, N, 0 , 
S, represent one atom each of carbon, hydrogen, nit rogen, oxygen and 
sulphur. These elements, together with iron (Fe), «ihcon (Si), calcium (Ca), 
aluminum (Al), and magnesium (Mg), are the principal constituents of 
coal. 

Molecules of the simple gases, such as hydrogen, oxygen, and nitrogen, 
have 2 atoms each and are represented by the symbols, H2, O^, and N2, 
recpectively. The atoms of carbon, sulphur, and iron are found in com- 
bination with other elements and have no separate molecular symbol given 
to them. 

When substances unite chemically to form a new combination, they unite 
in definite proportions by weight, new molecules being formed by a re-dis- 
tribution of the atoms. 
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The molecular weights of the sul)stances formed are the sum of the atomic 
weights. The atoniic weights are purely relative and were arbitrarily 
established. Hydrogen, iis tlui lightest known substance, was given the 
atomic weight of 1 and the weights of the other elements were fixed in 
relation to it. Carbon, which is 12 times as heavy as hydrogen, was given 
an atomic* weight of 12, and oxygen, being 16 times as heavy, was given the 
atomic weight of 16. Later determinations have shown that oxygen is* less 
than 16 times as heavy as hydrogen, and as a result, hydidgen has been 
given an exact atomic weight of 1.008. Oxygen, with an atomic weight of 
exactly 16, is now used as the basis of all atomic weights. 

The atomic and molecular weights of substances entering into combustion 
are given in Table 16. 


TABLE IG. — ATOMIC AND MOLECULAR WEIGHTS OF 
SUBSTANCES ENTERING INTO COMBUSTION 


Substance 

Atomic 

Symbol 

Atomic 

VVeijjht 

Molecular 

Symbol 

Molecular 

Weight 

Hydrogen 

11 

1 

II2 

2 

Carbon 

c 

12 



Oxygen 

0 

16 

O2 

2 X 16 = 32 

Nitrogen 

N 

14 

N2 

2 X 14 = ^ 

Sulphur 

S 

32 



Iron 

Fe 

66 

__ 


Carbon monoxide 

— 


CO 

12 + 16 = 28 

Carbon dioxide 

— 


C02 

12 + 32 = 44 

Methane, or marsh gas 

— 

— 

CIl 4 

12 -j- 4 = 16 

Ethylene, or olefiant gas, . . 

— 

— 

C 21 L 

24 4 = 28 

Ga.seous water, or .steam. . . 



H20 

2 4- 16 = 18 


160. Chemical Reactions. — The chemical union of substances may be 
expressed by an equation, or reaction, as it is called. Thus, if two mole- 
cules of hydrogen unite with one molecule of oxygen, forming water vapor, 
the equation may be written in the atomic form as: 

2H + () = H20 (38) 

; or using the molecular form, for reasons to be explained, and writing the 
molecular weights below each molecule, 

2H2 + O2 = 2 H2O ( 39 ) 

4 + 32 = 36, or 1 + 8 = 9 

From Equation (39) the following information regarding the weight and 
volume of the substances entering into the reaction may be obtained: 

1. Weight. — It is evident from these figures that 4 parts by weight of 
hydrogen unite with 32 parts by weight of oxygen, or 1 pound of hydrogen 
unites with 8 pounds of oxygen to form 9 pounds of water vapor. 

2. Volume. — By Avogadro’s Law, the number of molecules present in 
a given volume, at the same pressure and temperature, is approximately 
the same for all gases. 
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Since in K(mat ion (39) there are t\vi(;e as many molecules of hydrogen as 
of oxyg(m, the volume n^quired to contain the hydrogen is twice as large 
as the volume containing the; oxygen. The volume of the water vapor 
must also be twice as large as the volume of oxygen. 

Thus, equations written in the molecular form show directly, hy the coejjli’^ 
dents, the volumes entering into the reaction. 

Ififl. Weigljt of Air Theoretically Required for Combustion per Pound 
of Coal. — The proportion of carbon, liydrogen, and sulphur present in the; 
coal is obtain(;d from the ultimate; analysis, anel the» weight of air rcepiiied 
to burn each is obtained as follows: 

1. Weight of air per pound of carbon for complete combustion: The reac- 


tion equation is 





1 atom 


1 molecule 


1 molecule 

carbon 


oxygen 


carbon dioxide 

c 

4- 

02 

= 

CO 2 . . . 

12 

-f 

32 

= 

44 

1 

+ 

2§ 

= 

3i 


On a basis of weight, the above equation shows that, 1 pounel of carbe)n 
cond)ines with 2| [)ounds e)f e)xygen to form 31 i)ounds of carbon elioxide, 
and on a basis of volume, that enirbem burned with one volume of oxygen 
pre)duces one; volume of carbon elioxide. Theredore, the; volume' of gas, 
before and aften* the reaction, is the same, i)re)vided the volume is measureel 
at the same presssure anel tempe‘ralure in e‘ach case. 

The eepiation alse) she)ws that 1 ix)und of caibon reepiires 21 pounds ejf 
oxygen for compleie exmibustion; and therefore, since air is 23 per cent 
oxygem by weight, the weight of air i’e(}uired per i)ounel of carl)on burned 
expials 2.067 -r 0.23 = 11.57 pounels. 

The heat liberated is 14,000 B.t.u. per pounel of carl)on burned to carbon 
dioxiele. 

la. Weight of air per pound of carbon for incomplete combustion: The 
oxygen being insufficient, there is an exe;ess of cai’bon, and the reaction 
that occurs is 


2 atoms 


1 molecule 


2 molecules j 

carbon 


oxygen 


carboii monoxide 

2C 

+ 

(h 

= 

2 CO . . . . 

24 

+ 

32 

= 

50 

1 

+ 

n 


25 


Equation (41) shows that IJ pounds of oxygen are required to burn 1 
pound of carbon to carbon monoxiele; therefore, the weight of air required 
pe^r pounel of carbon = 1 5 -j- 0.23 = 5.70 pounds. 

The heat liberated is 4380 B.t.u. per pe)unel e)f carbon burned to carbon 
monoxide; consequently, the le)ss resulting from incomplete combustion 
= 14,600 — 4380 = 10,220 B.t.u. per pound of caibon burned to carbon 
monoxide. 
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2 . Wei(jhl. of air per pound of hydrotjen : Arliclo 150 shows that 1 pound 

of liyrhoKrn unitrs will) 8 pounds of oxygen (o form water, and therefore 
re(]uires 8 0.23 = 34.8 pounds of air per pound of hydrogen. 

Ihe lieat liljerated per pound of hydrogen, when burned to water, equals 
62,000 B.t.u. 

3. ]/iyiyU of air per pound of xulphur: Tlie combustion of sulphur occurs 
according to tlie following equation 


1 atom 
fiulphur 

s 

32 

1 


1 molecule 
oxi/gen 

+ (>2 

-f 32 

+ 1 


1 molecule 
.sulphur dioxide 

S ()2 . . . (42) 
64 
2 


This equation shows that the weight of air required, per pound of sulphur 
burned to sulphur dioxi(l(' = 1 -f- 0.23 = 4.35 pounds. 

The heat evolved is 4000 B.t.u. per pound of sulphur burned to sulphur 
dioxide. 

The sum of items 1 , 2, and 3 gives the following equation for the weight 
of air per pound of coal: 

Weight of air per pound of coal, lb. = 11.6 C + 34.8 (H - + 4 35 ^ ( 43 ) 

in which C, II, 0 , and S arc the weifijhts of carbon, hydrogen, oxygen, and 
sulphur per pound of coal, as shown by the ultiniatc analysis. As noted 

elsewhere, the available ’’ hydrogen, H - is less than the amount of 

hydrogen as shown by the analysis, on account of the appropriation by the 
oxygen of one-eighth its weight of hydrogen. 

If combustion is incomplete, the air reejuired for the proportion of the 
carbon burned to carbon monoxide must be mult ipliod by the weight of air 
required for incomplete combustion of carbon, as giv(m by Equation (41), 
and the result added to Equation ( 43 ). 


^ Example 19. — ^riio iiltiinato analysi.s of the coal “as fired,” from the test given in 
Example 20 and expre.s.sed in per cent, is: carbon, S;3.6S; hydrogen, 4.70; oxygen, 
4.25; nitrogen, 1.61; sulphur, 0.73. Find the theoretical weight of air per pound of 
coal “as fired.” 


Solution. — Substituting the values given alxjve in Equation (43). 

Weight of air per pound of coal =11.6 C + 34.S (II - - ) 4.3r, S 

8 

= 11.0 X .8;i68 + 34.8 f.047 - + 4.35 X .0073 

= 11.191b. 

The weights and volumes of air and oxygen required to burn the common 
combustibles, together with the weights and volumes of the resulting 
products, are tabulated in Table 17 
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TABLE 17. - WEIGHT AND VOl.UME Ol-' O.WGliN AND AIR RLXiUIlfi;]) 
FOR COMBUSTION. 


At 32^* and 29.02 in. tticTcnry 






WeiKlit 1 

re(|uircd 

Weight of result- 

[ 





per LI). 

of Col- 

ants per Lb. of ( ol- 

1 Heat 

bustible or 
Oxidizable 
SubHkance 

Chemical 

Reaction 

Product of 

umn 1 1 

umn 1 

N'alue 
per Lb. 

Symbol 

Equation 

CombuBfion 





of Col- 

Column 1 

• 



tixynen 

.'\ir = 
4.32X0 

Nitrogen 
= 332 XO 

Caseous 

Croduct 

umn 1 
ILt.u. 






l.b. 

Lb. 

Lb. 


Carbon 

C 

C -}- 2 0 = COj 

Carbon dioxide 

2 mi 

11 52 

8.85 

12., 52 

14,000 

Carlxui 

Carbon- 

C 

C 4- () = CO 

Carbon monoxide 

1.333 

5.70 

4.43 

6.7(5 

4,380 

monoxide 

CO 

CO + 0 = C()2 

Carbon dioxide 

0..')71 

2 47 

l.‘)0 

3.47 

10,1.50 

Hydrogen 

11 

2 n + 0 = H 2 O 

Water 

8 

34.56 

20.56 

35,50 

02.000 

Metiiune 

cm 1 

cm + 40 = 
C-Oj + 2 lI'jO 

Carbon dioxide 
and water 

4 I 

17.28 

13.28 

18,28 

23,550 

Ethylene 

C2m| 

c^m + 3 02 = 
2C()2 + 2mO 

Carbon dioxide 
and water 

3.43 ! 

14 81 

11.38 

15,81 

1,.5!)1 

Sulphur 

s 

S + 2 0 = SOi 

Sulphur dioxide 

1 

3.32 

3.32 

5,32 

4,050 


TABLE 17. {Vonlinmd) 


Com- 
bustible or 
Oxidizable 
Substance 
Column 1 

Volumes 
of Col- 
umn 1 
entering 
oom- 
biiiation 

Volumes of 
Oxytfien Com- 
bining with 
previous column 


Volume re- 
quired per LI.), 
of Column 1 

Volume of Re.sullant.8 
per Lb. of Column 1 

Volumes of 
Product Formeil 

0.xygen 
Cu. Ft. 

Air 

Cu. Ft. 

Products 
of Com- 
bu.'ttion 
Cu. Ft. 

Nitrogen 
= 3.782 X 
OCu.Ft. 

Cas » 
sum of 
two pre- 
vious 
Col urn ns 
Cu. Ft. 

Carbon 

IC 

2 

2 CO 2 

29.89 

143,10 

29.89 

112.98 

142,87 

Carbon 

1C 

1 

2 CO 

14,95 

71.55 

29.89 

56,49 

8(5.38 

Carbon- 

monoxide 

2 CO 

1 

2 CO 2 

6.40 

.30 02 

12.80 

24,20 

37.00 

Hydrogen 

2 H 

1 

2 IhO 

89.(50 

420.07 

179.32 

339.09 

518.41 

Methane 

1 cm 

4 

1 CO 2 , 2 II 2 O 

44 83 

201 97 

67 34 

169.55 

23(5,89 

Ethylene 

1 C 2 H 4 

3 

2 Ctb, 2 n- t) 

38 .SO 

181 31 

42 84 

145.81 

187,65 

Sulphur 

1 

2 

2 SOi 

11 J1 

53 . 7 1 

11,21 

42 39 

53.60 


152. Actual Weight of Air Required per Pound of Coal. The weight 
of air which should be actually supplied to lh(* fuel di'pends upon the 
method of supplying the air, the method of firing th(‘ fuel, and the furnace 
conditions. If the fuel is fired continuously, the aii’ introduced at suitable 
places, and the opportunity afforded for mixing wifh the gases at a suffi- 
ciently high temperature before cooling against boiler suifaees occurs, 30 
to 40 per cent of air in excess of that theondieally reipiired is sufficient. 
In general, 50 to 100 per cent excess is required, with the figures runnmg to 200 
per cent excess under poor furnace, conditions. The volume of air correspond- 
ing to its weight is depc'ndcmt upon its temperature anti pressure, as shown 
by Table 3, page 80, which covers the rangi' of ternpt'ratures at normal 
atmospheric pressure. For other t(*mp(‘ratures the volurnt's may be 
i tilculated by the method explained undtu’ Art. 71, page 82. 
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163* Flue Gases. — The products of coinbustion that pass away, 
through the flue or uptake counections, to the sta(*k, are called flue gases. 
The composition of the flue gas depends on the material burned and the 
completeness of the combustion. Flue (jns from burning coal ordinarily 
cotUain.s carbon dioxide^ carbon monoxide, nitrogen, oxygen, unburned hydro- 
carbons, carbon in suspension as smoke and ash dust, a small percentage of 
superheated steam, and some sulphur dioxide. When combustion takes 
f)lace under the most favorable conditions, tlu're should be no carbon 
monoxide, unbuined carbon, or hydrocarbons in the Hue gas. Sulphur 
dioxide has a corrosive eftect on the steel .walls of the smoke flues in the 
presence of moisture resulting from cond(‘nsation of steam. 

164. Flue-gas Analysis. — This analysis generally determines the propor- 
tion by volume of the carbon dioxide, carbon monoxide, and oxygen present 
in the products of combustion. The method of making the analysis is to 
pass a small sample volume of the gases, usually 100 cubic centimeters 
(c.c.), through a series of receptacles in each of which a chemical reagent 
absorbs one of the principal constituents of the chimney gas. A typical 
analysis, taken from the gases passing the smoke box in a return-tubular 
boiler, gave 12.0 per cent CO 2 , 5.7 per cent () 2 , 0.0 per cent CO and, by dif- 
ference, 81.7 per cent N 2 . An additional test is sometimes nuuh' for un- 
burned hydrocarbons, by passing that part, of the sam[)le remaining after 
removal of the CO 2 , O 2 , and CO into a tube into which oxygen is introduced. 
The reduction in volume resulting from ignition of the mixture shows the 
proportion of hydrogen or hydrocarbons present. 

The analysis indicates the conditions under which combustion is taking 
place, and makes it possible to calculate the amount and distribution of the 
losses. Analyses are made for the following purposes: 

1. To determine the best method of firing and handling the fire for the 

coal in use, with regard to coking, spreading, and leveling to prevent 

holes in the fuel bed. 

2. To establish the best, draft, considering thickness of fire and rate of 

combustion. 

3. To discover' air leaks in the setting. 

4. To find amount of additional air required for complete combustion. 

5. To obtain infoi ination bearing upon the proper design and construc- 

tion of the furnace. 

166. Sampling of Flue Gas. — Since the sample of gas drawn out for 
analysis should represent all the gas passing t he point at which the sampling 
device is located, it is difficult to obtain a proper sample. A sampling tube, 
consisting of a pipe having a closed end and a series of perforations arranged 
in a lengthwise row, is sometimes used, in the passes of boilers and at various 
points along the gas stream, to collect the sample. The objections to this 
form of tube are that the holes may be filled by soot, and that those nearest 
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the suction end will furnish most gas. Besides, the velocity of the gas 
stream varies across its section, making it more difficult to obtain a true 
sample. These objections may be overcome to some extent by graduating 
the size of the holes. 

The Power Test Committee of the A. 8. M. E. recommends that: the 
sample should be drawn from the region near the center of the main body 
of the cscaping,gascs, using a sampling pipe not larger than J-inch gas pipe. 
The pipe should contain perforations extending th(^ whole length of the 
part immersed and pointing toward the current of gas; the collective area 
of t]i(?. perforations being less than th(‘ area of the pipe.” The Bureau of 
Mines recommends a water-cooled tube or quartz tube, as preferable to 
a met al tube, to overcome any eff(‘ct of the hot tube on the gas. An open- 
end tube located in the center of the gas stream gives results accurate 
within 0.5 per cent of the average composition, if the setting is faii-ly tight. 

166. Location of Sampling Tube. The? location of the tu})e depends 
upon the information sought. If it is (iesir<‘(l to find the conditions in the 
combustion s{)a.ce above tlie fuel bed, as foi* ('xample in a B. and W. type? 
boiler, the sampling pipe may l)e introduced from the side clean-out doors, 
Ix'twcen the tubes of the first, pass. Caro must be tak('n to prevent an 
excess of air (mteihig around the sampling tube;. The usual location of the 
tid)e is near the boiler damper On the furnace side, cohere the effects of leakage 
of air into the setting will be shown. 

167. Collection of the Sample. — The flu(‘ gas is drawn and collected 
over water, by means of a water aspirator or some form of displacement 
apparatus. The watc'r should b(‘ saturated with gas, to prevent al)sorption 
of (JO-i (luring the analysis. A brine solution absorbs CO^ less readily 
than water, and may b(‘ used when it is n(*e(‘ssary for the sample to stand 
for s(?veral hours before analysis. The gas should be analyzc'd immediately 
after being drawn, for Ix'st results. Conditions may change* rapidly during 
combustion, and for this I'eason snap sampl(‘s sliould be taken at short 
intervals. A continuous sample is lu'cessaty, in ordfw to obtain an average 
that is of value. 

168. Gas Analysis Apparatus. — Thei-c* are two principal type's of appa- 
latiis used in powei- plants for analyzing gase's, the* hand, or portable ty|X‘, 
and the? autojuat iorecording, stationary typi*. The? Orsat is the most 
widely used hand appai’atiis. A description of this instrument, as given 
by the Bureau of Mines, follows: 

“ The ('ssential parts of the apparatus, Fig. 80, are a lOO-c.e. measuring 
bur(?tte graduated in 100 units with each unit sub-divided into fifths, four 
absorption pipettes, a leveling bottle, and a connection header; all of glass. 
The measuring burette is usually enclosed in a wat(?r jacket, which prevents 
sudden temperature changes while* the analysis is being made. The 
pipettes are U-shaped glass vessels, and contain solutions for absorbing the 
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gas constituents. The first contains caustic potash solution for obsorhing 
the carbon dioxide. The second contains an alkaline solution of pyrogallic 
acid for absorbing oxygen, while the third and fourth contain an ammoniacal 
solution of cuprous chloride for absorbing the carbon monoxide. The side of 
the piixjtte in which the absorption is to take place is filled with small glass 

tubes, which increases the surface of 
Ikpiid in contact with ,the gas. The 
pyrogallic acid solution and the cup- 
rous chloride solution absorb oxygen 
readily,' and air must be kept from com- 
ing in contact with them. A rubber- 
bag is placed on the rear side of both 
these pipettes or a water-seal, consist- 
ing of a fourth pipette, is used. The 
gas is drawn into the burette and 
forced out of it by means of a leveling 
bottle attached to the lower end of 
the burette by a 3-foot rubber tube. 
The leveling bottle also permits regu- 
lation of the pressure on the gas. The 
header connecjiing the burette and the 
pipette is made of J-inch glass tubing. 
Each outk't is sometimes fitted with a 
ground-glass cock, but such cocks re- 
quire constant attention to prevent 
them from sticking and leaking. 

Fig. 86. — Orsat Apparatus. Pinch-cocks on the rubber tubing arc 

equally sat isfactory.” 

The preparation of the solutions should be undertaken only by one who 
has the required knowledge. The solution for determination of CO 2 can 
be used for about 150 determinations. 

Manipulation. — The manipulation of the apparatus may be briefly 
described as follows: 

1. The apparatus is attached to the bottle containing the sample, and 
102 c.c. of sample gas is drawn into the mejisuring buret te by lowering the 
leveling bottle. The gas should be drawn through a gas filter placed in the 
tul^e furnishing the gas sample, in order to freedhe gas of mechanical 
impurities, such as carbon dust. The filter may consist of a glass tube, 
larger at the center than at the ends and loosely filled with mineral wool or, 
in some cases, with clean cotton waste. 

2. The level of tdie water in the bottle is raised to a position opposite the 
100 c.c. mark on the burette, and the three-way cock opened to the air to 
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relieve pressure on the gas. All readings of the burette are taken with the 
levels of water in bottle and burette at same height. 

3. The cock to the first pipette whore CO2 is absorbed is opened and the 
water bottle raised, transferring the gas to the pipette. The gas is allowed 
to remain in the pipette several minutes and t he solution is worked up and 
down, using the leveling bottle to assist the action. The gas is then trans- 
ferred, by lowering the water bottle back to the burette for measurement, 
after which the gas is again transferred to the pipette and the process repeat- 
ed until a constant reading is obtained for the CO2. The same method is 
then used with the second and third pipettes. The diffenmee in the read- 
ings of the burette at the start and finish, for ea(;h gas, gives th(^ volume of 
gas absorbed. The process must be carried out in the order given; other- 
wise, the results will be incorrect. 

The water and the solutions should not mix; to prevent this the move- 
ment of the leveling bottle should be stopp(.Hl when (‘ither the water or the 
solution reaches the mark on the tube attached to the pipette. 

("are must be taken, when transferring th(^ sampkj to the apparatus, to 
fill the ends of the tubes connecting the Orsat and the samplocontaincr 
with water, to prevent entrance of air. 

169. Automatic Flue-gas Record- 
ers. — These recorders determine only 
(X)2. In the interaiittent recorder, 
which is essentially an aiitomatic Orsat 
instrument, the operating power is ol)- 
tained from water, piped to th(‘ d(*vicc. 

The too c.c. sample is drawn from the 
pipe leading from the boiler, and trans- 
ferred to a rec(uver containing th(^ solu- 
tion for absorbing CO2. The gas sam- 
ple passes through the solution to the 
space below a gas bell that is free to 
rise and fall. The volume of gas re- 
maining after the absorption of the CO2 
determines the position of the bell, and 
a pen attached marks the position cor- 
responding to the per cent of COj on a 
clock-driven chart. The machine is 
arranged to analyze 6 or 7 samples per 
hour. 

The Uehling Composimeter is an example of the continuous typx^ of 
meter. The principle of this meter may be explained by leftnencc to Fig. 
87 . It consists of a filter, two orifices, A and /I, an absorption chamber, 
and a steam aspirator. Gas is constantly drawn from the sample pipe 



Fig. 87. — Principln of the Uehling 
Gas Coinposirnetcr. 
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through the orifices, by the steam aspirator. The absorption cf carbon 
dioxide in the al)Sorption chaml)cr reduces the volume of gas passing the 
second orifice, and increases the vacuum between the two orifices in propPr- 
tion to the volume absorbed. A water column indicates the amount of 
vacuum and is generally graduated in per cent of CO 2 . Suitable pipe con- 
nections are provided for recording instruments placed at a distance from 
the boiler room. 

160. Deductions from the Gas Analysis. — For an intelligent judgment 
i-egarding the conditions of combustion, the readings of CO 2 , O 2 and CO 
must be considered together. 

Carbon dioxide, CO 2 . — If the fuel were all carbon, perfect combustion 
would result in 20.9 per cent C() 2 , since the volume of (X )2 formed is the 
same as the volume of oxygen used, as shown in Art. 151. This per cent is 
reduced, however, on account of the hydrogen in the fuel, because the 
nitrogen contained in the air used for burning th(‘ hydrogen remains in the 
flue gas and dilutes it. A further reduction occurs if hydrocarbon gas 
esca}3es without being burned, since it is accounted for as nitrogen by dif- 
ference, if not separately determined. The net result is that the sum of CO 2 
0, and CO often equals 18 or 19 per cent. 

It is generally considered that 4 to 0 per cent CX )2 is very low, 10 to 12 
per cent good, and above 12 per cent excellent. Low (X )2 is usually caused 
by a large excess of air, as shown by the curve. Fig. 88. It may be caused 
by an insufficient air supply, in which case the ( X) content is high, and the 
flue gas approaches a fuel gas in (piality. Even with more than sufficient 
oxygen present, some (.X) may escape, if mixture with the gases does not 
occur at a suital.de temperature for combustion before the gas(»s arc cooled 
by the heating surfaces. High (Xlo, 12 to 15 per cent, is often accompanied 
by some loss duo to the formation of CO. An analysis showing 0.1 to 0.2 
per cent CO, with 12 to 13 per cent (X) 2 , indicates an excellent efficiency. 

The maximum to which CO 2 can attain without formation of CO is 
dependent upon furnace conditions. Tests l)y the Bureau of Mines show 
the presence of (X) with 8 to 10 per cent (X) 2 . “J. W. Hays* does not 

consider that there is danger from (X3 until about 15 per cent (X )2 is 
reached.” Tests have shown, however, 0.40 to 1.0 per cent CO for 13.8 to 
15.6 per cent CO 2 , under unusually good conditions. If the draft is pro- 
portional to the thickness of the fuel bed, high values of CO 2 can be pro- 
duced, whether the rate of combustion, pounds per square foot of grate 
surface per hour, is high or low. 

For perfect combustion, t he reaction equation shows that the volume of 
carbon dioxide resulting from the combustion of carbon is the same as the 
volume of oxygen us(‘d. The CO 2 per pound of carbon burned should then 
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be in the same proportion to the rc'sulting flue gas as the oxygen is to the 
air supplied; that is, 20.80 })cr cent. 

If 50 par cent excess air is supplied, then the 1.5 volumes of gas resulting 

contain 0.209 volumes COo, fi’om which = 0.139 or 13.9 per cent is 

1.5 

CO 2 . If 100 per cent excess i\\r is sup|)li(‘(i, the COg in the hue gas is 
^ ^ ^ j Q = 0.4045 or 10.45 per cent. 

The curve. Fig. 88, shows the values of C ()2 for corn'sponding value's of 
excess air by volume, with carbon as fuel and perfect combustion. 



Per Cent Deficiency Per Cent Excess 


Fig. S<S. -- I'ifTect of Air Supply 011 (X) and CO. in tlie Fluo Ciis. 

T'he cxccN.s (liv required (0 ensure conilnislion under good conditions is from 
25 to 40 per cent. Forty per cent exaiss air corresponds theoretically to a ealue 
of \ A. \) per cent CO > 2 . 

Carbon monoxide, CO. — In general, the presence of carbon monoxide 
in fliK^ gases indicates imperfect condit ions lor combustion. As A. BkmKiVT 
points out, this is a danger signal, not so much bi'cause of tin' loss it repre- 
sents (never over I per cent of the h(*at value of th(' lui'l) as because it 
is usually accompanied liy th(' loss of unconsumed liydrogi'ii anti hytlio- 
carbons. 

The formation of carbon monoxide is due to: 

1. Improper methods of firing. 

2. Deficit'ut air supply. 

3. Improper mixing of the combu.stilile gases with the air. 

4. Low temperature of furnace, allowing gases to bo cooled below igni- 

tion temperature. 

5. Furnace not adapted to fuel to be burnt'd, or irsi^insibh', on account 

of poor design, for (3) and (4). 

Oxygen, Oo. — A high pt'rcentage of Do shows direidly that a considerable 
gain in efficiency can be made by, (1) covering holes in the fire bed, (2) 
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stopping the entrance of air through the setting, or (3) adjusting the draft 
to the thickness of the fuel bed. 

161. Combustion Indicators. — ('oinbustion indicators, consisting of a 
special combination of draft gages, show, by variation from a reading that 
has been established for standard conditions, the necessity for attention to 
the fires. The Blonck boiler-efiiciency meter, Fig. 89, is typical. It 

consists of two draft 
gagea, one connected 
between the ashpit 
and furnace y and the 
other between the fur- 
nace and the boiler 
side of the damper, in 
the breeching, llie 
lower gage contains 
red oil and shows the 
drop in pressure 
through the fuel bed; 
the uppeu’ gage con- 
tains blue oil and 
shows the drop in 
pressure between the furnace and damper. Sliding pointers mark the 
correct position of the fluid in the draft gages, and the movements of the 
fluid, to right or left from this position, give the firemen the information 
necessary for controlling the depth of fuel bed, air supply, and rate of 
combustion. 

162. Weight of Air Supplied per Pound of Coal. — In most cases, the 
air supplied to burn th(j coal cannot be measured directly; but the amount 
of air can be calculated quite accurately, by means of an analysis of a repre- 
sentative sample of the flue gas, together with the proportion of carbon 
burned per pound of coal, as obtained by using the ultimate analyses of the 
coal and ash. 

The calculation by this method is based upon the weight of nitrog('n, as 
given by the flue-gas analysis. This nitrogen (;omes mostly from the air, 
while a small amount is supplied by the coal. The nitrogen per pound of 
coal is determined from the flue-gas analysis, and the nitrogen from the coal 
is subtracted to give the nitrogen supplied by the air per pound of coal. This 
result, divided by the proportion of nitrogen by weight in the air, will give 
the weight of air per pound of coal. The method of making the calculation 
follows: 

The percentages by weight of carbon, hydrogen, oxygen and nitrogen, as 
shown by the ultimate analysis of the coal, are represented by their respec- 
tive chemical symbols C, H, O and N. 
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The percentage by volume of the constituents of the flue gas, as shown 
by the flue-gas analysis, arc represented by their respective chemical 
syhibols CO 2 , CO, O 2 and N 2 . 


1. Weight of carbon burned 

per pound of coal fired, lb, = 


'[oial carbon burned, lb. 
Total coal fired, lb. 


Using symbols this may be written 


in which 



WC - WaCa 
W 


. (44) 


Wc = weight of carbon burned per pound of coal fired, lb. 

W = weight of coal fired, lb. 

Wa ~ weight, of ash, lb. 

C = proportional weight of carbon per pound of coal by ultimate 
analysis. 

Ca = proportional weight of carbon per pound of ash by ultimate 
analysis. 


2. Weight of nitrogen 

per pound of carbon, Ib. 


28 N 2 

12 ((X)2 -hCO) 


(45) 


in whi(!h 28 N 2 = relative weight of nit rog(*n in the flue gas. 

12 (C ()2 -f CO) = relative weight of caiLon in the flue gas. 

3. Total weight of nitrogen, Wn, per pound of coal fired in found by co?n- 
bining Ecpiation (44) and (45), thus giving 


. WC-WaCa[ 28 N 2 1 
W Li2 (CO 2 + CO)_ 


(40) 


The net weight of nitrogen supplied l)y the air ])er pound of coal burru'd 
equals Wn minus the weight of nitrogen in the coal, which is small and is 
usually neglected. 

4. Weight of dry air, Af, supplied per pound of coni fired is found by divid- 
ing Equation (40) by t he proportional w(*ig}it of nitiogen in the air, that 
. 77 

1 = r_ N2 1 

0.77 IE [i2((X)2 + CO)J ^ ' 

If it is desired to find the weight of air supplied per tK)und of coal fired, 
uncorrected for loss through the grates, the factor IFaCa drops from Equation 
(47), which can then be simplified to give the following equation; 

il, = 3.03c[^^Oj + co] 


(48) 
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stopping the entrance of air through the setting, or (3) adjusting the draft 
to the thickness of the fuel bed. 

161. Combustion Indicators. — ('oinbustion indicators, consisting of a 
special combination of draft gages, show, by variation from a reading that 
has been established for standard conditions, the necessity for attention to 
the fires. The Blonck boiler-efiiciency meter, Fig. 89, is typical. It 

consists of two draft 
gagea, one connected 
between the ashpit 
and furnace y and the 
other between the fur- 
nace and the boiler 
side of the damper, in 
the breeching, llie 
lower gage contains 
red oil and shows the 
drop in pressure 
through the fuel bed; 
the uppeu’ gage con- 
tains blue oil and 
shows the drop in 
pressure between the furnace and damper. Sliding pointers mark the 
correct position of the fluid in the draft gages, and the movements of the 
fluid, to right or left from this position, give the firemen the information 
necessary for controlling the depth of fuel bed, air supply, and rate of 
combustion. 

162. Weight of Air Supplied per Pound of Coal. — In most cases, the 
air supplied to burn th(j coal cannot be measured directly; but the amount 
of air can be calculated quite accurately, by means of an analysis of a repre- 
sentative sample of the flue gas, together with the proportion of carbon 
burned per pound of coal, as obtained by using the ultimate analyses of the 
coal and ash. 

The calculation by this method is based upon the weight of nitrog('n, as 
given by the flue-gas analysis. This nitrogen (;omes mostly from the air, 
while a small amount is supplied by the coal. The nitrogen per pound of 
coal is determined from the flue-gas analysis, and the nitrogen from the coal 
is subtracted to give the nitrogen supplied by the air per pound of coal. This 
result, divided by the proportion of nitrogen by weight in the air, will give 
the weight of air per pound of coal. The method of making the calculation 
follows: 

The percentages by weight of carbon, hydrogen, oxygen and nitrogen, as 
shown by the ultimate analysis of the coal, are represented by their respec- 
tive chemical symbols C, H, O and N. 
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Since the nitrogen in the flue-gas analysis is found by difference, No = 
100 — C ()2 — CO — O 2 . Substituting this value of Nv in Equation (40) 
and redu(4ng, t here results. 


Weight of dry chimney gas per pound carbon, Ih. = 


4(X)2 + O2-f700 
3 (CO 2 + CO) 


(50) 


The weight of dry cliimney gas per pound of coal tired is obtaiiKuI by 
inulfiplying Equations (44) and (50) together, thus giving 


Wd 


WC - WaCg l 4 CO 2 + O 2 + 700 
W I 3((U2 4-C0) 


(51) 


in which Wj = t he weight of dry chimney gas |)er pound of coal fired. 

164. Total Weight of Gas per Pound of Coal. — This iiu4udes the weight 
of steam formed by combustion of hydrogen (OH - 100), the weight of 
moisture shown directly by the analysis, and th(‘ weight of dry gas per 
pound of coal. 


Example 21. — Using the data from Example 20, page 146, find: (a) TIjc weight of 
dry chimney gases per pound of coal burned, (6) the total weight of gas per pound of 
coal. 

Solution. — (a) The weight of dry chimney gases per pound of coal fired 
_ WC - WaCa n CO 2 + O 2 + 7001 
W L 3(CO.H-CO) J 

_ 10,970 X 0.8368 - 670 X 0.168 p X 14.3 + 3.0 + 700"] 

10,970 “ L 3(i 1.3 + 0.80) J 

= 13.86 lb. 


(6) The totjd weight of gjis per fwund of coal 

= Weight of steam + dry gas per pound of coal + moisture 
= 9 X 0.017 + 13.86 + 0.022 = 1 1.3 lb. 

166. Excess Air. — T'hc W(ught of excess air equals the difference 
between the weight of air shown by caleulation from data of the ultimate 
analysis. Equation (43), and the weight found from the flue-gas analysis, 
Equation (48). 

The excess air supplied is sometimes calculated l)y the use of the follow- 
ing formula: 

Per cent excess air = - 1 1 X 100 . . (52) 

LN 2 - 3./82 O 2 J 

The values of N 2 and O 2 are taken from I he gas analysis. This formula 
assumes that the oxygen tJresenl. is in excess of that theoretically required, 
a condition that may not exist in reality. 

Example 22. — Using the results of Examples 19 and 20 find the amount of excess air. 

Solution. — From Example 19, the theoretical weight of air is 11.19 lb. 

Actual weight of air, as cahailated in Example 20, is 13.75 lb. 

The weight of excess air - (13.75 ~ 11.19) = 2.56 lb. 
o rift 

Per cent excess air X 100 = 22.9. 
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166 . Air Infiltration. — Spocijil a1 tent ion should he direct ed to th(? losses 
incurretl by infill ration of air, in excess of that recjuii’CHl for combustion. 
This air, passing throuj^h holes in the fiud bed and t hrough holes or cracks 
in the furnace or boiler set ting, carries away with it a larg(i amount of heat, 
and reduces the overall efficiency of the boiler plant. This condition is 
revealed by the gas analysis, by the increase in the volume of oxygen, and 
the decrease in the volume of COo. The Bukeau of Mines gives the fol- 
lowing example: 

CO 2 Go CO 

Bear of combustion chamber Av. 14.5 3.3 0 

Base of stack Av. 10.7 8.1 0 

167 . Boiler Losses. — The heat losses which occur in the operation of 
boiler plants are included under the following headings: 

1. Heat carried away in the dry chimney gases. 

2. Evaporation of moisture fiormed by burning the hydrogen. 

3. Evaporation of moisture in the fuel and air used. 

4. Incomplete combustion of the fuel. 

5. Unconsumed carbon in the ash. 

6. Heating of moisture in the air. 

7 . Radiation and all other losses. 

1. Heat carried away in the dry chimney Cfasef^. — The loss of heat in the 
chimney gases is usually the largest loss, amounting to 10 or 12 per cent of 
the heat generated by the boiler under the most favorable conditions of 
standard practice, and to 20 or 40 per cent where the supply of air is greatly 
in excess and there is leakage of air through the boiler sett ing. The great- 
est gain in efficiency can usually be made by reducing the air supply to the 
proper amount for the fuel used, by controlling the draft, by preventing 
holes in the fuel bed, and by preventing the entrance of air through breaks 
in the setting. 

The heat carried away by the dry chimney gases is calculated by means 
of the following etpiation: 

hi = Wfip (T -t) (53) 

in which hi= B.t.u. lost per pound of fuel. 

Wg = weight of dry chimney gas per pound of fuel, lb. 

T = temperature of escaping gases, deg. fahr. 
t = temperature of air entering furnace, deg. fahr. 

Cp = mean specific heat of the dry gases = 0.24. 

2. Evaporation of mointure formed by burning hydrogen, — This loss is 
unpreventable if there is hydrogen in the fuel. For anthracite coal the loss 
per pound of combustible is about 2.5 per cent of its heat value, and for 
bituminous coal it varies from 3 (o 4.0 per (^ent. The water that is formed 
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by conii)usti()n passos away as stoani siiporheatod 1o t he temperature of tlu' 
fliK^ gases. The li(‘at loss is 

Ii2 = 9// 1212 - t -f 971.7 + Cp (T - 212)] .... (54) 
in which fh- B.t.u. loss per pound of find. 

II — weight of hydrogen per pound of fiud, lb. 

• 212 = temperature of evaporation, d('g. fahr. 

t = temperature of coal as fired, d('g. fahr. 

971.7= latent heat at atmos]dK‘ric pn'ssure. 

Cp = mean specific heat of sui)erheatcd steam = 0.47. 

Other symbols as in Equatfon (53). 

3. Evaporation of the moisture in the fuel. — Moisture in the fuel reduces 
boil(T efficiency, because of the loss of heat required to evaporate it. In 
hand-firing some fuels, less coal appears to be lost through the grates if the 
fuel is wet before firing. Tests have shown that there is generally no gain in 
efficiency as a result of ivetting the coal. The possibility of gain in a partic- 
ular case where consid(‘rable hydrocarbon escapes unburned, lies in the 
avidity with which the nascent oxygen dissociated from the st(‘am unites 
with the (‘scaping hydrocarbons. Th(i hydrog(‘n from the steam is burned 
and liberates the same amount of heat as that rccpiired to dissociate it. 

The loss in heat is 

/?3 = IF [212 - t + 971.7 + Cp {T - 212)] (55) 

in which h = B.t.u. per pound of fuel. 

IF = weight of moist ur(‘ per pound of fuel fired, lb. 

Other syml)ols as in Equation (54). 

4. hicomplete combustion. — This term usually refers to the loss by 
incomplete combustion of carbon. The loss due to t he escape of unburned 
hydrocarbons is included in the losses which are unaccounted for. The 
loss r(‘sulting from the formation of carbon-monoxide gas is g(‘nerally small, 
and usually does not. exceed 2 per cent of the heat value per pound of coal. 
The heat, loss is 

A^=[(17^X)]c4,fi00 - 4,380) C (.56) 

in which C = proportion of carbon in the fuel, and CO and COo are per- 
centages by volume, as from the gas analysis. 

5. Unconsumed carbon in the ash. — This is due to the method of work- 
ing the fire or to a grate that is not suited to tlie fuel. Under good condi- 
tions it should not amount to more than 4 pm* cent. 

The loss may be comput('d thus: 

h - K ( 


( 57 ) 
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in which /i;, = loss in B.t.ii. per pound of fuel. 

ha = heat value per pound of eoni])ustibl(> in the dry refuse, B.t.u. 
Ca = per c('n1 of (.*01111)118111)10 in tlu' diy refuse. 

IFa = w('ip:ht of ash and rcTuse, II). 

W ~ weiji;ht of fuel fired, 11). 

ha may be considen'd to be the same as for carbon, with sufficaent 
accuracy for most purpose's. 

(). llmtimj moisture in the air, — This loss is small and is calculated thus: 
//g = B.t.u. loss ixu* pound of fuel = MCp {T — t) . . . (58) 

in which M = weight of moisture in air use^d per pound of fuel, lb. 

= weight, of moist ure per pound of air X weight of air jier pound 
fuel. 

= [(relative humidity X weigiit in pounds pe'r eubie; foot of waten* 
vapor at temperature, /, of air (‘iiteiing the furnace; X volume 
of one pounel of dry air at t deg. falir.) X (weight of dry air 
per pound of filed)] 

Cp - mean spe'cilic heat of supeilieatcd steam = 0.47. 

T - temperature of escaping gases deg. fahr. 

I == temperature of air entering the furnace deg. fahr. 

7. Radiation and all other losses. — These losses are taken as the dif- 
ference bctwc'cn the heat vidue per pound of fue;! and the sum of the losses 

1 to () inedusivc. For well-designed boiler furnac(;s, these losses vary from 

2 to () per e*ent. 

hi - B.t.u. pei* pound of fuel — {hi + Ih + fh + fh + fe + /ts). . (59) 

Example 23. - Usinj? the data, I'lxainplo ‘20, page 146, ooinpiite the boiler losses 
and tai)ulate in form of a heat balanee. 

Solution. — Distrilnition of heat per pound of coal “as fired.” 


Kqimlion 

N'jirne aiul (’aleulalion of I.o.s.s 

B.t.u. 

Per Cent 


Calorific value of coal “as tired" (by calorirnelcr) 

14,546 



1. Heat al)sorbed by the boiler 




10,985 

75.52 


2. Heat carried away in dry chimney gases 

53 

13..S6 X 0.24 (134 - 72) 

1,204 

8.28 

3. Kvaj)oralion of moisture from burning hydrogen 

54 

9 X 0.047 [212 - 72 T 971.7 f 0.47 (434 - 212)]. . . . 
4. Evaporation of moisture in the; fmd fired 

514 

3.54 

55 

0.0221 [212 - 72 + 971.7 + 0.47 (434 - 212)] 

27 

0.19 

5, Incomplete combustion 

56 

0 8.3 V (ufifin .i.3.8m V - ^ 

447 

3.07 



6. Uncorisumed carbon in the ash 



57 


178 

1.22 



’ 10.970 


7. Superheating water vapor in the air 



58 

0.80 X 0.(X)12 X 13.14 X 13.57 X 0.17 (434 - 72). , . 

29 

0.20 

59 

8. Radiation and all other los.ses (by difference^ 

1,172 

7.98 


d’otal losse.s 

14,546 

100.00 
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REVIEW QUESTIONS AND PROBLEMS 

1. Define: (a) combustion, (b) cornlnistible. 

2. De.scribe the changes whieli take place during combustion of a solid fuel. 

3. Why is it more convenient to use the molecular form of chemical equation for 
comlaistion than the atomic form? 

4. A Montana coal “as fired” has the following ultimate anal^^sis, expressed in per 
cent: sulphur, 7.69; hydrogen, 3.16; carbon, 44.16; nitrogen, 0.19; oxygen, 6.73; 
ash, 37.77. h’ind the theoretical amount of air required per pound of coal. 

6. In Problem 4, what would be the weight of air reciuired, provided 50 per cent 
excess air were used? What effect would this excess air have on tlie percentage of car- 
bon dioxide in the flue gas? 

6. The ultimate analysis of a Kentucky coal “as fired,” expressed in per cent, is as 
follows: sulphur, 1.22; hydrogen, 5.43; carbon, 77.37; nitrogen, 1.83; oxygen, 9.76; 
ash, 4.39. Find the w’eight of air theoretically required to burn a pound of the coal. 
Would this be sufficient under actual condition.s? 

7. What is the function of the air supplied for combustion? 

8. Explain the meaning of all factors and syrnlKils used in Eiiuation (43). 

9. What is a flue-gas analysis? How is it made, and what docs it show regarding 
combustion? 

10. Explain the principle of operation of a continuous type of carbon-dioxide meter. 

11 . During the test of a 508 horsepow'er B. and W. boiler, the following data were 
taken: weight of coal fired per hour, 21,954 11).; weiglit of ashes per hour, 4087 lb.; 
carbon in the ash, 22.84 per cent. 

Ultimate analysis is of coal “as fired,” expressed in jier cent: 


('arbon 60.31 

Hydrogen 4.06 

Oxygen 6.71 

Flue-gas analysis, expressed in jx'r cent: 

Carbon <lioxide 10 . 69 

Carbon monoxide. ... 0.23 


Nitrogen 1.13 

Sulphur 5.23 

Ash 22.56 

Oxygen 8.23 


N i 1 rogen ( 1 )>' diff erence ) 80 . 85 


Find the weight of dry chimnex’ gases per pound of coal fired. What must be 
added to the weight of the dry ga.'^es to obtain the total weiglit of chimney gases? 

12. What is the effect upon the Hue-gas analysis of air Ie,aking into a boiler setting? 
How can this leakage be determined by moans of flue-gas analyses? 

13. What is shown by a boiler heat balance? Of what assistance is such a heat 
balance in correcting improper furnace conditions? 
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SMOKE PREVENTION, FURNACES AND STOKERS • 

• 

168. Foreword. — Wit hin the past few years, great advances have 
been made in the methods used to prevent smoke in power plants burning 
coal. These improvements have been brought about by campaigns 
against, smoke-producing plants, and by more stringent enforcement of 
city ordinances against smoke. 

The better grades of fuel, which contain small amounts of volatile 
matter, may easily be burned without smoke; but with the poorer grades 
of fuel, high in volatile matter, the prevention of smoke is more difficult, 
and careful attention must be given to furnace conditions. 

The actual loss of heat from smoke alone does not exceed 1| per cent 
of the heat value of the fuel. The presence of dense smoke, however, 
indicates poor furnace conditions, which may cause losses amounting to 
20 per cent. Such losses materially reduce the efficiency and capacity 
of a boiler plant. On the other hand, a smokeless stack does not neces- 
sarily mean high efficiency in the boiler room; it may indicate too large 
an excess of air and the accompanying losses. A small amount of smoke 
may accompany the best of furnace conditions. 

169. Smoke and Its Cause. — Smoke consists of water vapor and 
gaseous products of combustion, colored with fine particles of carbon or 
soot, and unlnirned vapors of the tarry constituents of fuel. 

Smoke is produced if the air supply is insufficient; if the air and gases 
are not intimately mixed; if the temperature is not high enough to ignite 
the carbon ; or if there is not sufficient time to burn the gases completely y be- 
fore they have been chilled below the temperature of ignition by contact with 
the cooler surfaces of the boiler. 

To prevent smoke, the escape of the unburned smoke-making constitu- 
ents must be prevented, and the conditions necessary for perfect com- 
bustion, Art.. 145, must be maintained. The volume of the combustion 
chamber must be sufficient to permit the proper mixing of the air and gases 
before they arc cooled below the ignition temperature, and to assure their 
burning before reaching the boiler heating surface. 

Coal that has a high volatile-matter content is not necessarily a smoke 
producer, the amount of smoke depending upon the constituents forming 
the volatile matter. A high hydrocarbon content in the volatile matter 
generally indicates that the coal will produce a large amount of smoke. 

152 
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A coal which has a large amount of tarry vapors will produce smoke, 
unless ample time is given in which to burn them. 

A knowledge of firing methods is essential to a proper understanding 
of the methods employed to prevent smoke. The methods used to charge 
coal are (1) hand stoking, and (2) mechanical stoking. 

170. Grates for Hand Stoking. — The purpose of the grate is to sup- 
port the fuel bed, at the same time admitting air for combustion. It 
should bo of such a form that it will be kept uniformly cool by the inflow- 
ing air, and should permit ashes to pass freely. The width of the air 
spaces should be as great as T)ossible without permitting coal to pass 
through. This width depends upon the kind and size of coal used, and 
ranges from to le of an inch. The total area of the operiings for oir, 
when burning coalj varies from 30 to 50 per cent of the total grate area. 

The type of grate to be used with a hand-fired furnace is controlled by 
the type of boiler and kind of fuel used. With small vertical boilers, a 
stationary circular grate, Fig. 90, is used; it is made of a number of cast- 



PiG. 90. — ('^irnilar Stationary Orate. 

iron pieces fitted to form a circle, and is supported by a suitable ring, Fig. 
28, page 35. With large vertical boilers, rocking and shaking grates of the 
circular form are used, while horizontal boilers often use stationary grates 
with the grate surface formed by a number of grate bars, placed side by 
side and held in place by their own weight. liUgs at each end of the grate 
bars rest upon bearer bars fastened to the walls of the setting. The 
common grate bar, Fig. 91, is made about 3 inches deep at its center, 
to give strength and thus prevent sagging under the weight of coal when 
hot. The width of each bar varies from f inch at the top to | inch at 
the bottom, to allow the ashes to drop through easily. 

The tupper and herring-bone grate bar is made with side flanges, which 
Jtiffen the grate and reduce the liability of warping. Each grate bar is 
ibout 6 inches wide and Inis openings of the shap(‘ shown. 
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The length of each grate bar is about 3 feet. The total length of the 
grate depends upon the type of fuel and size of boiler. For easy firing, 
the length sliould not be over (i f(‘et. The rear end of the grate is ordi- 
narily from 3 to 5 inches lower than t he front end. A solid plate known as 




Common grate bur— 1^2 In. wide 
Fkj. 91. — Types of Stationary (Rate Bars. 


the dead plate is often used, with coking coal, to support the front end of 
the grate bars and to hold the green fuel until the volatile gases are dis- 
till(‘d off. 

171. Shaking Grates. — With stationary grates, the fire is not easily 
cleaned, combustion is hindered and Ihe fire is sluggish, unless the air 



Fig. 92. — Hand-operated Shaking Grate. 

spaces are kept free of clinker and ashes. Freejuent cleaning is wasteful 
of coal, and requires the firing doors to be open. This admits a large 
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quantity of excess air and consequently lowers the temperature of the 
furnace. The shaking grate, Fig. 92, permits removing thc^ ash and refuse 
without opening the firing doors and also reduces the amount of labor 
required. At each end of the grate bars, which run at right angles to the 
length of the furnace, arc trunnions resting in slots in the side bearer 
bars. Ordinarily the grate surfac^e is 2 or 3 bars wide and a varying num- 
ber of l)ars in depth. The side bcann- bars are sup})ortcd by a frame, 
which I'csts upon the ashpit floor. The rear and front grate bars an', 
stationary, and the lower ends of the movable grate bars are joined in 
groups. Each grouf) is connected to a lever attached to the shaking handle. 
Movement, of the handle t ij)s the grate bars about the lugs resting in the 
bearer bars, and thus allows the loose ash to fall into the ashpit. 

172. Tools Used to Handle Fires. — The tools n'quired to handle the 
fire, in a furnace fired by hand, arc the hoe, the slice bar and the rake. 
The hoe and the slice bar arc used principally to cl(‘an th(‘ fire and break 
up the clinker; the rake is used to level the fuel bed. A lazy bar is often 
iis('d to support the tools while working; it is laid from the hinge braciket 
to the latch lug, and the tools rest ui)on it. Light, yet strong, tools may 
bo made by welding handles and fire ends to 1- or Lj-inch pipe, making 
the total length alx)ut 8 fi'ct.. 

173. Methods of Firing Coal by Hand. — Coal is charged into hand- 
fired furnaces by llie alternate, spreading, coking, and ribbon methods. 

Wh('n the alternafe method is used, coal is fired on one side of the furnace 
while tlie other is burning brightly. The volatile gases that are distilled 
off an^ mixed with air admitted over the fire and are burned in the pres- 
ence of an intense heat from the bright side of 1h(' furnace. 

With the spreadinfj method, coal is spread in a thin layer over the grate 
at each firing. It is customary to commence at the bridge wall and 
work toward the firing door. This reciuires the frequent, firing of small 
quantities of coal. 

With the coking method, coal is charged on the dead platen or at the 
front of the fire, in considerable depth, and allowed to coke, after which 
the cok(' Ls {)ushed toward the bridge wall and si)read evenly over the 
grate, before more coal is fin'd. Th(^ hot gases distilk'd during the coking 
period must, pass over the burning fuel in the nuir, and are burned. 

By the ribbon method, coal is fired in nari'ow alternate stripe, whi(;h 
extend the full length of the grate. 

Of these four methods, tests have shown that the ribbon method of 
firing, with the coal fired in small amounts, gives the highest efficiency 
and practically no smoke; that the spreading method gives the lowest 
efficiency and produces the most smoke; and that the coking and alternate 
methods give nearly the same result and are better than the spreading 
method. 
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Coal is fired intermittently into hand-fired furnaces, and careful firing 
is required to prevent smoke. The results obtained depend upon the 
human clement and generally are not consistent. Ihe fires are liable 
to be carried too thick, with the result that the air supply is insufficient. 
As a general rule, a 9-inch fire is sufficiently thick, while tests by the 
Bureau of Mines show that thinner Jirea than this, with the coal fired 
often and in mialL amounts, (jive the best results. 

174. Smoke Prevention, Hand-fired Furnaces. — The methods of 
hand firing wliii^h firoduci^ the least smoke approach the method of firing 
used with mechanical stokers. A modifi(;ation of the shaking grate, known 
as a hand-operated stoker, is sometinu's used effectively; the grate sur- 
face is formed as in an ordinary shaking grat(', l)iit is given a greater slope 
from front to rear, with a dump plate at tlu' liottom of the slope and a 
coking plate at the top. The principal methods of smoke prevention in 
hand-fired furnac(‘s are those which depend upon furna(;c construction 
to ensure thorough mixing of air and gases. Special baffle walls of the 
inclin(‘d typ(', Fig. 93, and furnaces of the Dutch-oven, Chicago-setting 
and Downdraft type's are example's of the methods used. 

The Dutch-oven furnace. Fig. 102, page l()5, consist s of an extension of the 
common type of setting, bringing the furnace out in f reint of the boiler. The 

hot gase's thus have a greater 
distances to travel before com- 
ing in contact with the cooler 
boiler and consoe|uently have 
more time in whiedi to bum. 
The coking arch above the 
grate absorbs heat from the 
i)urning coal, becomes white 
hot, radiates heat back upon 
th(^ (!oal, and thus assists in 
securing better combustion. 
The chief defect of the Dutch 
oven is too rapid distillation of 
the volatile gases, without suffi- 
cient air supply to properly 
bum them. 

The Wing-wall Chicago setting is used to burn Illinois bituminous coal. 
It differs from the ordinary boiler setting in that, directly back of the 
bridge wall, there is a wing-shaped firebrick wall, which changes the course 
of the furnace gases and produces better mixing of the air and gases. Like 
most hand-fired furnaces, it requires careful manipulation. 

The Downdraft furnace. Fig. 94, has an upper and a lower grate. 
The upper grate is formed by a scries of pipes through which water from 



Fig. 93. — Inclined Baflle Walls. 
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the boiler circulates, while the lower grate is formed by common grate- 
bars. Coal is thrown upon the upper grate, where it burns, and incan- 
descent fuel, falling through to the lower grate, keeps a bright fire there. 



Fie. 94. — Vogt Downdraft Furnace. 


Air admitted above the upper grate mix(‘s with the distilled gases from the 
coking coal and passes down through the coal on the upper gi’ato. These 
gases are mixed with additional air admitted through the lower grate 
doors, and are completely burned by the heat from the incandescent fuel 
on the lower grate. This gives praclicaUy smokeless comlnistion. 

Steam jets are often used for inducing air and mixing it with the gases. 
The jets are placed above the grate and at the front end of the furnace, 
and ar(‘ operated during the firing period and for a short time after filing. 

A form of setting known as tlie Kilgour setting has been used success- 
fully for prevention of smoke. It makes use of steam jets located on the 
bridge wall, and draws heated air through a passage in the bridge wall 
at the time of firing. The steam, air, and distilled gases are then directed 
through a short passage lined with firebiick, which becomes nearly white 
hot under ordinary conditions of oj)eration. 

176. Smoke Prevention by Mechanical Firing Methods. — The best 
method of preventing smoke in coal-fired furnaces is to use mechanical 
stokers. Their use presents the following advantages: 

1. Reduces amount of labor required in thi; boiler room of large power 
plants. With stokers, a man can care for 5000 to 7000 boiler 
horsepower and, in extreme cases, as high as 14,000 boiler hoise- 
power. With hand firing, a man is required for each 500 boiler 
horsepower. 
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2. Permits the burning of poorer grades of fuel. 

3. Feeds the coal at a uniform rate and thereby maintains better fur- 

nace conditions. 

4. Avoids excessive admission of air. 

5. Saves labor of handling jishes and is self-cleaning. 

The disadvantages are cost of operation and repairs, resulting from high 
furnace temperatures. As ordinarily operated, about 6 per cent of the 
steam generat(‘d is reciuired to operate the stokers. 

To obtain satisfactory results in the operation of stokers, intelligence 
and good judgment are required. Stokers are too often neglected, and 
therefore fail to give satisfaction. 

In (jeneralj the ampler the stoker the better are the results obtained. Stokers 
are in common use in all power plants of 500 boiler horsepower or more, 
and in many plants of 200 boiler horsepower. Their use in small plants 
is increasing. 

176. Classification of Stokers. — Stokers may be divided into three 
general classes: 

1. Traveling, or chain grate. 

2. Overfeed. 

3. Underfeed. 


The names of a few of the typical makes belonging to each class follow: 


Chain-grate 


Overfeed 


Babcock and Wilcox 
Green 
Harrington 
Illinois 

Westinghouse 
Brady 

Front-overfeed 
Sidc-ovcrfeed . 


Honey 

Wilkinson 

Murphy 

Detroit 


Underfeed 


Surface of fuel bed nearly flat 


Surface of fuel bed inclined at 
a considerable angle. 


Jones 
American 
Type E 
Riley 
Taylor 

Westinghouse 


177. Traveling, or Chain-grate. — The grate surface of this type of 
stoker consists of an endless traveling chain made up of a large number 
of links, upon which the coal is fired at the front end and from which the 
ashes are discharged at the rear. The chain travels through the fur- 
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nace at a uniform rate and (l(X's not ajritato the fuel bod. As usually set, 
the surface of the grate is lioiisontal; some makes, however, have a slight 



Fig. 95. — (Jrccii Tyj>e K Chain Crate Assembly, 

incline toward tin; rear. The various makes differ mainly in points of 
d('sijj;n. 

An assembly of the p:ra(e and frame is sliown in Jd^. 95, and the frame 
without tlu' cliain is illustrati'd in 9(), The frame consists of (‘ast- 
iron side frames joined liy steel cross girders and sliaped at- the front 



Fig. 96. — Assembly of Chain Grate Frame from Furnace End. 
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end to form the sides of the coal hopper. The chain rests on top and bot- 
tom cross rolls, which are supported by the side frames. The front 
sprocket shaft is supported in bearings fixed to the side frames, while 
the rear sprocket-shaft bearings are made adjustable, to permit changing 
the tension of the chain. Ordinarily the rear sprockets are replaced 

by drums. 

The links of the chain 
are held together by oval 
bars, with the driving 
links riding over the 
sprocket teeth centrally 
and carrying all tension. 
The remaining links are 
slotted for easy removal 
and do no driving. A 
top and bottom view of 
the chain is shown in Fig. 
97. It is driven through 
a system of spur gears, 
which drive the fi’ont 
sprocket shaft from both 
sides. The spur gears are 
driven by a pawl whicli is attached to an arm connected to an eccentric rod, 
having an eccentric located on a shaft at the front of the boiler or below 
the boiler room floor. The ecctuit ric shaft is generally driven by a bolt 
from a small steam engine or (fleeflric motor. The position of the 
eccentric rod on the arm is adjustable, to permit (flianging the rate of 
feed; the longer the arm is made the slower will be the feed. 

Ventilated cooling plates are sometimes placed in the side frame above 
the top of the grate, to prevent overheating of the side frames. Ad- 
justable flanges on the ledge plates, which are built into the sid(i walls of 
the setting, fit against the side of the upper chain, preventing air leakage 
between the chain and walls and presenting a dural )le surface to th(^ moving 
fuel. 

The front apron of the hopper is made of steel plate and can be dropped 
to a horizontal position by releasing the holding dogs. The back wall 
of the hopper is formed by a fuel gate, which is adjustable in height. 
This gate has a firebrick lining on the fire side, and renewable iron shoes 
on the hopper side. The depth of fuel on the grate is regulated by raising 
or lowering the gate by means of a worm and wh('el. Leakage of air 
into the furnace through the rear is prevented by side dampers attached 
to the side walls. These dampers bear against projections on the side 
frame and make a tight joint at this point. A steel plate, Fig. 98, con- 



Fig 97. — Green (^hain Grate. 
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necting the side frames, below the lower chain, prevents air leakage at 
the rear. The whole frame is mounted on wheels which rest on a track, 
thus permitting withdrawal from the furnace when making adjustments. 



Coal is fed by gravity from tlie hopper, Fig 08, io the moving chain 
gi-ate. It passes under the fuel gate and is ignited, by the furnace fire, 
when under a flat or sloping coking arch which extends over the entire width 
of th(^ furnace at the front end and in the comhmtion of the fuel. 

The speed of the chain, considering depth of fuel and draft, is such that 
combustion will be complete by the time the chain passes the rear sprocket 
and the refuse falls to the ash pit below. 

The fuel bed at the rear end of the grate is compressed by coming into 
contact with an overhanging bridge wall. When this wall is built of fire- 
brick, incandescent ash adheres to it, the opening for fish discharge be- 
comes closed, and the overhang burns off. To prevent this, a water 
back, Fig. 98, consisting of a pipe or t)ip(^s spanning the rear of the fur- 
nace, is used. Water passing to th(‘ boiler circulates through the pifies 
and keeps them cool. A cast-iron bridge wall, to which clinker does not 
adhere and which admits air over the fuel at the (u-cst of the bridge wall, 
is sometimes used to replace the water back. It is claimed that the effi- 
ciency of the furnace is thus increased. 

This typ(^ of stoker is one of the most common. It is adapted to free- 
burning coal that is high in volatile matter, but docs not give as satis- 
factory operation with the high-carbon coking coals of the Appalachian 
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field. W hen intelligently operated, this stoker will produce little smoke 
and will handle small sizes of coal successfully. The type and shape of 
the ignition arch are important. 

For best operation, the depth of fuel bed should not be over 6 or 8 inches. 
Coal should not bo permitted to burn in the ashpit, and the grate bars 
should be cold when re-entering the furnacje. A combustion rate of 24 
pounds of coal per S(iuarc foot of grate surface per hour may be used with 
satisfactory results, and higher rates for the peak load may be obtained 
with increased draft and depth of fuel. 

178. Front-overfeed Stoker. — This type of stoker has an inclined 
grate surface. Coal is fed on the grate at the top, and the ashes are discharged 
at the bottom. Figure 90 shows a typical stoker of this type, as applied 
to a Vogt water-tulie boiler. 

The Westinghouse-Roney front-overfeed stoker, shown in Fig. 100, 
has a fuel hopper located at tlu^ front of the boiler and extending the 



Fig. 99. — Westinghoiise-Roney Stoker Applied to Vogt Water-tube boiler. 


width of the furnace. Rocking grate bars, Fig. 101, are inclined from front 
to rear and arc supported at each end by bearer bars. The main operating 
shaft runs horizontally along the stoker front beneath the hopper. Keyed 
to this shaft is an eccentric which, by means of an arm cast integral with 
one-half of the eccentric strap, imparts an oscillatory motion to the agi- 
tator. This agitator swings freely on a hopper shaft, which has bearings 
at each end of the hopper, (.'onnecting rods, by which the grate bars are 
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Flo. 1005.— Roney Stoker— Assembly. 
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rocked, are fastened to the agitator and t.h(' rocker bar, in which a projec- 
tion on ttie grate bars rests. At. each (Mid of the hopp(M* shaft, a toothed 
sector is keyed; it projects through a slot, in tli(' pusher plate, at. the bottom 
of the hopper, and engages a series of rack teeth on the under side of the 
pusher which rests on the pusher plate and is operated by the toothed 
sector. To one of these sectors an olYset aim is cast, the outer end over- 
hanging the agitator. A long holt^ attached by a swivel connection 10 “ the 
agitatory passes loosely through the offset arm of the sector, and, by means 
of a handwheel on the bolt, forms a means of adjusting the travel of the pusher, 
by allowing lost moHan between the handwheel and the sector. With the 



Fig. 101. — Section Grate Bar — Roney Stoker. 


handwheel set up tightly, the agitator, through the hopper shaft and 
sectors, imparts maximum motion to the pusher. If the feed wheel is 
slacked off, so that there is lost motion ecpial to the arc described by the 
agitator, at the point where the bolt is attached, the pusher will not be 
moved. 

A dump plate, made into several sections, for convenience in handling, 
is located at the bottom of the grate bars. At the top of the grate bars 
is a dead plate extending a short distance into the furnace, below the 
combustion arch, which extends over the width of the grate. A lug on 
each grate bar rests in a rocker bar, driven by the connecting rod attached 
to the agitator. The rocker bar rocks the grate bars, on their trunnions 
in the side bearers, through an arc of 30 degrees, giving them first a hori~ 
zontal and then an inclined position. l’'he amount of motion given the 
rocker bar is regulated by changing the position of the sheath and lock 
nuts, to increase or decrease the lost motion. 

When the pusher is drawn back by the sector, coal from the hopper 
settles down in front of it and, as it advances, the coal is pushed on to 
the dead plate, where it remains a sufficient length of time for the volatile 
gases to be distilled from the coal by the radiant heat from the combustion 
arch. These gases are burned in passing to the rear over the burning 
fuel on the inclined grate. The rocking motion of the grate bars, assisted 
by the force of gravity, causes the coal to move down the incline, and it is burned 
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in traveling to the dump plate at the bottom, where the ashes collect and are 
dumped by hand as occasion demands. At the bottom of the incline a 
gUard plate can be raised to hold the coal on the grate when lowering the 
dump plate. 

Air for combustion is supplied by natural draft from below the grates. 
Steam jets at the front of the combustion arch are sometimes used to 
assist in mixing the air and gases. 

This type of stoker can be readily forced beyond its rated capacity to 
higher rates of combustion, and if installed in a properly designed furnaces 



Fig. 102. — Murphy Stoker as applied to U. & W. Boiler. 


will not produce much smoke. The rate of combustion can be as high 
as 40 pounds of coal per square foot of grate surface per hour, but for best 
operation it should be about 20 pounds per square foot per hour. The 
depth of the fuel should not be over 7 inches. 

179. Side-overfeed Stokers. — This type of stoker is generally lo- 
cated in a Dutch-oven furnace, as shown in Fig. 102. The grate bars are 
arranged to form a V-shaped inclined fuel bed which is agitated by the moth 
able grate bars. 

The Murphy stoker, Fig. 103, which is representative of this type, has 
two fuel hoppers, one on each side of the furnace, extending from front 
to rear. The inner wall of the hopper is formed by an arch plate supported 
front and rear by an upright frame. Ribs, forming passages through 
which heated air from the air space above the arch is admitted for com- 




Fig. 103. — Murpliy Stoker looking toward the Front End. 
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bustion, are cast on the lower end of the aich plate. At the bottom of 
the hopf)er is a built-up iron and steel plate, called the coking plate. Be- 
low this is an air duct through which air circulates and keeps th(' coking 
plate from becoming overheated. The pushei* rests and slides upon the 
coking plate, as it is operated by a rack and sector. The sector is driven 
by a shaft, running below the hopper to the front of the furnace, Fig, 
104, and is there connected to a driving arm. 

The grate bam, Fig. 105, are made in pairs, one fixed and one movable. 
The fixed grate bars are ribbed to prevent the entrance of too much air 
from below the grate, and also to prevent excessive sifting of fine coal. 
Their upper ends rest against the coking plate and the lower ends are 
supported by the grate bearer. The movable grate bars are pivoted at 
their upper ends, and 
their lower ends are 
moved by the rocker 
shaft, first above and 
then below the station- 
ary grate bars. 

The grate bearer is lo- 
cated at the bottom of 
the V and, besides sup- 
porting the lower ends 
of the fixed grate bars, 
carries the clinker grind- 
er, the form of which 
varies with the service it 
is to perform. The clin- 
ker grinder is driven by 
a reciprocating bar run- 
ning across the stoker 
front. This bar also 
controls the feed of the 
fuel and movement of 
the grate bars, and is 
driven by an electric motor or a steam engine located at one side of the 
setting. 

A triple air-cooled arch, made in two parts and supf)ortod by the arch 
plate, extends over the whole grate. The lower part of the arch is made of 
firebrick and the upper arch of common brick. An air space, through 
which air is constantly circulating, separates these arches. Air is ad- 
nitted to this air space through dampers on the front of the furnace, and 
;hen passes to the furnace through the passages formed by the ribs on 
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the arch plate. The front and sides of the furnace are covered with plates 
of sheet steel. 

Operation. — Coal is delivered to the hopper either mechanically or 
by hand, and is intermittently fed, by the pusher, from the hopper to 
the coking plate at the upper end of the grate bars. While it is on the 
coking plale, the volatile gases arc driven otT by radiant heat from the 
white-hot arch, and are immediately mixed with the heated air admitted 
through the arch plate ducts, forming a combustible gas which is burned 
as it passes toward the rear of the furnace. The fuel travels slowly down 
tlie incliiK'd grates toward the clinker grinder, receiving the necessary 
amount of air through the grate to complete the burning process. By 
the tiiiK^ it reaches the clinker grinder, combustion is complete, and the 
ash and refuse are automatically discharged into the ashpit. 

The speed at which (he pusher pushes the coal to the grates can be 
regulated as desired. The movable grate bars have their greatest action 
at th(!ir lower end, and thus break up the fuel bed for free admission of 
air to that part of the furnace where it is most required. 

This stoker is suitable for all bituminous coals and gives satisfactory 
operation for uniform or variable loads. When properly operated, it 
])roduces little smoke. The depth of fire on the grates should be about 6 
inches and the combus+ion rate about 23 pounds per square foot of grate 
surface per hour. The arch is essemtial in eliminating smoke. This 
stoker can bf' run at 150 to 200 per cent of I’ating. 

180. Underfeed Stokers. — These are of two types: one is a pure 
underfeed type, such as the Jones, in which the fuel bed is slightly rounded, 
and thicker at the center than on the sides: the other combines the underfeed 
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Fiu. 106 . — Inside Portion of Jones Underfeed Stoker. 


principle with a gravity feed and has the fuel oed inclined from front to rear. 
The Riley stok(jr is typical of this class. 

181. Jones Underfeed Stoker. — A Jones inclined, stoker is shown in Fig. 
2, page 6, installed under a Heine water-tube boiler. It consists of a retort 
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located inside tlie furnace, and an operating cylinder and attached parts 
ou(sid(‘ th(^ furnace. 

'riie portion inside the furnace, Fij^. lOti, consists of a heavy cast-iron 
retort, or fuel niagazinc; hollow cast-iron tuyere boxes fastened to the 
side flange of the retort by lugs through which a retaining rod passes; 
an auxiliary plunger rod driven by the niain ram, to which it is attached 
by an adjustable connection for changing the length of the stroke; a 
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Fio. 107. — Out'^idc Portion of Jones Underfeed Stoker. 


pusher block bolt(‘d to the auxiliary plunger rod; and heavily ribbed dead 
plates which extend from the (xlge of the retort to the side wall of the 
furnace and support the ashes and refuse. 

The portion outside the furnace, Fig. 107, consists of a coal hopper; 
a ram case directly below the ho])p(M' and bolted to the retort at the boiler 
front; a ram connected by a piston rod to a steam piston wmrking in a 
cylinder attaciied to the ram case; and a steam valve, installed in the 
steam lines to the stoker cylinder, to cont rol l he spei'd of t lie [liston driv- 
ing the ram. 

Operation. — The fuel bed, the appearance of which is shown in Figs. 
1 08 and 109 , consists of three zones, the gnen coal at the bottom, the coking 
zone in the middle, and the iiK^andescent fuel bed at the top. Coal is 
fed into the hopper by hand or by mechanical means, and drops in front 
of the ram, which forces the coal into the ixTort when steam is admitted 
to the automatic control valves. The automatic control valve then re- 
verses the plunger, and moi'i^ coal falls into the i-am cas(\ The pusher 
blocks on the auxiliary plunger rod force the coal in the retort backward 
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and upward, thus breaking up the fuel bed at each stroke. Air is sup- 
plied by a fan at about 3 inches of water pressure, the exact pressure 
depending on the thickness of the fuel bed. The air enters below the stoker, 
passes to the tuyere boxes and into the fuel bed below the fire. Thus 
the volatile hydrocarbons from the coking zone are thoroughly mixed 



Fiu. 108. — Longitudinal Vertical Section through Fuel Bed of Jones Stoker. 



Fia. 109. — Vertical Cross-section of Jones Stoker. 


with air before reaching the incandescent zone. The supply of air and 
uel is automatically regulated by the steam pressure in the boiler, acting 
on control valves in the steam line to the stoker cylinder. The ashes 
collect on the dead plate and are removed through doors located at each 
side of the retort. 

When larger capacity is desired, more than one retort is placed in the 
furnace, with a dead plate between each pair of retorts. 

This type of stoker is adapted to bituminous coals, but not to anthracite. 
It does not require as large a combustion space as the overfeed Stoker,* 
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because the gases are burned in passing through the incandescent fuel 
bed. It can be applied in units from 75 horsepower, and upward. The 
thickness of the fire is about 15 inches. 

In a recent development of the Jones stoker, the fuel bed and retort are 
given a slight incline from front to rear, with dump plates at the bottom 
of the incline. The ashes col- 
lect ©n dump plates, which are 

dumped by hand from the side \\ 

of the furnace. , I rll 

The latest development in I \ 

this type of stoker is the lateral- i ^ | 1 >| 

retort stoker) which consists of | 1 ' 

one main retort extending from ^ t ^ 

the front wall to the rear wall, '‘I 

with a number of lateral re- 1 C f jl | j i 

torts at right angles to the I 

main retort. Coal is fed into | 

the main retort by a ram and "D r J 

plunger operated by a main 

steam cylinder. The coal is H ^^7 ^ '$ 

then fed sidewise into the ^ V / U 

lateral retorts by means of an % 

auxiliary steam cylinder, which \ / ^ 

operates lateral pusher rods 

and blocks. Side dump plates „ . 

are located at the end of the “0- Stoker under Biglow- 

lateral retorts. 

182. Riley Underfeed Stok- 
er. — This stoker is shown in Fig. 110 under a Biglow-Hornsby 
water-tube boiler. It is a multiple-retort-, in(;liiied, underfeed stoker in 
which the coal is forced into the retorts of the furnace, Fig. Ill, by a 
ram, from a point below that at which air is admitted. 

That portion of the stoker which is outsider the furnace is shown in Fig. 
112. It consists of a coal hopper attached to the upper part of the 
ram case; rams driven by connecling rods from a crank shaft running 
the length of the stoker; an enclosed speed-changing device operated by 
a hand lever; a set of change gears connected to the crank shaft by a 
v;orm and worm wheel; a change-gear shaft operated by a steam engine 
or an electric motor ; handles for changing stroke of underfeed grate blocks; 


Fig. 110, — Riley Stoker under Biglow- 
Homshy Hoilcr. 


angle irons running the length of the furnace to support the ram case 
front and rear; and pipe supports upon which the angle irons rest. 

The portion of the stoker which is inside the furnace. Fig. Ill, consists 
of underfeed reciprocating grate bars, Fig. 113, fastened to the retort 
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side bars by bolts; side-bar shoes to support the lower end of the side 
bar, support rods to carry the upper end and to give motion to the side 
bars; a retort formed between each two pairs of side bars and a metal 



Fig. 111. — Perspective View of a 9-Retort Piloy Underfeed Stoker. 



Fig. 112. — Riley Underfeed Stoker — Portion outside Furnace. 

bottom to which are attached sifting strips 1o prevent sifting of coal into 
the space beneath; overfeed reciprocating grates attached to and moving 
with the side Ijai's; rocker dump plates attached to the lowei* end of the 
side-bar shoes and adjustable by a rack connected to a shaft operated by 
a handwheel located at one side of the setting; a base plate upon which 
the side-bar shoe moves; and two I-beams upon which rest the base plate 
and dump plate racks. 
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Operation. — Coal is fed into the retorts from the hopper by rams, 

114, which push the coal forward and upward. At the same time, tlio 
side bars are pushed forward, giving the coal a movement in the same 
direction. The overfeed recip- 
rocating grates move the coal 
to the rocker dump plates, 
which continuously agitate, 
crush, and discharge the ash. 

The movement of the 

plates is adjustable, thus con- '"'ond Discharging ^ ^ 


Overfeed 
fieciprocating 
Orate Bars 


Underfeed 
Reciprocating 
Orate Blocks ^ 


dump Rocker Dump Plates for 
* Agitating, Crushing 
and Discharging 



trolling the movement of the 
fuel bed and the dumping of 
refuse. 

Distillation of the volatile 
gases occurs in the retorts, 
aft(T which they are mixed 
with air discharged through 
oi)enings, or tuyeres, under the 
grate blocks, which arc carried 
by the moving side bars. The gases thus pass through an actual bed of 
burning coke and then through an incandescent fire zone. 

Air for combustion is supplied, through air ducts, to the space below 


Fig. 113 .- 


Side Bar Siwe 


-Reciprocating Grate Bar — Riley 
Stoker. 



the stoker. A steel plate covers the front of this space and pievents the 
escape of air. From this space the air then passes into the furnace, thi ough 
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the tuyeres in the underfeed grates. The air to the overfeed grates is 
controlled by a damper. 

This type of stoker is used mainly with boilers of large capacity, the 
size being determined by the number of retorts in the furnace. Each 
retort has a rating of about 100 horsepower, when not forced. This 
stoker is capable of forcing the boiler 300 to 350 per cent of its rating. 

Efficiencies as h^h as 
80 per cent are ob- 
tainable when operat- 
ing at normal loads; 
when forced, the effi- 
ciency is lowered 
slightly. All grades 
of free-burning bitu- 
minous coals can be 
used. The fuel bed 
varies from 2 to 3 
feet in depth. 

The Taylor under- 
feed stoker was the 
pioneer stoker of the 
gravity underfeed 
type and it is used 
extensively in large 
Central Stations. It 
differs from the Riley 
stoker mainly in that 
the sides of the re- 
torts remain station- 
ary; a feeding ram 
and one or two dis- 
Fig. 115 — Westinghouse Duplex Underfeed Stoker. tributing rams are lo- 
cated in each retort; 

the dump plates do not reciprocate but arc dumped by either hand or 
power, and the rams are driven by a special form of connecting rod 
which has an attachment to each ram. 

A duplex arrangement of a stoker of the gravity underfeed type, in 
which a bridge wall is not required, is shown in Fig. 115. This is a 24- 
retort Westinghouse stoker with power-operated dump grates, and is 
applied to a 1,140 horsepower cross-drum boiler at the Buffalo General 
Electric Co. It has an operating efficiency of 75 per cent at 200 per cent 
of rating and 65 per cent at 500 per cent of boiler rating. It is operating 
with coal having 10 per cent ash, 3 per cent moisture and 2 per cent sul- 
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phur. A Taylor duplex stoker installed at the Connor's Creek Station 
of the Detroit Edison Co. has 26 retorts and is applied to a 2365 horse- 
power Stirling boiler. 

183. Stoker-fired Furnaces. — Furnaces equipped with stokers have 
been shown in Figs. 98, 99, 102, 110, and 115. The general form of 
the furnaces varies with the type of stoker. For the chain-grate and 
front-overfeed stoker, a coking arch is necessary to give satisfactory op- 
eration. The height and shape of the arch are varied to suit the fuel and 
the draft; with the chain grate it may be flat or inclined upward toward 
the rear, and only extends over a portion of the grate; with a side-over- 
feed stoker, an arch extending over the entire grate is necessary to prevent 
excessive formation of smoke. An underfeed stoker does not require an 
arch, as the smoke-making constituents are burned in passing through the 
incandescent fuel zone. All stoker furnaces require a larger volume 
than hand-fired furnaces, on account of the more rapid evolution of the 
volatile gases. The distance from fuel bed to boiler heating surface varies, 
and should be from 5 to 20 feet for satisfactory operation with water-tube 
boilers and bitmninous coal. Recent installations have an unusually 
large furnace volume per square foot of heat ing surface; in a typical case 
this ratio is 0.42 to 1. 

184. Stoker Comparisons. — Data compiled by R. J. S. Pigott, pertain- 
ing to the various types of stokers, arc given in Table 18. The prices are 
those given in 1914. 


TAIiLK IS. -STOKER DATA 


Type of Stoker 

Step nnd 
sl*)pe 
overfeed 

V 

overfeed 

Chain 

overfeed 

Cravily 

underfeeit 

Horizontal 

retort 

underfeed 

Average price per rated 
boiler horsepower 

$3.60 

$3.60 

$3.50-$6.55 

$5.65 

$4.44 

Normal forcing ability in 
per cent of rating 

190 

175 

260 

300-350 

300 

Price per maximum horse- 
power develo{){ible 

$1.90 

$2.06 

$2.52 

$1.62-$1.88 

$1.48 

Maintenance per ton coal 
fired, in cents 

10-12 

11-14 

6-10 

2.5-4 

4-6 

Attendance in man-hours 
per active hour 

0.45 

0.45-9.50 

0.204).30 

0.08-0.10 

0.30-9.40 

J’ounds coal per square 
foot grate surface (maxi- 
mum) 

35-38 

35-42 

45-48 

60-75 

50-65 


186. Locomotive Stokers. — Stokers aie used on locomotives to lighten 
the labor of the firemen and to give a greater capacity than that attained 
by hand firing. There are a number of makes of locomotive stokers, 
differing mainly in the method used to feed the coal into the firebox. 
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A typical stoker, iiianufactured by the Ix)COmotive Stoker Co., is shown 
in Fig. 116. It consists of: 

1. A conveyor and crushing system for crushing and carrying the 
coal from the tondt'r to the locomotive. The conveyor screw is operated 
by spur gears connected through a driving arm to a rack driven by the 

stoker engine. The 
speed of the conveyor 
shaft is regulated by 
ih(‘ speed of the stok- 
('r engine, which is 
cont rolled by a hand- 
operated globe valve 
and operates at from 
8 to 90 pounds per 
square inch pressure. 

2. An elevating 
system, consisting of 
a transfer hopper lo- 
cated beneath the cab 
deck and containing 
an adjustable gate; 
and right and l(‘ft ele- 
vator screws, driven 
by gears which mesh 
with a rack driven by 
the stoker engine, to 
rais(' the coal to the 
distributors set in 
the back boiler head. 

3. A distributing 
Fio. 116. — Rear View of Dwomolive Duplex Stoker. system, which spreads 

the coal over the 

grate, using a low-pressure steam jet located in the back and bottom 
portion of the distributors. The grate is the same as those used for 
hand firing. 

Operation. — The shovel sheet is provided with an opening, 18 inches 
wide, extending from the coal gates to the slope sheet of the feedwater tank. 
Coal passes through this opening to tln^ trough beneath, and is carried 
by the conveyor scrinv through the ciusIku-, where it is broken to a suit- 
able size. Entering the transfer hopixu-, the coal is divided, equally or 
in the proportion desired, between th(; elevating screws, by a movable 
dividing rib. The elevating screws elevate the coal and drop it into tubes 
fitted with elbows which extend through the back head on each side of 
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the fire door. Steam jets in Hie elbows (ionsiantly blow the coal through 
the tu])es to the distribiitors located inside the firebox. These distributors 
deflect and spread the coal over the entin' surface of the fire. A level, 
light fire is carried, and excellent combustion results, the temperature 
being 400 deg. fahr. to 500 deg. fahr. liiglu'r than that attained with hand 
firing. 

186. Methods of Burning Gas. — The burning of a gaseous fuel is 
accomplished by passing it into burners, when^ it- is mixed with th(^ re- 
(piin'd amount of air for combustion. The type of burner used depends 
upon the kind of gas to ho burned. 

Blast-furnace gas burners are of two general types, those in which the 
aii‘ for (iombustion is admitted around the bui*n(ir proper, and those in 
which the air is admitted through the l^urnor. Provision is mad(^ for 
regulating the air and gas supply independently. A gas opening of 0.8 
S(|uare inch per rated h()rse[)ow(‘r will enable a boiler to develop its 
nominal rating with a gas pressure of 2 inches of wat(M’. The pressure is 
oi’dinarily about (i to 8 inclu.'s of water, and t hus tlu^ burner will be good for 
ordinary overloads. The siz(‘ of the air ofxmings varic's from 0.75 to 0.85 
of a s(iuare inch p(^r rated horsepower. For good results the burners are 
slightly inclined downward toward the rear of tlie furnace. 

For natural gas, a large number of small l)urners ar(‘ used, each capable 
of handling 30 nominal rated horse})ower. The use of a large number of 
burnei's obviates the danger of laneing or blow-pipe action, which would 
result if large })urn(M’s were us(d. Thc^ gas pressure entering the burners is 
about 14 inches of water. The burners should give the gas and air a ro- 
tary motion to ensure proper mixture. 

187. Furnaces for Gas Fuels. — The essential feature in gas-burning 
furnaces is sutlicient combustion space to give the gases ample time to 
burn completely Ix'forc^ striking the lu'ating surfaces. For blast furnace 
gases, a furnace volume of 1 to 1.5 cubic f(*et per rated horsepower is 
satisfactory. For natural gas, a volume of 0.75 cubic feet gives good re- 
sults. (las furnaces ordinarily do not have a bi idge wall. 

188. Methods of Burning Oil Fuel. - Oil is burned under boilers by 
first atf)mizing or vaporizing it, so that it may b(' burned like gas. Burners 
of the following tyi)es are us('d to atomize the oil: (1) Spray burners, in 
which the oil is atomized by stc'am or compress('d air; (2) Mechanical 
burners, in which the oil is atomized by submitting it to a high pressure 
and passing it t hrough a small orifice*. 

The* sim|)licity of the steam atomizer sprtiy burner, the excellent econ- 
omy of the better t.y])es, and the low oil j>r(*ssure and temperature required, 
mak(* it a favoiite for stationary plants, where the loss of fi’(‘sh water is 
not a vital consideration. In marine work, or in any case where it is 
necessary to save* feedwatei* that otherwise would have to be added in 
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the form of “ make up” either compressed air or mechanical means are 
used for atomizing. ( 'ompressed-air spray burners are in satisfactory 
operation in some stationary plants, but their use is not general. 

Steam spray burners, as now used, may be divided into two classes: 
(1) Inside mixers in which the steam and oil come in contact within the 



Fig. 117. — Hammcl Steam Atomizing Oil Burner Complelc. 

burner and the mixture is atomized in passing through the orifice of the 
burner nozzle; (2) Outside mixers in which the steam flows through a 
narrow slot or horizontal row of small holes in the burner nozzle, the oil 
flowing through a similar opening above th(i steam orifice, and being picked 
up and atomized by the steam outside the burner. 



on strainer 


Fig. 118. — Peabody Steam Atomizing Oil Burner. 

The Hammel oil burner, Fig. 117, belongs to the inside-mixing type. 
Steam, issuing from three small slots into the mixing chamber, cuts across 
the oil stream, and the energy of the steam is fully utilized in atomizing 
the heavy hydrocarbons and vaporizing the lighter ones. The mixture 
issues from the burner and ignites like a gas flame. The steam used 
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amounts to about 2 per cent of the steam generated by the boiler. This 
burner will handle heavy or light oils. The steam passage is continued 
into a condensation chamber which ticts as a steam separator. 

The Peabody outside-mixing type of oil burner, shown in Fig. 118, 
has given good satisfaction. The construction is clearly shown in the 
figure. 

Mechanical burners, of which Fig. 1 19 is typical, have been used mainly 
on marine boilers. The most successful buriuns of this type have a round 



Fia. 1 19. — Mechanical Atomizing Fuel Oil Burner. 


flame and give a wliirling motion to the oil witliin the burner tip. The 
oil is delivered to the burner under a pressure that varies from 30 to 200 
pounds per square inch and a temperature that varies from 150 deg. fahr. 
to 200 deg. fahr. depending upon the grade of oil and the make of the 
burner. A constant oil pressure is produced by a pump having a governor 
controlled by steam pressure. These burners are located at the front of 
the furnace, and the air reciuired for combustion is admitted around the 
burner through suitable adjustable shutters of various shapes. This is 
a better means of regulation than that of the steam atomizer, where air 
is admitted through checkerwork. A forced blast of air is used to assist 
in giving a proper mixture of air and oil spray, and is especially necessary 
when operating at high ratings. Better regulation is possible with me- 
chanical burners than with steam atomizing burners, because, where the 
former are installed, a larger number of burners are used per boiler horse- 
power. 

189, Capacity of Oil Burners. — A good steam atomizing burner, prop- 
erly located in a well-designed oil furnace, has a capacity of about 400 
boiler horsepower. The nature of mechanical atomizing burners reduces 
the capacity of the individual burners to alx)ut 100 horsepower. 
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190. Oil Furnace. ■ 1 o burn oil successfully, the furnace must be prop- 

eiiy proportioned. With a satisfaclory burner the furnace, arrangcmcnl and 
the method of introducing air for combustion are important factors. 

The point at which the atomized oil is introduced dc'pends upon the type 
of boiler under which the burner is installed. With hoi*izontal return- 
tubular, Fij^. 120, and Heine boilers, the burners, when steam is us(‘d for 
atomizing, are located at the front of the furnace, with the flame directed 
toward the rear. No bridge wall is us(hI, and the path of the gases and 
the volume of the furnace are satisfactory for complete combustion. 



Fig. 120. — Ilaiiimel Oil Burner applied to H. R. Boiler. 


For Stirling and horizontal drum water-tube boilers, this type of oil 
burner is located at the rear under the bridge wall, and the tlaim^ is di- 
rected toward the boiler front. The furnace thus incr(‘asi‘s in volume in 
the direction of the flame, and (msures fiee expansion and a thorough 
mixture of the oil and air. Tlie ga.ses have sutlicicmt time to burn before 
coining into contact with the tube heating surfaces. If the Hanu's are 
directed against the tulies they are soon burned out, because of the blow- 
pipe action of the burner. The burner us('d in this tyix^ of furnace should 
have a form of flame that will not impinge directly on the heating surfaces. 
The burners should also be located so that the flames from the individual 
burners do not interfere or strike the .side walls of the furnace. The burners 
are operated from the boiler front, and peep-holes are sufipliixl through 
which the operator may watch the flame while he is adjusting it. Air for 
combustion is admitted through a checkerwork of firebrick supported on 
the furnace floor, the openings in the checkerwork being near the burner 
discharge. 

With oil as a fuel, the efficiency of the boiler is generally high, because 
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combustion is more nearly poi-fc'el . Ordinarily, 14 per cent carbon dioxide 
can be attained, with only a tra(;e of carbon monoxide. 

‘191. Pulverized-fuel Burning. — The pulv('j‘izod fuel is fed at a uniform 
rate from an ovcrlicad closed bunkej' to th(‘ buiiuT or buriau’s, by a motoi- 
driven screw conveyor, or feeder. The amount of coal f('d is regulated 
by means of hand-controlled side-dam p(‘rs. 1'i‘om the end of tlu' f(‘ed('r 
the Tu(4 falls through a 
pipe to the burner, Fig. 

121, bolted to the front 
of the furnace. 

This burner has an 
inner and an outer tube. 

T\w inner tube is pro- 
vided witli a vertical 
opening for fuel and a 
horizontal opening con- 
nected to a blower. Hie 
blower supplies air to t he 
burner at a pressure of 
about 5 inches of water, 
the amount of this air 
pi(‘ssure being regulated 
liy a blast gate. 

A deflector plate at the bottom of the coal inlet (msuros a thorough 
mixture of the pulverized coal with the air, undei* pressure, which acts as 
a carrying medium to project the fuel into the furnace. The outer tube 
has an adjustable register, to provide sufficient atmospheric air foi* com- 
bustion; the inner tube does not enter tlu* furnace. The mixture of coal 
and air ('liters the furnace* at the low |)i(*ssure of J inch of water. The 
blower supplies about 30 per c(*nt of tlu* rcupiirc'd air, and the other 70 
per cent is taken through the adjustable rc'gistei’ oi' thiough damper-con- 
trolled air-tubes located at the front of tlu^ furnace. 

The fuel, mixed with the projier amount of air- for combustion, enters 
the combustion chamber in a fiiu'ly divided slate and is buriu'd like a gas, 
while suspended in the air and before it comes into contact with the cooler 
surfa(!es of the boiler. 

About 30 per cent of the ashes rcvsulting from the combustion are car- 
ried from the chimney; the remaining 70 p(*r cc'iit are deposited in the soot 
chamber, on the tubes, or in the ashpit. The ashes which collect in the 
ashpit will fuse and produce slag in an improiierly designed furnace. In 
a medium-sized plant tlu* ashes should be removed once a day, and the 
tubes should be blown once in eight hours. 


Fuel Inlet^ 



Fig. 121. — Pulverized Fuel Burner. 
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190. Oil Furnace. ■ 1 o burn oil successfully, the furnace must be prop- 

eiiy proportioned. With a satisfaclory burner the furnace, arrangcmcnl and 
the method of introducing air for combustion are important factors. 

The point at which the atomized oil is introduced dc'pends upon the type 
of boiler under which the burner is installed. With hoi*izontal return- 
tubular, Fij^. 120, and Heine boilers, the burners, when steam is us(‘d for 
atomizing, are located at the front of the furnace, with the flame directed 
toward the rear. No bridge wall is us(hI, and the path of the gases and 
the volume of the furnace are satisfactory for complete combustion. 



Fig. 120. — Ilaiiimel Oil Burner applied to H. R. Boiler. 


For Stirling and horizontal drum water-tube boilers, this type of oil 
burner is located at the rear under the bridge wall, and the tlaim^ is di- 
rected toward the boiler front. The furnace thus incr(‘asi‘s in volume in 
the direction of the flame, and (msures fiee expansion and a thorough 
mixture of the oil and air. Tlie ga.ses have sutlicicmt time to burn before 
coining into contact with the tube heating surfaces. If the Hanu's are 
directed against the tulies they are soon burned out, because of the blow- 
pipe action of the burner. The burner us('d in this tyix^ of furnace should 
have a form of flame that will not impinge directly on the heating surfaces. 
The burners should also be located so that the flames from the individual 
burners do not interfere or strike the .side walls of the furnace. The burners 
are operated from the boiler front, and peep-holes are sufipliixl through 
which the operator may watch the flame while he is adjusting it. Air for 
combustion is admitted through a checkerwork of firebrick supported on 
the furnace floor, the openings in the checkerwork being near the burner 
discharge. 

With oil as a fuel, the efficiency of the boiler is generally high, because 
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required for the greater amount of fuel burned at the higher rat ings. Ver- 
tical baffle walls are prefei’able with this typ(^ of furnace. 

•The cost of installation and open-ation comparc's favorably with those of 
an underfeed stoker. The overall efficiencies are slightly higher for the 
same capacity, and existing plants have attained an overall efficiency 
above 85 per cent. Such plants do not have standby losses caused by 
change of load or banked fires. 

193. Methods of Smoke Determination. — No satisfactory method of 
determining the amount of smoke, cither qualitatively or quantitatively, 
luis yet come into use; and it (;annot even be said that a reliable method 
of fixing the relative amount of smoke has been found. The condition 
of the atmosphere, the appearance of the background, and the personal 
equation all enter into the making of a determination. For qualitative 
smoke measurement, the Ringelmann chart, Fig. 123, is generally used. 

80 100 


4 6 

Fio. 123. — Ringelmann Chart for Grading the Density of Smoke. 

This consists of four large charts ruled with vertical and hoiizontal lines 
forming squares, and numbered from 1 to 4, No. 1 representing a smoke 
density of 20 per cent; No. 2, 40 per cent; No. 3, GO per cent; and No. 4, 
80 per cent. A white card is 0 per cent density and a black card 100 per 
cent. These charts, together with the whiter and black cards, are placed 
50 feet from the observer, in line with the chimney. The lines on the chart 
disappear at this distance and the charts have a gray appearance. The 
observer glances rapidly from the chimney to the charts and judges which 
chart corresponds, in color, with the smoke. He then records his obser- 
vation and the time, on a smoke record chart. Readings are taken at one- 
half or one minute intervals. 

In some cities, notably Chicago, a “ smoke unit ” has been adopted as 
a method of estimating the total smoke emitted by a chimney. This 
unit is the equivalent of No. 1 smoke emitted for one minute. Thus, if a 
stack emits No. 2 smoke for ten minutes it would be emitting 20 smoke 
units. 
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REVIEW QUESTIONS AND PROBLEMS 

1. Explain the cause of smoke, and state the factors necessary for its prevention. 

2. Name the ty])es of grates used with hand-fired furnaces. 

3. What three methods are used to fire coal by hand? 

4. With hand-filed furnaces, how may the amount of smoke be minimized? 

6. What, are the advantages of mechanical methods of firing coal? 

6. (dassifv mechanical stokers. 

7. Describe the following types of stokers: (a) chain grate, (b) Riley underfeed, 
(c) Murphy. 

8 . Find the amount of coal burned per hour on a 5 ft. by 12 ft. chain grate which 
moves 4 in. per minute and luis a. depth of fuel bed of 8 in. Average weight of coal on 
grate, 40 lb. per cu. ft. 

9. \\ hat can be said reganling the volume of stoker-fired furnaces when compared 
witli hand-fired furnaces? 

10. Describe a powdered-conl-burning furnace. 

11. DcvScrilie an oil-burning furnace. 

12. Explain the meaning of the “smoke unit,” as used in Chicago. 



CHAPTER IX 

RATING AND EFFICIENCY OF STEAM BOILERS 

194. Boiler Rating. — It is customary to rate steam boilers in the fol- 
lowing ways : 

1 . By boiler horsepower 

2. By amount of h(‘ating surface. 

3. By area of grate surface. 

196. Boiler Horsepower {boiler /?/>.). — The tc'rm horsepower, as ap- 
plied to a boiler, designates tlu^ capacity of a boil(‘r as r('gaj‘ds its ability 
(o evaporate a definite amount of water p(?r hour, undt'r a given set of 
conditions. The term has no (lejinite relation to the term horsepower as 
applied to a steam ejujine. Th(; boiler does not piu foi’in work, as ordinarily 
considered, but furnishes a medium that (‘nablcs the steam engine to 
perform work. 

At the Ccuitennial Exposition in Philadelphia, in 187(1, a boiler horse- 
poiver was taken as the evaporation, of *30 pounds of water into steam, at a 
(jaije pressure of 70 pounds per square inch with a feedwater temperature of 
100 deq. fahr. This was (he weight of steam used, at that tini(», by a 
simple steam eiigiiu; in producing one horsepower when the steam pressure 
was 70 pounds per siiuare inch, gage. This rating is known as the Cen- 
tennial rating, and gave a standard for comparing Ijoiler pi'rformances. 

The commercial rating of a boiler, at the pri'sent time, is tlui standard 
adopted by (he Ameuicaiv Society of JMechanical Enoixeers, and 
known as the A. S. M. E. standard.* According to this rating, a boiler 
horsepower is the evaporation of 31.5 pounds of water itito steam, from and 
at 212 deg. fahr. per hour, lixpressed difleri'iitly, a boiler, to dev(‘lop one 
l)oil(M’ horsepower, must convert 34,5 jxiunds of wat(‘r into steam p('r hour, 
when the feedwater tempc'rature is 212 deg. fahr. and the absolute pressui’e 
14.7 |)ounds per square inch; that is, ilu' boik'r must supjdy the latent 
heat of steam at atmospheric pressure for each pound of water evaporati'd. 

The heat required to produce a boiler horsiqiower is, tlu'refore, 34.5 X 
971.7, or 33,623.7 B.t.u. per hour. The horsepower rating of a boiler 
is found by multiplying the weight of water evaporated per hour by the 

* The American Society of Filcctrical Engineers have proposed that the m3rriawatt 
be adopted as a standard for rating Iwilers. A myriawatt is the power equivalent of 
10, OCX) watts, or 34,150 R.t.u. per hour. 
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re(|iiir('(l (o (‘vaporaU* a poiiiul of the water and dividing this product 
by tlie li('at corrc'sponding in a boiler horsepower. 

As steam may exist in a wet, dry, or siip(M’heated condition, the boiler 
horsepower may be found by using one of the following equations: 

Wet steam, Boikr hp. = ^ 977?^*^ 

Dry steam, Boiler hp. = ^ i)7K7 

Superheated steam, Bcnler hp. = 34^^x\n 7^ ~ 

in which 


W = total weight of water evaporated per hour, Ib. 

X — quality of the steam. 

L = latent heat of steam at absolute boiler pressure. 
h = heat of licpiid corresponding to absolute boiler pressure. 
h\ = heat of licpiid corresponding to feedwatei- temperature. 

Note. — [d — 32) Clin bo used for h\ without serious error.] 

H = total heat per pound of dry steam at absolute? boiler pressure. 

= temperature of saturated steam at absolute boiler pressure, deg. 
fahr. 

is = temperature of superheated steam at absolute boiler pressure, 
deg. fahr. 

Cp = specific heat of superheated steam at constant pressure. (See 
Fig. 70, page 95.) 


Example 24. — During the test of a 150 hp. horizontal return-tubular boiler, the 
following dutu were taken: 

Water evaporated per hour, 3030 lb.; .steam pres.sure, 110 lb. per sq. in. gage; ba- 
rometer 29.50 in. mercury; moi.sturc in .steam 2 per cent; feedwater temperature 162 
deg. fahr. Find the boiler horsepower developed. 


Solution. — U.sing Equation (60), becau.se the steam is wet, 


Boiler hp. = 


W{xL+h -h) 
34.5 X 971.7 


3030 (0.98 X 877.2 + 314.7 - 130) 
34.5 X 971.7 


= 94.6 


W = 3030 lb.; a: = 0.98 

Absolute pressure in boiler, lb. per sq. in. = 29.50 X 0.491 + 110 = 124.6. 
L corresponding to 124.5 lb. per sq. in. = 877.2 B.t.u. 
h corresponding to 124.5 lb. per sq. in. = 314.7 B.t.u. 

corrc.sponding to 162 deg. fahr. = (^ - 32) = 162 - 32 = 130 B.t.u. 


196. Heating Surface, H. S, — Manufacturer base their ratings of 
boiler horse'power on a definite amount of water-heating surface per boiler 
horsepower. Formerly this amount of H. S. was 10 square feet for water- 
tube boilers, 12 square feet for tubular boilers, and 8 square feet for Scotch 
marine boilers. It is now customary to rate all stationary boilers on a 
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basis of 10 square feet of heating surface per boiler hp. This does not 
mean that the boiler should not develop more than its rating; but that, 
under ordinary operating conditions, 10 square feet of heating surface will 
evaporate the equivalent of 34.5 pounds of water into dry steam at 212 
deg. fahr., when the feedwater temperature is 212 deg. fahr. This 
method of rating is arbitrary and is used for convenience only. It is 
known as the manufacturer’s rating and is the nominal rated capacity of 
the boiler. 

By this method, all boilers of equal heating surfaces are given the same 
rating. This is unfair to purchasers, jis, of two boilei’s having ecpial heat- 
ing surfa(;e, one may have its In^ating surface arranged more advantageously 
than the other and hence hav(^ greater capacity under the same conditions 
of operation. 

The rated capacity may 1x5 exceeded by forcing tlu; lire and imi)roving 
furna(;e (M)nditions. Engineers ordinarily s(5lect boilers on a basis of li(‘at- 
ing surface sufficient to supply the demand, allowing a reasonable jatx' of 
evaporation per scpiare foot of heating surface per hour. 

197. Heating Surface of H. R. T. Boiler. ~ The heath uj mrfnce of a 
return-tubular boiler eqmU one-half the external area of the cylindrical 
shelly plm the hmde area of all the tubes, jdas two-thirds the area of the rear 
head, minus the combined external cross-sectional area of the tubes, all ex- 
pressed in square feet. 

Example 26. — Find the rated l)oiler horsepower of a l)oiler 00 inches diameter, 16 
feet long, and having 70 three-inch tubes. 

Solution. — The heating surface is found by applying the above rule. 

1. Area of shell = J ^3.14 X ^ X 10^ = 125 

O 7Q 

2. *Area of all the tubes =3. 14 X X 16 X 70 = 7SS 

3. Two-thirds area of rear head, lass tube .sections 

= I [i X 3. 14 X ] - [to X J X 3. 14 X ( '0'] = 9.5 

Total II, S. iliiYs 

Allowing 10 s{|uare feet of heating surface per boiler horsepower, the rating equals 
approximately 92 boiler horsepower. 

An approximate rule, which is sometimes sufficiently accurate to use 
in finding the total heating surface of this type of boiler, is to divide the 
area of the tubes l)y 0.85. 

198. Heating Surface of a Water-tube Boiler. — For a water-tul)e boiler 
of the fl(5ine type, the heating surface equals one-half the area of the shell, 
the outside area of the tubes, the inner area of each umter leg minus twice the 
area of all the tubes. 

An approximate rule is to divide the area of t h(5 tubes l)y 0.90. 

* For data on tubes consult Table 19. 
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TABLE 10. — LAP-WELDED CIIARCOAI^IRON BOII.ER TUBES 


Diameter 

Thickness, 

Inches 

Wire Gage 
Number 

Circumference 

Trarisvorso Aretis 

Lengt h of Tube 
per S(i . Foot of 

External, 

Inches 

Internal, 

Inchee 

External, 

Inches 

Internal, 

Inches 

External, 
Sq. Inches 

Internal, 
Sq. Inches 

Metal, 

Sq. Inches 

Ex. Surf., 
Feet 

Int. Surf., 
Feet 

1 

.856 

.072 

15 

3.142 

2.689 

.785 

.575 

.21 

3.819 

4.462 

li 

1.106 

.072 

15 

3.927 

3.475 

1.227 

.961 

.266 

3.056 

3.453 

1^ 

1.334 

.083 

14 

4.172 

4.191 

1.767 

1.398 

.369 

2.547 

2.863 

U‘ 

1.56 

.095 

13 

5.198 

4.901 

2.405 

1.911 

.494 

2.18:3 

2.448 

2 

l.Sl 

.095 

13 

6.283 

5 . 686 

3.142 

2.573 

.569 

1.909 

2.11 

2.1 

2.06 

.095 

13 

7.069 

6.472 

3.976 

3.333 

.643 

1.698 

1.854 

2^ 

2.282 

.109 

12 

7. 8.54 

7.169 

4.909 

4.09 

.819 

1 .528 

1.674 

21 

2.532 

.109 

12 

8.639 

7.954 

5.94 

5.035 

.905 

1 .389 

1.509 

3 

2.782 

.109 

12 

9.425 

8.74 

7.069 

6.079 

.99 

1.273 

1 .373 


3.01 

.12 

11 

10.21 

9.456 

8.296 

7.116 

1.18 

1.175 

1.26 


3.26 

.12 

11 

10.996 

10.241 

9.621 

8.347 

1.274 

1.091 

1.172 


3.51 

.12 

11 

11.781 

11.027 

11.045 

9.676 

1 .369 

1.018 

1.088 

4 

3.732 

.134 

10 

12.566 

11.724 

12.566 

10.939 

1 .627 

.955 

1.024 


4.232 

.134 

10 

14.137 

13.295 

15.904 

14.0 i )6 

1 .8: i 8 

.849 

.902 

5 

4.704 

.148 

9 

15.708 

14.778 

19.635 

17.379 

2.250 

.76-1 

.812 

6 

5.67 

. 165 

8 

18.85 

17.813 

28.274 

25.429 

3.025 

.637 

.673 

7 

6.67 

.165 

8 

21.991 

20.954 

38.485 

34.942 

3.543 

.546 

.573 

8 

7.67 

.165 

8 

25.133 

24.096 

50.266 

46.204 

4.062 

.477 

.498 

9 

8.64 

.18 

7 

28.274 

27.143 

63.617 

58.629 

4.988 

.424 

.442 

10 

0.594 

.203 

6 

31.416 

;to.i4 

78.54 

72.292 

6.248 

.382 

.398 


199. Grate Surface, G. S. — In rating ])()il(>rs by jijratc surface, one- 
third of a scpiaro foot of grate surface is souietimes taken as equivalent 
to a boiler tiorsepower. This value varies, however, with the conditions 
under which a boiler is operated, and also dilTers with l lie mot hod of firing. 
The grate sw'face of a doker-fired furfiace i.s taken a.s the width between the 
furnace walls multiplied by the length of the furnace. For in(^lined-grate 
stokers, the grate siirfac(^ would thus be th(^ })roj(H;t(Kl area of the grate. 

200. Ratio of Heating Surface to Grate Surface. — The ratio of heating 
surface to grate surface is a variable (piantity. Tt varies with the type 
of boiler, and even among boilei*s of th(' same type. An average value 
for water-tube boilers is 40 to 1 and for fire-tu))e tioilers, 50 to J. 

201. Equivalent Evaporation, We> — The economy of a steam boiler 
is defined as the number of pounds of water evaporated per pound of coal used. 
The heat required to (evaporate one })ound of wat(^r, from a feedwater 
temperature of 00 deg. fahr. into steam at 175 pounds pen- scpiani inch 
absolute, is different from that necessary to evaporate one pound of water 
under other conditions; as for example, water at a tempeiature of 180 
deg. fahr. into steam at a pressure of 150 pounds per scpiare inch absolute. 
The number of pounds of water evaporated undcu- th(^ first condition repre- 
sents a different (quantity of heat from that I’erpiired to evaporate the same 
number of pounds under the second condition. A comparison of boiler 
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performances under these two sets of conditions would be without value; 
to make a just comparison, the boiler fjerformaiice must bo reduc(Hl to 
soine standard condition. The standard adoi)ted is called equivalent 
evaporation from and at 212 deg. fahr. By iim standard the water adiially 
evaporated is expressed in terms of the amount of water which would be evap- 
orated, if the pressure were 14.7 pounds per square inch absolute and the 
feedwater temperature 212 deg. fahr., by using a guanlity of heat equal to that 
used under the actmd conditions of pressure and temperature. ]^>ach pound 
of (iquivalent evaporation represents the addition of 1)71.7 B.t.u., or th(‘ 
latent heat of evaporation at a i)ressur(^ of 14.7 pounds absolute. 

The equivalent evaporation may l)e expressed thus: 

Wet steam, We = 97 fy ^ 


Dry Steam, We = 

Superheated steam, We - 


W(H - lu) 

971.1 

\V[(]l±C.i, if, - Q - //,)! 
971.7^ 


(94) 

{im) 


in whhth W = actual wcaght of wat(*r f(‘d p(M' hour [)er pound of fuel, lb. 
We = equivalent weight of evapoi'ation i)er hour, lb. 

971.7 = latent heat corresponding to a temperature of 212 d('g. 
fahr., B.t.u. 

Example 26. — Using data from Example 23, page 180, find the equivalent evap- 
oration from and at 212 deg. fahr. 

Solution. — Since llie steam contains moisture, substitute the various values in 
E(|uation (63). The numerical values of all syml)ols are ius in Example 23. 

^ ^ ^ (0.08 X 877.2 + 314.7 - 130) _ 


071.7 

3030 X 1.075 = 3257 lb. per hour. 


971.7 


202. Factor of Evaporation, F, — The factor of evaporation is the factor 
by which the actual evaporation is multiplied to obtain the equivalent evapo- 
ration. It may be defined as the numl)er of pounds of water that should 
be evaporated from a feedwater temperature of 212 deg. fahr. into diy 
steam at 212 deg. fahr., by the expenditui‘(' of the same amount of heat 
as was used to evai)orato one pound of fe(‘dwatei- under llie actual con- 
ditions. For the various states in which steam may exist, the factor 
of evaporation may be calculated from the following (‘quations: 

Wet Steam, F = (66) 

Dry steam, F = (97) 

Superheated steam, F - ^ ~~ 9^1 7~ 
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Example 27. — The following data were taken during the test of a cross-drum B. 
and W. boiler, fired by Riley stokers, at the Columbus Railway, Power and Light Co.: 
Steam pressure, 256.5 lb. per sq. in. ab.s.; temperature of steam, 614 deg. fahr.; tem- 
perature of feedwater entering economizer, 128 deg. fahr. Find the factor of evap- 
oration, including economizer and superheater. 

Solution. — The steam is superheated, and Equation (68) will therefore be used. 
p H ■\-Cp (ts ~ tv) - hi _ 1200.8 -f- 0-5)6 ((il l - 40.‘l.:i) - 05.9 . 

H at 256.5 lb. per sq. in. abs = 12(X).8 

tv at 256.5 lb. })cr sq. in. abs = 403.3 deg. fahr. 

ts * = 614 deg. fahr. 

Cp corresponding to temperature and pressure of superheated 

steam, from curve, page 95 = 0.56 

hi at 128 deg. fahr = 95.9 


203. Boiler Efficiency. — Efficiency is the ratio of the output to the 
input. 

The output of a boiler, in heat units, is calculated from the weight of 
water evaporated. The calculation may be made in either of two ways: 
(1) The equivalent evaporation^ We, may he multiplied by 971.7; or (2) 
the actual evaporation, W, may be multiplied by the heat actually used in 
evaporating one pound of water under the existing conditions. That is, t he 
output may equal 971.7 We] or W (xL h — hi) for wet steam, W (// 
— hi) for dry steam, and W [II + Cp Qs — Q — hi] for su[)erheated steam. 

The input to a boiler may be l)asod on the heat, value of thc^ fuel as 
fired; that is, the fuel that goes into the furnace door; or it may be based 
upon the heat evolved from the coal burned on the grat(i, not taking into 
account the heat value of the fuel which falls through the grate into the 
ashpit. The efficiency found by using the first value of input is the 
overall efficiency of the boiler, furnace and grate, and that found by using 
the second value is the efficiency of the boiler and furnace, excluding the 
grate. These efficiencies may be expressed as follows: 


1. Efficiency of boiler, furnace and grate 
_ Output 
Input 

__ Actual weight of water per hour X heat value per pound of steam 
Weight of fuel per hour, as fired X heat value per pound of fuel, as fired 


W (xL + h- hi) 
WcC 


for wet steam 


(69) 


2. Efficiency of boiler and furnace 



Actual weight of water per hour X heat value per pound of steam 
Weight of combustible per hour X heat value per pound of combmtible 


W (xL -^h- hi) 
WcC - WaCa 


for wet steam 


(70) 
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in which Wc = weight of fuel per hour, lb. 

C = heat value per pound of fuel, B.t.u. 

Wa = weight of ash per hour, lb. 

Ca = heat value per pound of ash. In practically all cases, the 
combustible in the fish is carbon, and Ca may be taken 
_ 14,600 X per cent carbon in ash 
100 

Other symbols are as in Art. 195, page 186. 

In Equation (69), the weight of dry coal X heat value i)er pound of 
(liy coal may be used for the input. The final result is, however, the same. 
'Phe heat value per pound of steam should correspond to the condition 
of the steam; that is, wet, dry or superheated. 

The year-round efficiency of boiler, furnace and grate does not ordi- 
narily exceed 60 per cent. 

Example 28. — Additional data from tlic l)oiler test of Example 27, page 100, nre 
as follows; Weight of coal iis fired, 5,460 lb. per hour; actual evajniration, lifi.fiSO 
11). per hour; lieat value of coal as fired, 10,775 B.t.u.; weight of ashes, 005 Ih. per 
hour; per cent carbon in ash, 20.26; remaining data as in Example 27. Find: (a) the 
overall efficiency of bo Icr plant, and (b) efficiency of boiler and furnace. 

Solution. — (a) Using Equation 69. 

Efficiency, boiler, furnace and grate 

W [// 4- Cp (ts - tp) - liil _ 36,680 X 1222.8 _ 

“ WcC " 5160 X 10,775 

IF = 36,680 lb. per hr.; Wc ^ 5*160 Ib.; C = 10,775 B.t.u. 

[// -h Cp - tv) - /ii] from Example 27, = 1222.8. 

(6) Efficiency, boiler and furnace 

IF [// + Cp Us - tv) - hi] _ 30,680 X 1222.8 _ 

WcC - IFaCa 5460 X 10.775 - 065 X 20()4 


All values as in (a), except IFa = 965 lb. per hour, and 

^ 14,600 X 20.3 

Co = — — = 2064 B.t.u. 


204. Effect of Capacity on Efficiency. — When a boiler is forced beyond 
its normal rated capacity, its efficiency is usually IowcixkI. The decrejise 
in efficiency will not l)e great until the boiler is 50 per cent or more over- 
loaded. This drop in efficiency is caused by the inability of the boiler to 
absorb the excess heat produced when forcing the fires. 
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REVIEW QUESTIONS AND PROBLEMS 

1 . What is the sigiiificaiice of the term “boiler horsepower”? 

2 . Define the A. S. M. standard for boiler horsepower. What is the relation 
it bears to the Ceiit^cnnial rating? 

3 . What is the standard arnouiit of heating surface equivalent to one boiler horse- 
jiower? 

4 . The following data npfdy to Dillon rcturn-tubulnr boilers: 



- 

2 

3 

4 


Length of lubes, ft 

16 

15 

19 

17 

22 

lAUigth of boiler (overall) 

17 

16' 2" 

20' 2" 

18' 8" 

23' 10" 

Diam. of shell, in 

36 

54 

60 

84 

96 

No. of lubes 

32 

62 

82 

150 

262 

Size of tubes, in 

2.V 

3 

3 


3 


Find: (a) Square feet of heating surface in eacli ])oiler, and check with the apj)roxi- 
mate rule, Art. 197. 

(b) Riited horsepower of (‘acli boiler. 

6 . Wliat should be the grate area for each of tlie boilers in Prol)lcni 4? 

6 . The following <lata were obtained during the test of a Wickes vertical water-tube 
boiler: absohitc steam ])ressure, 212.1 11). per sq. in.; superheat, 102.2 deg. fahr.; tem- 
perature of feedwater, 19S.8 deg. fahr.; water evaporated, 70,938 lb.; coal fired, 
9,193 lb.; total ash and refuse, 953 lb.; per cent conbiistible in ash, 8.68; heat value 
per pound of dry coal, 13,245 B.t.u; moisture in coal fired, 4.12 per cent; duration of 
te.st, ten hours. Find the following: 

fa) Factor of evaporation. 

(b) 'rotal equivalent evaporation, including superheater. 

(c) Overall efficiency of plant. 

(d) Efl^cioncy of boiler and furnace combined. 

7. During the test of a B. and W. cros.s-drum marine boiler used on the U. 8. 8. Battle- 
ship Wyoming, the following data were taken: steam pressure, 209.9 lb. per sq. in. gage; 
feedwater temperature, 168.6 deg. fahr.; barometer, 30.0 in. mercury; weight of oil 
used, 5,943 lb.; quality of steam, 99.19 per cent; weight of water evaporated, 74,898 
lb.; duration of test, two hours; heat value per pound of oil, 19,291 B.t.u. 

h'ind: 

(a) Equivalent evaporation from and at 212 deg. fahr. 

(b) Factor of evaporation. 

(c) Boiler horsepower develo[)ed. 

(d) Overall efficiency. 

8. During the test of a 468 horsepower boiler using pulverized coal, data were taken 
as follows: pressure in l)oiler, 167 lb. per .sq. in. gage; barometer, 29.25 in. mercury; 
temperature of feedwater, 157.2 deg. fahr.; total weight of fuel, 47,775 Ib.; total weight 
of water, 393,168; degrees superheat, 374.9 deg. fahr.; B.t.u. per pound fuel as 
fired, 10,779; duration of test, twenty-four hours. Find the items called for in 
Problem 7. 



CHAPTER X 


STEAM BOILER TESTING 

206. Foreword. — There are many r(‘a>;ons for testing boilers, the 
most important of whicli, as given by the Power Test Committee of the 
A. S. M. E., are:* 

1. To determine the capacity and enicicncy of the })oiler, for comparison 

with standard or guaranteed r(‘siilts. 

2. To determine the cause of superior or inferior results. 

3. To compare dii'fei’cnt kinds of fiu'ls. 

4. To compare ditha’ent conditions and met hods of opc'ration. 

T). To det(‘rniinc the ('ffcct of changes in design or proportion of the 
boiler or furnace, upon capacity and effichaicy. 

A boiku’ t(‘st generally consists of the making of c(a’tain observations, 
which ar(^ di'sci'ibed in the present, chapter. The person in charge of th(‘ 
test should hav(; the aid of a sufficient numlicr of assistants, so that ho 
may Ix^ free to give his attention to any part of the work whcncv(‘r and 
wherever it. may be recjuired. He .should make siire ihat the instrumod.s 
and Icsimj afyparaliu^ coidirmdlif give reliafde indicalions and that the read- 
ings are being correctly recorded. He should also keep a close watch on 
the o[)(U’ation of the lioiler under test, and see that, the operating conditions 
determined upon are maintained, and that nothing occurs to vitiate the 
data. 

Th(? object of the test, should be clearly kept in view at all times. Ac- 
curacy and reliability must characterize the work from beginning to end. 

206. Preparation for the Test. — Tin* dimensions of the principal parts 
of the apjiai’fitus which bear on the ol)j('ct in view should be measured, or 
determined from correct working drawings. The general features of the 
boiler should bo observed, and sketch(*s should be made to show unusual 
points of design. 

The physical condition of all parts of the boiler and apparatus which 
concern the object in view should Ix^ thoroughly examined, and a record 
made of the conditions found, togethei’ with any points in the operation 
which would alh'ct the results, d'he tulx's and joints of the boiler should 
be examined for leakage, and the condition of brick furnaces, grates, and 
baffles noted. The brick walls and cl(‘aning doom should be examined 

* A nonsidcrable portion of the material in this ehapter luis been taken from the 
A. S. M. E. “Rules for Condueting Porforrnanec 1'csts of Power Plant Apparatus.” 
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for air leaks, cither by shutting the damper and observing the escaping 
smoke, or by the candle-flame test; the latter test is based upon the fact 
that the flame of a candle, if held near an opening into which air is leaking, 
will be drawn strongly toward the opening and thus indicate the point 
at which leakage is taking place. 

The condition of heating surfaces, with reference to exterior deposits 
of soot and interior deposits of mud and scale, should be determined. 
The steam main should be so arranged that condensed and entrained water 
cannot flow back into the boiler. Whenever the highest efficiency and 
capacity is desired, any defects tending to make the results unfavorable 
should be repaired before starting the test. Leakage of steam through 
blow-offs, drips, or any steam or water connections of the apparatus under- 
going test, which would in any way affect the results, should be prevented 
by blanking off; or satisfactory {issurance should be obtained that there 
is no leakage, either outward or inward. This is a most important mat- 
ter ^ and no assurance should be considered satisfactory which is not susceptible 
of absolute demonstration. 

Before the start of the test, the boiler should have been in operation 
a sufficient length of time to attain working temperatures and proper 
operating conditions throughout. For tests to determine efficiency, it is 
desirable to run preliminary tests to determine the most advantageous 
conditions of operation. 

207. Character of Fuel. — For tests of maximum efficiency or capacity 
of the boiler, to be compared with those of other boilers, the coal should 
be of some kind which is commercially regarded as a standard for the lo- 
cality where the test is made. In the Eastern states the standards thus 
regarded for semi-bituminous coals are Pocahontas (Va. and W. Va.) and 
New River (W. Va.); for anthracite coals those of the No. 1 buckwheat 
size, fresh-mined, containing not over 13 per cent ash by analysis; and 
for bituminous coals, Youghiogheny and Pittsburgh coals. There are no 
special grades of coal mined in the Western states which are widely and 
generally considered as standards for testing purposes, the best coal 
obtainable in any particular locality being regarded as the standard of 
comparison. 

For guarantee and other tests in which a coal containing not more than 
a certain amount of ash and moisture is specified, the coal selected for the 
test should not be higher in ash and moisture than the stated amounts, 
because any increase is liable to reduce the capacity to an extent propor- 
tionally greater than the increase in the amount of ash and moisture. 

The size of anthracite coal should be determined by screening a suit- 
able sample. 

Tests made with oil or gas fuels accord with the rules for making a test 
with coal. The “ running ” method of starting and stopping is used, and 
the length of the test may be shortened. 
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208. Apparatus and Instruments. — 'i'lio weight, of coal and ashes used 
on a tost is generally obtained by using platform scales, whi(!h should bo 
tested foi’ accuiacy by calibrating with standard weights. 

The (juantity of feedwater should l)e obtained by irujans of tanks and 
platform scales. A suitable arrangement for this purimsc consists of one 
or more tanks, each resting on a platform scale, and elevated a sufficient 
distance above the floor to empty into a receiving tank below. The feed 
pump is connected to the lower tank. Each tank should be of sufficient 
size to give ample time for the proper weighing of the water between suc- 
cessive emptyings. 

The feedwater is often measured by some form of water-meter, of which 
there are many commercial types. The meter should be calibrated in 
place before and after test to ensure accuracy. 

One typical water-meter uses a triangular weir over which the water 
flows. The weight of water is then determined by calculation based on 
the height of the water surface above the bottom of the weir, as explained 
in Art. 441, page 440. 

For measuring water flowing in pipes, the Venturi meter, Fig. 124, is 
well suited. This meter consists of a short constricted passage, or throat, 



joined to the full section of the pipe by conical converging or diverging 
sections. The amount of water flowing is proportional to the difference in 
static, or radial, pressure at the sections indicated, this pressure difference 
being obtained by a manometer. The meter is calibrated by weighing, 
and the amount of water flowing is found as follows: 

(3 = A,F (71) 

in which Q = cubic feet of water discharged per second. 

A/ = area of throat section, square feet. 

V = velocity of water at throat, feet per second. 
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in which Aa = area of u{)stream sociion, square feet. 

H = differenci^ in pressure, nieasuiecl in feet of water by the 
inanorn(*<er. 

The various prcssul•(^s and temperatures arc* measuied by pr('ssure gages, 
draft gages, thermometei-s and pyrometci*s. These instrunienls are 
described in Chapter 111. 

The amount of moist ure in the steam, when wet, should be determined 
by a throttling or separating calorimeter. When the steam is superheated, 
its temperature should be determined by a tliermomcter inserted in a 
thermometer well attached to the superheating surface. 

The analysis of the duo gases is generally determined by some form of 
Orsat apparatus, Art. 158, page 139. If momentary samples arc obtained, 
the analysis should be made as frequently as possible, say every fifteen 
or thirty minutes, and the conditions of the furnace and filing should 
be noted when the samphi is withdrawn. 

The amount of air used for combustion is often measured by an anemom- 
eter, Fig. 125, as the air enters the space beiH^ath the grate. This instru- 
ment consists of a light vane 
which is revolved by the move- 
ment of the air, the number of 
revolutions being recorded by 
a syst(Mn of gears and pointei’s. 
77ic insfrument ineasure.s the 
linear velocity only. 

All apparatus and instru- 
ments used in taking observa- 
tions should be carefully cali- 
brated, both before and after 
test, to ensure their accuracy. 

209. Length of Test. — The 
duration of tests to deterniiiK^ 
the efficiency of a hand-fired 
boiler should be ten houis of 
continuous running, or such 
time as may be reejuired to burn 
a total of 250 pounds of coal 
per square foot of grate. 

In the case of a boiler using 
a mechanical stoker, the dura- 
tion, where practicable, should be at least twenty-four hours. If the 
stoker is of a type that permits the quantity of coal and condition of 
the fuel bed at beginning and end of the test to be accurately estimated, the 
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duration may be reduced to ten hours, or such l ime as may be r(^quire<l lo 
burn the above noted total of 250 pounds per square foot of grat(‘ surf!i(M‘.^ 
• In commercial tests where the service requires continuous opcMulion 
night and day, with freciucnt shifts of firemen, tlui dui*ation of tlui test, 
whether tlic boilers are hand-fii’CHl or sl.ok(ir-fii ed, should be at least twenty- 
four hours. Likewise, in commercial tests, eitlu'r of a single boiler or of 
a [)lant of several boilers, where the plant operates regularly a certain 
number of hours and during the rest of the day the fires are banked, the 
duration should not l)e less than twenty-four hours. The duration of 
tests to determine the maximum evaporative capacity of a boiler, without 
determining tlic efficiency, should not be less than three hours. 

210. Starting and Stopping. — The conditioti^, reijardimj the tempera- 
ture of the furnace and boiler^ the quantity and qualify of the live coal and 
ofih on the yrates, the water level, and the ,deam prciimre, at the beginnimj 
and at the end of the test, should be as nearly alike as possible. 

To secure the desired equality of conditions with hand-fired boilers, 
the following method should be employcMl: The furnace being well heated 
by a preliminaiy run, burn the fire low, and thoroughly cl(‘an it, leaving 
(inough live coal, s{)rcad evenly ovei* the grate*, say 2 to 4 inches, to serve 
as a foundation for the new fire. Note (piickly th(^ thickmiss of the coal 
bod, as neatly as it can be estimated or mea^sured; also the watci* level, 
the steam i)ressurc, and the time, and record the latt(*r as the starting time. 
Frc'sh coal should then be fired, from that weighed for thci t(*st, the ashi)it 
thoroughly cleaned, and the regular work of the test put into operation. 
B(*foro the end of the test, the fire should again be* Inirnc'd low and cleaned, 
in such a manner as lo leave approximately the same amount of live coal 
on the grate as at the start. When this condition is reached, observe 
(juickly the water level, the steam pressure, and the time, and record the 
latter as the stopping time. If the water level is not the same as at the 
beginning, a correeiion should be made by eomputation, rather than by feeding 
additional water after the final readings are taken. Finally, remove the 
ashes and refuse from the ashpit ami re(;oi’d their weight. 

To obtain the d(\sired o(|uality in iha condition of the fire, when a me- 
chanical stok(M’, ot her than a chain grate*, is used, the procedure should 
be modified, where pi’acticiable, as follows: 

Regulate the (‘oal feed so as to buin the fire to the low condition required 
for cleaning. Shut off the coal-feeding meedianism and fill the hoppem 
level full. Clean the ash or dump plate, note quickly the depth and con- 
dition of the coal on the grate, the water level, the stixim pressure, and the 
time, and record the latter as the starting time. Then start the coal- 
feeding mechanism, clean the ashpit, and proceed with the regular work 
of the test. When the time arrives for the close of the test, shut, off the 
coal-feeding mechanism, fill the hoppem, and biun the hre to the same 
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low point as at tho beginning. When this condition is reached, note the 
water level, the steam pressure, and the time, and record t he lat ter as Oie 
stopping time. Finally, clean the ash plate and haul the ashes. In the 
case of chain-grate stokeis, the desired operating conditions should be 
maintained for half an hour before starting a test and for a like period 
before its close, the height of the throat plate and the speed of the grate 
being the same during both of these periods. 

211. Operating Conditions. — In all tests in which the object is to 
determine the performance under conditions of maximum efficiency, or 
where it is desired to ascertain the effect of predetermined conditions of 
operation, all sucli conditions whi(^h have an appreciable effect upon the 
efficiency should be maintained as nearlj^ uniform during the trial as the 
limitations of practical work will permit. In a stationary steam plant, 
for example, where maximum efficieiKry is the object in view, there should 
be unifonnity in such matters as steam pressure, times of firing, quantity 
of coal supplied at each firing, thickness of fire, and in other firing oper- 
ations; also in the rate of supplying the feedwater, in the load on the en- 
gine or turbine, and in the operating conditions throughout. On the other 
hand, if the object of the test is to determine the perfo nuance under work- 
ing conditions, no attempt at uniformity is either desired or required, 
unless this uniformity corresponds to the regular practice; when this is 
the object, the usual working conditions should prevail throughout the 
trial. 

212. Records. — A log of the data should be entered in notebooks or on 
blank sheets suitably 'prepared in advance. This should be done in such 
manner that the test may be divided into hourly periods, or, if neces- 
sary, periods of less duration; the leading data may then be obtained 
for any period or periods, as desired, thereby showing the degree of 
uniformity obtained. A sample feedwater log is shown in Table 20. 

The readings of the various instruments and apparatus concerned in 
the test, other than those showing quantities of consumption (such as 
fuel, water, and gas), should be taken at intervals not exceeding half an 
hour and entered in the log. Whenever the indications fluctuate, the 
intervals should be reduced, according to the extent of the fluctuation. 
In the case of smoke observations, for example, it is often necessary to 
take observations every minute, or still oftener, continuing these through- 
out the period covering the range of variations. When it is essential that 
a number of instruments be read simultaneously ^ there should be an observer 
stationed at each one^ and the readings should be taken at a signal from a 
time-keeper. 

Coal should be weighed and delivered to the firemen in portions suffi- 
cient for one hour’s run, in order that the degree of uniformity of firing 
may be ascertained. An ample supply of coal should be maintained at 
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all but the quantity on the floor at the end of each hour should Ix' 

as small as practi(^ablo, so that it may be readily estimated and deducled 
from the total weight, to delcuininc the hourly weight. 

The recorda should be such that the a)nount of feedwater used during each 
hour can be ascertained, thus giving a check on the uniformity of evaporation* 

* TABLE 20. FEEDWATER LOG, JiOJLER TRIAL NO. 1 


M<t(t<' at 

Dale Rv 

boili r Fiirinan 


Time 

Wiitcr (icliv- 
ered to feed 
tank 
pounds 

Temp, of 
water in 
tank 

Time 

Water deliv- 
ered to fee*l 
tank 
pound.s 

Temp, of 
water in 
tank 
" I '. 

Ifernarks 

7K)0 

7855 

190 




'lost began ;it 







7.00 A. M.; Miireh 







20. Test closed at 



1 




0.(X) p. M.: March 







20. 

8:30 

31G9 

197 





9:00 

3244 

190 ! 





9:40 

2567 

190 





10:00 

5845 

190 





11:00 

5038 

198 





12:01 

0339 

199 





1:00 

0440 

197 





2:03 

!)070 

198 





3:45 

3312 

200 





4:03 

3275 

200 





4:52 

2000 

195 I 





5:04 

4290 

198 






Make a memorandum of every event connc'cled with tlie progress of a 
t,est, however unnecessary it may appear at the time. A careful record 
should be made of the time of every such occurrence and the time of 
taking every weight, and every observation. For the purpose of identi- 
fication, the signature of the observer, and the date, should be affixed to each 
log sheet or record. 

In the matter of weighing coal by the barrow-load, or weighing water 
by the tankful, which is required in many test s, a series of marks, or tallies, 
should never be trusted. The time each load is weighed or emptied should 
be recorded. The weighing of coal shoidd not be delegated to unreliable 
assistants, and, whenever practicable, one or more men should he assigned 
solely to this work. The same may he said with regard to the weighing of 
feedwater. 

213. Sampling and Drying Coal. — During the progress of the test, 
the coal should be regularly sampled for the purpose of analysis and de- 
termination of moist ure. 
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Select a representative shovelful from each barrow-load, as it is drawn 
from tJie coal pile or other source of supply, and store the samples in a 
cool placu^ in a covered metal receptacle. When all the coal has thus 
been sampled, break up the lumps, thoroughly mix the whole quantity, 
and finally reduce it, by the process of repeated quartering and crushing, 
to a sample weighing about 5 pounds, the largest pieces being about the 
size of a piece of pea coal. From this sample, two l-(iuart, air-tight, 
glass fruit- jai’S, or other air-tight vessels, are to be promptly filled and 
preserved for subsequent determinations of moisture, calorific value, and 
chemical composition. These operations should be (conducted where the 
air is cool and free from drafts. 

When the sample lot of coal has been reduced by (juartering to, say, 
100 pounds, a portion weighing 15 to 20 pounds should be withdrawn for 
the purpose of immediate moisture determination. 

214. Ashes and Refuse. — The ashes and refuse, withdrawn from the 
furnace and ashpit during the progress of the test and at its close, should 
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be weighed, if possible, in a dry state. If this material is wet, the amount 
of moisture should be ascertained and allowed for, a sample being taken 
and dried for this purpose. This sample may serve also for analysis and 
the determination of unbumed carbon and fusing temperature. 

Clinker should be weighed separately from the fine ash. The sample 
may be prepared as explained for coal, and should contain approximately 
the same proportions by weight of clinker and ash as for the whole test. 
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216. Smoke Observations. — In tests of bituminous coals, reciuiring 
a dctenuinatioii of the amount of smoke prodiu^ed, observations should 
be made regularly throughout the trial at intervals of five minutes, or, 
if necessary, every minute. At the same time, the furnace and firing 
conditions should be noted. 

216- Data and Results. — It is well to plot all the data on a chart, 
Fig. 126, which shows the degree of uniformity of operation at a glance. 
This should be done during the progress of tlie test. 

217. Calculation of Results. — The necessary calculations are made 
ac^cording to the principles explained iii the previous (chapters. 

218. Report of Test. — A report of the test should present all the lead- 
ing facts bearing on the design, condition, and operation of the apparatus 
tested, together with such sketches and photographs as may be needed 
for a clear understanding of all points of the test. It should state the ol> 
ject and character of the test, the methods followed, the conditions main- 
tained, and the coiudusions reached, and should close with a tal)ular sum- 
mary of the principal data and results. The form of the data-and-result 
sheet is given in Table 21, in which two tests are recorded. The first 
test is for a boiler which has no superheater and no economizer; the 
second is for a boiler having both. Observed data are recorded in roman 
typ(^, and calculated results in bold-face type. 
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Select a representative shovelful from each barrow-load, as it is drawn 
from tJie coal pile or other source of supply, and store the samples in a 
cool placu^ in a covered metal receptacle. When all the coal has thus 
been sampled, break up the lumps, thoroughly mix the whole quantity, 
and finally reduce it, by the process of repeated quartering and crushing, 
to a sample weighing about 5 pounds, the largest pieces being about the 
size of a piece of pea coal. From this sample, two l-(iuart, air-tight, 
glass fruit- jai’S, or other air-tight vessels, are to be promptly filled and 
preserved for subsequent determinations of moisture, calorific value, and 
chemical composition. These operations should be (conducted where the 
air is cool and free from drafts. 

When the sample lot of coal has been reduced by (juartering to, say, 
100 pounds, a portion weighing 15 to 20 pounds should be withdrawn for 
the purpose of immediate moisture determination. 

214. Ashes and Refuse. — The ashes and refuse, withdrawn from the 
furnace and ashpit during the progress of the test and at its close, should 
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be weighed, if possible, in a dry state. If this material is wet, the amount 
of moisture should be ascertained and allowed for, a sample being taken 
and dried for this purpose. This sample may serve also for analysis and 
the determination of unbumed carbon and fusing temperature. 

Clinker should be weighed separately from the fine ash. The sample 
may be prepared as explained for coal, and should contain approximately 
the same proportions by weight of clinker and ash as for the whole test. 
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TABLE 21. — DATA AND RESUI/rS OF A liOlLER TEST. (Continued) 


Item 

Name of Item with IJnita 

1 

2 

20 

Weight of coal as fired, Ib 

8936 

139,910 

21 

Weight of dry coal, lb 

8830 

128!. 500 

22 

Weight of ash and refuse, Ib 

840 

28.350 

2 : 3 . 

Combustible in ash, per cent 


22 05 

24 

Weight of combustible burned, Ib 

7990 

100,160 

2.5 

Weight of dry coal consumed per hour, lb ... . 

1101 

6366 

26 

Dry coal f)er sq. ft . of grate surface f)er hour, lb 

24.53 


27 

Combustible burned per hour, lb 



28 

Combustible burned per sq. ft. grate; surface per hr., lb. 



29 

Analysis of flue gases, per cent by volume 




(kirhon dioxide 


12 10 


Oxygen 


6 93 


Carl)on monoxide 


0 19 


Nitrogen (by difference) 


80.78 


IF alar, total for test 


30 

'Polal weight of water fed to boiler, lb 

80,872 

907,.500 

31 

'Potal weight of water evaporated, corrected for moist- 




ure, lb 



32 

Factor of evaporation 

1.14 

1.238 

33 

I^cpii valent water evaporated into dry steam from 




.and at 212 deg. f.ahr., lb 

97,696 

1,123,000 


Water, per hour 



34 

Water evaporated per hour corre(;ted for moisture, lb 

10,723 

37,830 

35 

Equivalent evaporation into dry steam per hour from 




and at 212 deg. f.ahr., lb 

12,212 

46,800 

36 

F'quivalent evaporation j)er hour from an<l at 212 deg. 




fahr. per sq. ft. of wafer luaiting surf.ace, lb 

6.98 

10.63 

37 

llorsef)ower (leveloped, hp 

366.8 

1368 

38 j 

Builder’s ratcal horsepower on basis of 10 sq. ft. per 




hour, hp 

204.0 

444 

39 

Percamtage of builder’s rated horsi'power develof)ed. . . 

174.6 

305 


Economic resutts 



40 

Water apparently evaporated under actual conditions 




per pound of coal as fired, lb 

9.74 

6.49 

41 

Etjuivalent eva|)or.ation from and at 212 <leg. fahr. per 




pound of coal as fired, Ib 

10.90 

8.06 

42 

E(pjl valent evaporation from and at 212 deg fahr. per 




pound of dry coal, lb 

11.06 

8.76 

43 

E(]ui valent evaporation from and at 212 deg. fahr. per 




pound of combustible, lb 

12.22 

11.20 


Efficiency results 



44 

Efficiency of boiler, furnace and grate, j)er cent 

72.8 

72.2 

45 

Efficiency of boiler and furnace, per cen' 

76.4 

79.2 
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REVIEW QUESTIONS AND PROBLEMS 

1. What are the purposes for whi(!h tests are made on steam boilers? 

2. Describe the |)reparations necessary to make a steam boiler tost. 

3. Name the conditions which should exist at start and finish of a steam boiler test. 
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4. How may the amount of air used during a boiler test be measured? Where this 
is not feasible, what method is used? 

6. Prepare a data sheet suitable for the data pertaining to the weight of coal. 

6. What data are shown on the boiler data chart? 

7. Calculate all items which are printed in bold-face type for test No. 2, page 203. 

8. Using the analysis for test No. 2, make a heat balance for the boiler, based on coal 
as fired. 

9. During the test of a Babcock and Wilcox water-tube boiler at tlie Pennsylvania 
Navy Yard, the data were: water evaporated per hour, 13,552 lb.; oil used per hour, 
871 lb.; quality of steam, 0.999; heat value of oil per lb., 19,5!^5 B.t.u.; steam pressure, 
300 lb. per sq. in. gage; barometer, 30.12 in. mercury; feedwater temi^erature at boiler, 
199 deg. fahr. Find overall efficiency of the plant and factor of evaporation per pound 
of oil. How docs the equivalent evaporation compare with that ordinarily obtained 
I)er pound of coal? 

10. During a boiler test, the flue-gas analysis gave carbon dioxide, 15.10; oxygen, 
3.09; carbon monoxide, 0.00; nitrogen by difference, 81.81. Find the weight of dry 
chinmey gases per pound coal. 

11. In Problem 10, the sum of the carbon dioxide and oxygen is 18.19 per cent. 
Give reasons why it is not 21 per cent. (Sc(? Art. 160, page 142.) 



CHAPTER XI 

PIPE SYSTEMS, PIPE, VALVES, AND PIPE ACCESSORIES 

219. Foreword. — For the efficient and economical operation of a 
power plant, the layout of the piping system is of prime importance, and 
the care with which this is arranged will have its effect continuously on 
the operation of the plant. The points that should be considered in a 
piping system are: 

1. Continuity of service and provision for extension. 

2. Economical size and sufficient strength. 

3. Expansion. 

4. Drainage. 

5. Support. 

220. Division of Piping Systems. — The piping of a power plant may 
be conveniently consid(n-od under the following divisions: 

1 . High-prefisure piping. — This includes the piping connecting the 
boilers with the engines, turbines and steam pumps. It includes the boiler 
leads, main steam header and auxiliary header, engine and turbine leads, 
connections to auxiliai-ies and low-pressure traps. 

2. Low-presmre piping. — This includes all atmospheric exhaust lines, 
connections to feedwater heaters and exhaust steam heating. 

3. Vacuum piping. — Includes all exhaust connections between the 
prime mover and condenses*. 

4. Feedwater piping. — Includes all connections to and from the water 
end of feed pumps and injectors and the feed lines of the boilers. 

5. Blow-off piping. 

6. High- and low-preamre drainage mjdems. — Includes drips, traps, 
and seals for the return of condensation either to the feedwater heater 
or direct to the boilers. 

221. High-pressure Piping Systems. — The systems of piping employed 
for the jnain steam piping arc: 

1. Single-header. 

2. Spider. 

3. Loop, or ring. 

4. Unit. 

5. Duplicate. 

Of these systems the one to be used depends upon the size of the plant 
and the character of the load. In plants having several boilers and en- 
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gincs, the engine leads are connected to a common header wliich forms a 
flexible tie between the boilers and engines. This permits cutting any 
boiler into or out of service and re-distributing the load among the re- 
maining boilers. 

The single-header system, which is largely used in small and medium- 
sized plants, is illustrated in Fig. 127, with the boilers and engines ar 




ranged back to back. It has a low first cost and is simple and easy to ex- 
tend. Two stop valves are located between the header and each battery 
of boilers, to permit cutting out any section when necessary. The header 







HIGH-PRESSURE I’ll^ING SYSTEMS 207 

is made slightly larger than the boiler lead or pipe connecting boiler and 
header. Several methods of providing for expansion are shown. 

’ The spider system, Fig. 128, is simple and adaptable to small f)lanls. 
The boiler leads are connected to a short header, long enough to contain 




the necessary valves and lit t ings. The short header reduces the danger of 
shutdown, reduces condensation, and is (‘usily extended. 

Th(i loop, or ring, system has pii)ing in which the header is arranged in 
the form of a loo[), and hence requires a gr(‘at(‘r length of pipe than the 
single header and the spider systems. The valves in the header should be so 
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located as to permit cutting any section out of service and supplying steam 
from the remaining boilers. This system is not in general use, because of 
the high cost. It cannot be easily extended and has a large number of 
joints from which leakage may occur. 

The unit system us('s a single header, and each prime mover is supplied 
by its own battery of })oilers, with the units cross connected to permit 
throwing any unit over on another battery of boilers. This system is 
used in large central stations and is frequently expanded to include a 
separate feedwater heater, piunps, economizers, condenser and chimney 
for each main unit. 

The duplicate system has all piping installed in duplicate; it is not used 
to any extent, Ix^cause of its high cost. 

222. Boiler and Engine Leads. — An approved method of arranging 
the piping for boiler leads is shown in Fig. 129. By this arrangement 


Automatic Stop Value 



pockets in which water might collect are avoided. Each boiler lead should 
have an approved automatic, quick-closing stop valve, which will close 
whenever the pressure in the header exceeds that in the boiler. In addi- 
tion to this valve, a rising-stem gate valve should be used to permit closing 
the lead when making repairs. The rising stem shows at a glance whether 
the valve is closed or open. 

Valves located on horizontal runs pnn'ent water po(^kets, and this is 
the approved location of gate valves for all boiler and engine leads. The 
slope of the piping should be in the direction of steam flow, with the header 
connection at the upper side. Expansion in engine and boiler leads is 
provided for by long radius bends. The leads should be supported from 
above by hangers. 

A typical engine lead is also shown in Fig. 129. It has a rising-stem 
gate valve and discharges into a receiver separator located just above the 
engine throttle valve. By this arrangement, known as the triple swing 
connection, the necessity of springing the bends into place is prevented, 
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because a swing adjustment, can be made on three planes. It must have 
a horizontal and two vertical joints on one end of the connection. 

* 223. Size of Leads and Headers. — Boiler and engine leads are ordi- 
narily made one size smaller than the boiler nozzle or flange on an engine. 
The velocity of steam in the pipe is limited by good practice to 0,000 
feet per minute. Velocities as high as 10,000 to 12,000 feet per minute 
are often used with turbines when the steam flow is constant, while 9,000 
feet per minute is a maximum for steam-engine piping. 

The size of a steam pipe, l)ased on an allowable velocity, can be found 
by using the following equation: 

144 X IT X s 

A = area of pipe in square inches = y . . (72) 

in which W = equivalent weight of steam flowing, pounds per minute. 

s - si)ecific volume of steam at absolute pressure in pipe, cubic 
feet. 

V = velocity of steam, feet per minute. 


Example 29. — Using the data given l)eIo\v, find the ditiinctcr of steam pipe required 
to keep the velocity of the steam to 6000 ft. per minute. 


Solution. — Using Equation (72), 

, 144 X TE X « 144 X 260 X 2.m . 

Area m sq. m. = y = = 17.75 sq. in. 

W - 260 11). per minute. 

V ~ 6000 ft. per minute. 

s - 2.8110 cu. ft. i)er pound at 160 Ih. \)vr sep in. abs., Table 7, page 90. 
Diameter of pijx} = d ~ v'^22.60 = 4.76 inches. 

Note: A 5-inch pipe would be used, a.s it would lie the nearest commercial size. 


In practice, the limiting factor, in determining the size of steam piping, 
is the allowable iiressiin^ drop, since the permissible velocities are gov- 
erned by this drop. There are various formulae for computing the diop 
in pressure. Babcock’s equation appears to give as satisfactory results 
as any: 

/' = 0.(K)013I (l + I') ~ (73) 

in which P = the difference in pressure between the two ends of the pipe 
in pounds f)er stpiare inch. 

W = weight of steam passing, pounds |x^r minute. 
d = mean density of steam, pounds per cubic feet. 

Di- internal diameter of pqxj, inches. 

L = length of ])ipc in feet 
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Equation (73) may be written in the form 


P = 



( 74 ) 


(l + ^*) 0.000131 

ill which = a constant = . Nuniorical values of A 

can be computed for (he various sizes of steam pipes, and piping problems 
may thus be solved more conveniently. 


Example 30. — A fi-inoh stoiiin pipe line has a length of 300 ft. and delivers 15,000 
II). of steam per hour, at a steam pressure of 105 lb. per sq. in. abs. Find the loss in 
pressure in tlie pipe line. 


Solution. — Using Etpiation (74) with proper .5ubstitutions 


P = 


^ = 0.000,000,07 X — = 3.62 lb. 

'! 0.3(i3 


A for a 5-inch pipe = 0.000,000,07 


15,000 


= 250 lb. ner minute: 


d = from steam table 


2.757 


= 0.363 lb. per cu, ft. 


The steam header for a single header system should be made eipial in 
size to the largest hoile»‘ lead. If the engine and boiler are located at op- 
posite ends of the header, the size may be computed by using a vtdocity of 
8000 feet per minute for (he rate of steam flow. The headier should gen- 
erally be carried on rigid supports and anchored to a support at the center 
of the header. Rising-dem gate values should he used between each battery 
of boilers, 

224. Exhaust Piping. — The exhaust piping connect ing each engine or 
turbine with the exhaust steam main should have a gate valve to isolate 
the unit when making repairs. The use of pipe bends is not general. 
All piping should be short and direct, with a minimum number of joints 
which should be made tight to prevent l(*akage of air when attached to a 
condenser. 

The size of exhaust piping is generally based on a velocity of 8000 to 9000 
feet per minute for non-condensing operation; velocities as high as 20,000 
feet per minute are permissible for condensing plants because the loss 
caused by friction is low. 

226. Feedwater Piping. — The piping used for feedwater lines should 
be made of extra heavy steel or brass pipe, to guard against corrosion. 
Flanges made of cast steel give lietter sci’vice than cas(-ijon flanges. A 
feed, check, and stop valve are generally used for each fc'edwater con 
nection to the boiler, d'he stop valve used should be of thi^ globe pattern, 
as the gate valve cannot be used to regulate the flow, and fiulsations from 
the feed pum[) cause it (0 clatter. The complete feedwater piping for a 



FEEDWATER REOTILATORS 


2n 


non-condonsing plant is shown in Fig. J30. In general, all ec|uipnicnt 
should l)(^ by-passed 1o pc'riiiit I he making of repairs wil houl closing down 
the plant. 

The flow of feedwater may h(^ controlled by hand-operated valves or 
by a feedwater regulator which automatically maintains the water level 



Fio. 130. — Non-condensing Feedwater Piping with Feed Installed in Duplicate. 

in the boiler as nearly constant as possible. Theses r(*gulators are not always 
positive in tlieir action, and most engineers prefer to rely on hand regu- 
lation. 

226. Feedwater Regulators. — Feedwater regulators are generally of 
the tloat or expansioji type., and ordinarily operate in conjunction with 
a govei'iior attached to the feedwater pumps. The regulator moves a 
valve located in the feedw.ater pipe? and thus iiKU’oases or diminishes the 
opening througli which the feedwater flows. This action decreases or in- 
creases the pressure against which the pump is dis(rhai’ging, and the gov- 
ernor tlum changes the speed of the pum[) to feed the proper amount of 
water to maintain the water level. 

The Murray regulator, Fig. 131, has a float-controlled valve mechanism. 
The chamber in which the lloat works is (‘onnected to the boiler l)y con- 
nections above and below the mean water level. The float is moved by 
variations in the water level and thus changes the pressure of the steam^ 
which moves a balanced valve in tlie feedwater pipe and thus controls the 
supply of water. The balanced valve is normally ludd closed by a spring 
placed above a piston connected to the spindle of the valve. When a 



212 PIPE SYSTEMS, PIPE, VALVES, AND PIPE ACCESSORIES 


heavy load comes upon the boiler, the steam pressure is slightly decreased 
and the wat(M- hwel laised, because of the increased evaporation. The 
float is thus raised and the steam pressure, acting on the under side of 

the regulating valve spin- 
dle, is lowered. The 
spring then partially 
closes the valve and de- 
creases the flow until 
suffl(*ient water has evap- 
orated to lower the level, 
so that the regulator will 
again open and feed the 
boiler. A decrease in load 
lowers the water level be- 
cause of decreased evapo- 
ration, and the float then 
operates to supply suffi- 
cient water to bring the 
water level normal. 

The Copes regulator, 
Fig. 132, is a simple type 
of regulator depending for 
its opcu’ation upon the 
expansion and contraction 
of an inclined tube. This 
tube is connected to the 
steam and water spaces of the boiler, in such a manner that when the 
water is at its lowest level it contains only steam and then has its maxi- 
mum length. As the water level rises, water rises in the tube, which 
then contracts, the length of the tube depending upon the level to which 



Fia. 131. — Sectional View of Murray Automatic 
Boiler Feed Regulator. 



Fig. 132. — Improve*! Copes Expansion Type Feedwater Regulator, 
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it is filled with water. The tube is connected to a balanced valve in the 
feedwater line by a system of levers which move the valve as the height 
of the water level changes. With low water level, the tube is relatively 
long and the valve nearly open, thus giving maximum rate of how; aa 
the water rises, the tube is shortened and the rate of how decreased. 

227. High-pressure Drip Piping. — This piping automatically returns 
the Bteam condensed in the h(‘aders, steam separators, or otli(u* high- 



pressure piping to the boiler or feedwater heater, by means of steam traps, 
pumps, or the steam loop. An isometric sketch of a typical system is 
shown in Fig. 133. The size of header drips is usually from f- to 1-inch 
pipe, and that of throttle and engine dri|)s 2 -inch pipe. A check valve 
should he located in each drip when two or more drips are connected to the 
same trap, 

228. Steam Traps. — Steam traps collect the water of condensation from 
steam apparatus, and automatically discharije it to a tank or hot well, with 
minimum loss of steam. There arc many types of steam traps, the most 
conunon of which are. 

1. Bucket. 

2. Float. 

3. Tilting. 

4. Differential. 

5. Expansion. 
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Tho force of gravity caiisos l.ho water of condensal ion to flow to the trap. 
Ordinarily, a steam tra[) will discliarj3ce against a piessure 5 pounds less 
than the steam im'ssiire in the trap. 

The bucket trap, Fig. 131, is the simplest type of trap, and is iiiter- 
iiiittciit in its operation. It consists of an outside easting having a cover 



Fig. 134. — Bucket Stonin 'trap. 


in which the steam and watiu’ passages are located. Inside the casting 
is a bucket which has a needle valve attached to it. The position of the 
bucket d('t ermines th(‘ position of the valve. 

Water of eondfuisation and steam enter the trap at tlie right and pass 
through th(* con'd openings, in the cover, into th(^ body of the trap. A 
diaphragm above' the float divc'rts the' water into tho body of tho trap. 
Th(' wat(‘r gradually rises, thus raising the float and closing tho discharge 
valve. This valve remains closed until water n's('s in th(i body of tho (list- 
ing and overflows into tlu' float in suflicii'iit (juantity to make the weight 
of tho float, plus tlu' water, great enough t-o sink tho float and open tho 
discharge valve. Steam pressure, acting ui)on tho water within the float, 
then forces the water up through the sleeve which surrounds the valve 
and out at the lolt. ddiis action continues until enough water is forced 
from the float to lighten flu' float sufliciently to allow it to rise and^ 
close the valve again. If for any reason it is di'sii’od to have the water of 
condensation pass without enteiing the trap, a small valve is provided in 
the cover. This valve controls a by-pass located on the cover. 

A float trap is shown in Fig. 135, with all parts labeled. Water and 
steam enter at the inlet, and any sediment in the water is removed by the 
strainer. The waU'r rises in the charnbm’ until it seals th(^ valve with 3 
inches or more of water, the lu'ight of which is indicated by a gage glass. 
The float is then raised by the rising water, and the discharge valve is 
opened. Tin? ivite of dischargi* depiaids upon tiie position of the float, 
which is controlled by the amount of wati'r ('ntering. The valve is under 
water at all times. A small cam is provided to permit by-passing the 
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trap when necessary. The float is counter-weighted to permit using a 
smaller float. An air valve at the top is provided, for removing air from 
tfie trap, which will not work when air collects in the chamber. This 
type of trap gives a continuous discharge; but if it is not w(5ll made, l(‘ak- 
age of st(jam is liable to occur. The high velocity of discharge also wears 
the valve seat. 

The tilting trap is esscmtially a steel tank swung on a brass trunnion 
betweem two supports whi(^h are secured to a cast-iron b('d plate. 1Ti(^ 
supports consist of a valve connection on one sid(! and water connection 



on the other, both made of brass and shaped to form a suitable rest for the 
trunnion. A pet-cock located on top of the trap provides for exhausting 
the air from the tank. Buffers on each side liinil the swing of the? trap. 

Th(' tank is normally hold horizontal l)y means of a weighted lever. 
When sufficient water has (mtered th(i tank to overcome the action of the 
lever and weight, the taidv tilts backward. This ojxnis the discfuirge valve, 
and steam pressure forces the water from the tanh until the weight on the 
lever again returns the tank to a horizontal posftioit. The weight is adjusted 
to allow sufficient water to remain in th(‘ tank to keep the outlet always 
wat.ei'-s(Mled. 

229. Return Traps. — The traps des(!ril>ed above arc of the non-return 
type, as the water is not returned to tlu‘ boiler. There are traps that are 
lf»cat(Kl above the boiler level; when the trap is full, live steam at boiler 
f)ressure is admitted automatically to the trap. The pn'ssure in the boiler 
and trap is thus ecpialized, and tlu* watc'r flows from the trap to the boiler 
by gravity. This type of trap is known as a return trap. 

Steam traps are usually rated by the weight of water they will discharge 
per hour. 
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230. The Steam Loop. — A method of returning condensation from 
high-pressure lines to the boiler without using traps is shown in Fig. 136, 
and is known as the Holly steam loop. TIk^ figure illustrates the method 
used to return the liigh-pressurc drips to the l)oiler located above a re- 
ceiver to which the drips carry the condensation. The apparatus con- 
sists of a discharges chamber which is located at a considerable height 



Fkj, 136. — Holly Gravity Return System — Steam Loop. 


above the boiler and to whie^h a vent pipe is connected, a riser pipe con- 
necting the receiver and discharge chamber, and a return pipe connecting 
the water space of the boiler to the discharge chamber. 

This apparatus is essentially a boiler connected to a closed vessel, called 
the discharge chamber, by two pipes; one pipe, called the riser, Is con- 
nected through the receiver to the steam space of the boiler, and the other, 
called the return, to the water space. Under this condition the water 
in the return stands at the same level as that in the boiler, because the 
pressure in the discharge chamber equals that in the boiler. If the pres- 
sure in the chamber is lowered by some suitable means, water will rise 
in the return to such a height that the added weight of water will balance 
the difference in pressure between the boiler and the chamber, and steam 
will flow through the riser in an effort to balance the pressure. Any 
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water carried by the steam will be swept along and delivered into the 
chamber where it falls to the lx)ttom and enters the boiler through the 
return, as long as the added weight of water is greater than the difference 
in pressure between the lx)ilcr and the chamber. 

The system shown in Fig. 136 operates as follows: the starting valve 
is opened until steam appears. It is then closed, and the reducing valve 
in the vent pipe is put into operation, thereby reducing the pressure in 
the discharge chamber and causing thti corulensal ion to be forced fi-oni tlie 
receiver to the discharge chamber, in the form of a spray producc^d by a 
series of holes in a pipe through which the condensation passes when leav- 
ing the receiver. The steam and entrained water are here separated, 
the steam passing through the vent pipe to the feedwater heater, and the 
water through the return pipe to the boiler. Once started, the process 
is continuous. 

231. Commercial Piping. — Commercial pipe used in power plants 
is made of the following materials: 

1. Wrought iron. 

2. Mild steel. 

3. ('ast iron. 

4. Brass. 

Cast-iron pipe is used mainly for water and sewage systems; wtought- 
iron and steel pipe is used principally for steam, air and oil. The me 
of pipe is stated in nominal inside diameter^ up to and including \24nch 
pipe. Above 12 inches, the size is based on the outside diameter, and the 
thickness of metal nimt be always given. This pipe is known as 0. D. 
pipe. The grades of steel pipe in general use are (1) standard, (2) extra 
heavy, and (3) double extra heavy. Table 22 gives the principal dimen- 
sions and areas of standard and cxl.ra-heavy pipe. The outside diameter 
of standard, extra-heavy, and double extra-heavy pipe is the same for any 
given size; the inside diameters arc different. Extra-heavy pipe should 
bo used for pressures above 125 pounds. A grade of pipe known as mer- 
chant pipe was formerly made in sizes up to 6 inches, but manufacturers 
do not carry it in stock at the present time. Most piping comes in ran- 
dom lengths and may or may not be threaded, the threading being done 
by means of dies. The type of die required for wrought iron does not give 
satisfactory threads when used on steel pipe, because it tears the thre^ids. 

The standard system of pipe threads is the Briggs system. The thread 
is given a taper of J inch per foot, thus making it possible to secure a tight 
joint when screwing the pipe into a fitting. 

232. Expansion. — Whenever water, steam, or gas at high temperatures 
is to he conveyed by piping, proper provision must he made for expansion. 
The movement between pipe lines may be taken up by expansion 
joints, swing joints, or pipe bends. 
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TABLE 22. — DIMENSIONS OE STANDARD AND EXTRA^HEAVY 
WROUCai^r IRON and STEICL pipe 
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2 
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;i 

4 

1.0. )0 
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.ms 
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1 

[.:m 
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.957 

4.131 

3.292 

3.007 

.8020 
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1| 
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l.,3S0 i 

1.278 

5.215 

4., 3.3.5 

4.015 

1.490 

1.287 

1 ■ 

*2 

1 .IKK) 

1.010 

I ..“)00 

5.969 

5.001 

4.712 

2.038 

1.707 

2 

2.37.“) 

2.(M)7 

1 .9.39 

7.401 

0.494 

0.092 

3.3.50 

2.9.53 

2 \ 

2.S7.“> 

2.409 

2.. 323 

9.0.32 

7.753 

7.298 

4.784 

4.238 

3 

3..“)00 

.‘LOliS 

2.900 
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9.030 

9.iii 
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^2 

4.(M)() 

3..51S 

3.301 

12..)00 
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10.508 

9.887 

8.888 

4 

4..“)(K) 

4.020 

3.820 

14.1.37 
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12.020 

12.730 

11.497 

4i 

.5.(KK) 

4..“)00 

4.290 

15.708 

14.102 

13.477 

15.901 
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5.503 

5.047 

4.813 

17.477 

15.819 

15.121 

19.990 

18.194 

6 

0.025 

0.(K.I5 

5.701 

20.813 

19.0.>1 

18.099 

28.888 

20.007 

7 

7.025 

7.023 

0.025 

23.9.55 

1 22.003 

20.813 

38.738 

34.172 

8 

.S.025 

7.981 

7.025 

27.090 

25.070 

23.9.55 

.50.040 

45.004 

9 

9.025 

8.941 

8.025 

.30.238 

28.089 

27.090 

02.770 

.58.420 

10 

10.750 

10.020 

9.7.‘)0 

.33.772 

31.477 

.30.031 

78.839 

74.002 

11 

11.750 

1 1 .(KK) 

10.750 

30.911 

34.5.58 

.33.772 

95.033 

90.703 

12 

12.7.")0 

12.(KK) 

11.750j 

40.0.55 

.37.700 

.30.911 

113.098 

108.43 


Notk. — I^irn<'n^i<ms an* ’'orinal ami arc in incln's. 


233. Expansion Joints. — The slip type of expansion joint, Fig. 137, 
may be a siiiji;le or a double slip joint. It consists of a main castinjr which 
is anchored, a bronze sleeve which fits into this main casting and a gland 
and packing placed around the sleeve. The gland is adjusted to prevent 
leakage, l)y take-up bolts. The pipe line must be held in line, in order 
that this joint may work properly. Expansion and (‘ontracd.ion move 
the sleeve in the main anchored casting. The numl^er of expansion joints 
installed in a pipe line depends upon (1) the amount and direction of 
expansion and (2) the amount of expansion permitted by each joint. 

In addition to the .slip joint, a corrugated copper expansion joint is 
frequently used. It consists of a cylinder of corrugated copper hold 
between two flanges. When used for high pressures the corrugations are 
reinforced with steed rings. 

234. Pipe Bends. — Several typical expansion bonds are shown in 
Fig. 138. The amount of expansion provided for by each bend depends 
upon the radius of the bend and the thickness of the pipe. The bend is 
placed at a suitable point in the pipe line and installed so that it will not 
act as a dam to ol)struct steam or water How. Particular attention must 
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he given to the proper drainage of the steam line when pipe bends arc used. 
The bond, when cold, is customarily placed under initial tension e(iual 
to about one-half the total expansion; this decreases the amount of str(\ss 



on the joint when hot. As an example of the amount of expansion of a 
typical IxMid: a lO-incli U-pipe bend will allow 3.2 inches expansion when 
bent to a I’adius of 80 inches. 



236. Amount of Expansion. — The amount of expansion in piping 
depends upon the material from which the piping is nmde and the difference 
in temperature between the pipe when hot and when cold. The amount of 
expansion in inches may be calculated by the following equation: 
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Expansion in inches = L X C X (/i - < 2 ) X 12 (75) 

in which L - length of pipe in feet. 

C = coefficient of linear (*xpansion per inch of length per deg. fahr. 

= .00001111 for bronze. 

= .0000068 for wrought iron. 

«= .0000067 for steel. 

= .0000065 for cast iron. 

= final temperature, deg. fahr. 
fe = initial temperature, deg. fahr. 

Example 31. — A stecl steam pipe 293 ft. long carries steam at 190 lb. per sq. in. abs. 
pressure and superheated 125 deg. fahr. Find the theoretical amount of expansion 
on being heated from a room temperature of 80 deg. fahr. 

Solution. — From Equation (75) 

Expansion in inches — Ij X C X {ti — U) X 12 

= 293 X 0.000,006,7 X (502.6 - 80) X 12 
= 9.95 inches. 

L = 293 ft.; C = 0.000,006,7; k = 80 deg. fahr. 

<1 = 377.6 + 125 = 502.6 deg. fahr., where 377.6 is found from the Steam Table at 
190 lb. abs. pressure. 

The actual expansion is somewhat less than the theoretical amount 
of expansion. It was formerly thought that the amount of expansion 
was about one-half of the theoretical, because the exterior surface does 
not reach the full steam temperature. It has, however, been demon- 
strated that, when the surface is well covered, the actual expansion is 
nearly the same as the theoretical expansion. 

236. Pipe Fittings. — (Commercial fittings used to join the various 
lengt.hs of pipe are made in a variety of forms. Screwed fitting^ are gen- 
erally used in sizes up to 3^ inches and flanged fittings for larger dzes. 

The material from which fittings are generally made is cast iron; but 
malleable iron, steel, steel alloy, and brass fittings are also used. The 
material depends upon the service for which it is to be used. Fittings may be 
classed as: (1) low pressure fittings, for pressures around 25 pounds per 
square inch; (2) standard fittings for 125 pounds per square inch; and (3) 
extra heavy fittings for pressures of 250 pounds jx*r sejuare inch. 

237. Screwed Fittings. — The various screwed fittings are illustrated 
in Fig. 139. Nipples, or short pieces of threaded pipe, couplings, elbows, 
return bends, T’s, crosses, laterals, Y-branches, bushings, and reducing 
fittings are used to join pipe lengths. Plugs and caps are used to close 
the ends of fittings and pipes. Reducing bushings and fittings may be 
tapped eccentrically to permit free drainage. 

Unions, Pig. 140, are used to provide a means of disconnecting a pipe 
line. They are seldom used above 4 inches nominal diameter. The parts 
of the union are the nut, male end, and female end. The seat is usuaUy 
made of brass to prevent rusting 
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Fig. 139. — Casiriron Fittings. 
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Expansion in inches = L X C X (/i - < 2 ) X 12 (75) 

in which L - length of pipe in feet. 

C = coefficient of linear (*xpansion per inch of length per deg. fahr. 

= .00001111 for bronze. 

= .0000068 for wrought iron. 

«= .0000067 for steel. 

= .0000065 for cast iron. 

= final temperature, deg. fahr. 
fe = initial temperature, deg. fahr. 

Example 31. — A stecl steam pipe 293 ft. long carries steam at 190 lb. per sq. in. abs. 
pressure and superheated 125 deg. fahr. Find the theoretical amount of expansion 
on being heated from a room temperature of 80 deg. fahr. 

Solution. — From Equation (75) 

Expansion in inches — Ij X C X {ti — U) X 12 

= 293 X 0.000,006,7 X (502.6 - 80) X 12 
= 9.95 inches. 

L = 293 ft.; C = 0.000,006,7; k = 80 deg. fahr. 

<1 = 377.6 + 125 = 502.6 deg. fahr., where 377.6 is found from the Steam Table at 
190 lb. abs. pressure. 

The actual expansion is somewhat less than the theoretical amount 
of expansion. It was formerly thought that the amount of expansion 
was about one-half of the theoretical, because the exterior surface does 
not reach the full steam temperature. It has, however, been demon- 
strated that, when the surface is well covered, the actual expansion is 
nearly the same as the theoretical expansion. 

236. Pipe Fittings. — (Commercial fittings used to join the various 
lengt.hs of pipe are made in a variety of forms. Screwed fitting^ are gen- 
erally used in sizes up to 3^ inches and flanged fittings for larger dzes. 

The material from which fittings are generally made is cast iron; but 
malleable iron, steel, steel alloy, and brass fittings are also used. The 
material depends upon the service for which it is to be used. Fittings may be 
classed as: (1) low pressure fittings, for pressures around 25 pounds per 
square inch; (2) standard fittings for 125 pounds per square inch; and (3) 
extra heavy fittings for pressures of 250 pounds jx*r sejuare inch. 

237. Screwed Fittings. — The various screwed fittings are illustrated 
in Fig. 139. Nipples, or short pieces of threaded pipe, couplings, elbows, 
return bends, T’s, crosses, laterals, Y-branches, bushings, and reducing 
fittings are used to join pipe lengths. Plugs and caps are used to close 
the ends of fittings and pipes. Reducing bushings and fittings may be 
tapped eccentrically to permit free drainage. 

Unions, Pig. 140, are used to provide a means of disconnecting a pipe 
line. They are seldom used above 4 inches nominal diameter. The parts 
of the union are the nut, male end, and female end. The seat is usuaUy 
made of brass to prevent rusting 
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the flange is bored smaller t han the pifx\ It is then heated and plac^ed on 
the pipe, after which the pipe is expanded to fit corrugations in the hub of 
the flange, and the surface is then faced smootli. This joint is satisfac- 
tory for high-pressure steam. Tlu' Vanstone or lap joint is the best type of 
commercial joint for high pressure and temperature; it is dependable 
and rc(piires no attention besides occasionally re[)lacing a gasket. The 
pipe is rolled over against th(' flang(‘ at right angles to f he axis of (he pip(‘. 
Th(^ lap is then faced on front and edge, and acts as a bearing for th(‘ gasket 
wh('n making the joint., whil{‘ th(^ flanges a(*t as swivel collars to hold the 
pip(^ togeth('r. This flange is adaptable to all classes of service, for pres- 
sure* up to loot) pounds per s(piare inch or al)o\'e. Welded flanges arci 
made of forg(‘d steel welded to the pipe and afterward faced to a true face. 
This joint costs much more than the oth<*r types of joints. 

239. Methods of Facing Flanges. — In oi'(l(‘r to make a tight joint the 
face's of the flanges are machineel in the fe.)lle)wing ways: (1) plain straight 
face*, (2) raised face, snie)oth finish for gasket, (3) raiseel fae*e, finisheel fe)r 
grounel joint, (4) te)ngue and groove*, (5) male and female, (G) plain face 
corrugateel or se'oreel, (7) l)all shape for grounel jemit. 

The plain straight face^ has the entire* fae*e' of the flange niae*hined. A 
gasket , which shoulel l)e fairly thi(‘k to make a tight je)int , is [)lace*d between 
t he flanges. This jennt is ge)od fen* pressui’cs l^elow 125 pounds per sfpiarc 
inch. 

The raiseel face*, smooth finish for gasket, is made by raising the face 
of the flange betwe'en the bore anel insiele e)f the beflt holes from to 
ine*h above the re'mainder of the* flange. It makes a sat isfae*tory joint, 
is suitable for high steam ])r(‘ssure*s, anel is the most common type of 
joint. A ring gasket is uscel betwe'en the* flanges. 

'Fhe raised face, giouiid je)int, is similar to the one employed when 
gaskets are* used, except that the face is machineel perfectly true and a 
gasket is not re*(piire'd. 

The tejngue anel gioove joint is made by machining a circular ring on 
one flange and a corresponding recess on the othe'r. It is a popular type 
of joint; but it is more expemsive and is more elifficult to disassemble, 
when replacing a valve or fitting than the* previous type's. For ammonia 
and hydraulic pipe line's there is no belte'r joint. 

44ie male and female joint is exi^ensive' te) install anel disassemble. It 
is adapted to high pressures, jis it prevenls the gasket from blowing out. 

The plain face, corrugated, and sce)red jennts are similar. In t he former 
t he face has concentric circles cut in the face by a round-exlged tool. The 
scored joint has concentric rings made with a shar}>eelged tool. This 
joint is good for oil and acid lines. 

The ball-shaped flange joint resembles the screwed union joint. Gaskets 
are eliminated and misalignment of the pipe line is taken care of by the 
spherical joint. 
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Expansion in inches = L X C X (/i - < 2 ) X 12 (75) 

in which L - length of pipe in feet. 

C = coefficient of linear (*xpansion per inch of length per deg. fahr. 

= .00001111 for bronze. 

= .0000068 for wrought iron. 

«= .0000067 for steel. 

= .0000065 for cast iron. 

= final temperature, deg. fahr. 
fe = initial temperature, deg. fahr. 

Example 31. — A stecl steam pipe 293 ft. long carries steam at 190 lb. per sq. in. abs. 
pressure and superheated 125 deg. fahr. Find the theoretical amount of expansion 
on being heated from a room temperature of 80 deg. fahr. 

Solution. — From Equation (75) 

Expansion in inches — Ij X C X {ti — U) X 12 

= 293 X 0.000,006,7 X (502.6 - 80) X 12 
= 9.95 inches. 

L = 293 ft.; C = 0.000,006,7; k = 80 deg. fahr. 

<1 = 377.6 + 125 = 502.6 deg. fahr., where 377.6 is found from the Steam Table at 
190 lb. abs. pressure. 

The actual expansion is somewhat less than the theoretical amount 
of expansion. It was formerly thought that the amount of expansion 
was about one-half of the theoretical, because the exterior surface does 
not reach the full steam temperature. It has, however, been demon- 
strated that, when the surface is well covered, the actual expansion is 
nearly the same as the theoretical expansion. 

236. Pipe Fittings. — (Commercial fittings used to join the various 
lengt.hs of pipe are made in a variety of forms. Screwed fitting^ are gen- 
erally used in sizes up to 3^ inches and flanged fittings for larger dzes. 

The material from which fittings are generally made is cast iron; but 
malleable iron, steel, steel alloy, and brass fittings are also used. The 
material depends upon the service for which it is to be used. Fittings may be 
classed as: (1) low pressure fittings, for pressures around 25 pounds per 
square inch; (2) standard fittings for 125 pounds per square inch; and (3) 
extra heavy fittings for pressures of 250 pounds jx*r sejuare inch. 

237. Screwed Fittings. — The various screwed fittings are illustrated 
in Fig. 139. Nipples, or short pieces of threaded pipe, couplings, elbows, 
return bends, T’s, crosses, laterals, Y-branches, bushings, and reducing 
fittings are used to join pipe lengths. Plugs and caps are used to close 
the ends of fittings and pipes. Reducing bushings and fittings may be 
tapped eccentrically to permit free drainage. 

Unions, Pig. 140, are used to provide a means of disconnecting a pipe 
line. They are seldom used above 4 inches nominal diameter. The parts 
of the union are the nut, male end, and female end. The seat is usuaUy 
made of brass to prevent rusting 
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rising spindle ty])e the spindle screws into the wedge as the wheel is re- 
volved, in which case it is not apparent to the eye whether the valves is 
closed or oi^en. The wedge may be solid or split, and should have a slight 



Body and Brass Mountings. 

taper, so that it will close tight when pushed down by the spindle. The 
top of the wedge is made to seat against th(^ bonnet when wide oix^n, 
which permits packing the stuffing box with the valve open. 

Small sizes up to 3 inches are made* of bravss and usually have screwed 
ends. Fig. 144. The bonnet , which is screwed to t he body by a union nut, 
carries a stuffing box through which th(‘ spindle rises and to which the 
gland is held by a nut. A wheel is attached to the top of the spindle, 
and a shoukhu* and hub on the lower eiul of the spindle turn in a split 
wedge which seats against the tapered faces. The top of the shoulder is 
finished and, when open, bears against th.(^ bottom of the bonnet and per- 
mits packing the valve under pressure. 

244. Globe and Angle Valves. — Large sizes of these valves are made of 
cast iron with brass mountings. The construction is similar to that of 
the gate valve, except that the seat is horizontal, and the valve disk is 
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Expansion in inches = L X C X (/i - < 2 ) X 12 (75) 

in which L - length of pipe in feet. 

C = coefficient of linear (*xpansion per inch of length per deg. fahr. 

= .00001111 for bronze. 

= .0000068 for wrought iron. 

«= .0000067 for steel. 

= .0000065 for cast iron. 

= final temperature, deg. fahr. 
fe = initial temperature, deg. fahr. 
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pressure and superheated 125 deg. fahr. Find the theoretical amount of expansion 
on being heated from a room temperature of 80 deg. fahr. 
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= 9.95 inches. 

L = 293 ft.; C = 0.000,006,7; k = 80 deg. fahr. 

<1 = 377.6 + 125 = 502.6 deg. fahr., where 377.6 is found from the Steam Table at 
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The actual expansion is somewhat less than the theoretical amount 
of expansion. It was formerly thought that the amount of expansion 
was about one-half of the theoretical, because the exterior surface does 
not reach the full steam temperature. It has, however, been demon- 
strated that, when the surface is well covered, the actual expansion is 
nearly the same as the theoretical expansion. 

236. Pipe Fittings. — (Commercial fittings used to join the various 
lengt.hs of pipe are made in a variety of forms. Screwed fitting^ are gen- 
erally used in sizes up to 3^ inches and flanged fittings for larger dzes. 

The material from which fittings are generally made is cast iron; but 
malleable iron, steel, steel alloy, and brass fittings are also used. The 
material depends upon the service for which it is to be used. Fittings may be 
classed as: (1) low pressure fittings, for pressures around 25 pounds per 
square inch; (2) standard fittings for 125 pounds per square inch; and (3) 
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return bends, T’s, crosses, laterals, Y-branches, bushings, and reducing 
fittings are used to join pipe lengths. Plugs and caps are used to close 
the ends of fittings and pipes. Reducing bushings and fittings may be 
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Unions, Pig. 140, are used to provide a means of disconnecting a pipe 
line. They are seldom used above 4 inches nominal diameter. The parts 
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closes, because the pressure lielow the disk is lower than on the header 
side. The disk remains closed jus lonK as tlie pres.sur(! in the boik-r is 
below that in the header and can only Ixi opc'iu'd wilii |)ressur<.‘ on th(^ 
boiler side. The valve slioiild not stick, chatter, or hanniier while 
performitiK its function. A d.ash [wt is fitted to the uirper end of (lie 
disk spindle to prewent chaltcriiiK or violent inoveinent. Tin; outside 
.stein is not attached to the valve disk, but the valve can b(! closed lik(^ 
any stop valve by screwing the handwheel down. The disk opens on a 



Fig. 147. — Fost(>r Automatic Non- Fig, 148. — Kieloy Lover and Weight Reduc' 
return Stop Valve. ing Valve. 

246. Reducing Valve. — valvi' is iisod whoro it is dcsinnl to ri'diico 
t he st(>ain prossuro, as for use in a lioaling systiun. Figure 148 illustrates 
the construetion of a weiglit-aiid-levi'r type of redueiiig valve, consisting 
of a body conniJctcd into tli(^ pipe liiu*. In tla^ body is ti balanced disk 
valve attached to a spindle, to the lower (.aid of which a diaphragm is 
attaidied; just abovo the diaphragm is a lever, which is pivoted on an 
extension of the valve body. IIigh-pr(‘ssure steam enters from the loft 
and passes through the lialamvd valv(', which is normally held open by 
a weight located on the lever. The low-jiressure side of the valve is con- 
nected by a pipe to the chamber Ixdow the diaphragm, in oi'der to have 
the low-pr(*ssiire steam act on the under side of the diaphragm. When 
the steam pressure acting on the diaphiagm builds up sulliciently to lift 
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the weight, the spindle is raised, the balanced valve partially closed, and 
the pressure reduced to a value that will just balance the weight. The 
position of the weight determines the lower pressure. 

247. Pipe Coverings. — Coverings made from heat insulating material^ 
such as magnesia or asbestos fiber j should be 'placed on all air^ water and 
steam piping ^ valves arid fittings. Cold-water pipes are often covered, to 
prevent sweating in hot weather. The efficiency of pipe coverings may 
be as high as 86 per cent. 

248. Pipe Hangers, Rollers and Supports. — Pipe hangers, Fig. 149, 
are used to relieve fittings of strain and keep a pifje line from sagging. 



Fig. 149. — Typical Pipe Hangers, Brackets and Roller with Frame. 


They are ordinarily attached to the framework of the building, and are 
free to swing as the pipe expands. In addition to hangers, pipes are sup- 
ported on rollers which permit the pipe to expand and contraiit, and which 
are carried by a roller frame attached to a bracket located on the wall or 
frame of the building. When it is necessary to support pipes at a consid- 
erable distance from the floor, a pipe column is used. 
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REVIEW QUESTIONS AND PROBLEMS 

1 . Name five requirements which a well-designed pii)e line should satisfy. 

2 . 'Sketch the layout of (a) a single-header system nf ijiping, (/;.) a spider system. 

3 . Sketch a proper arrangement of piping for a lM)ilcr lead. 

4 . A 1700 i.hp. engine, using 12.5 lb. of steam per i.hp. per hour, has a supply pipe 
40 ft. long from the header. Average steam pressure, 100.3 lb. jx^r sq. in. gage; average 
amount of superheat, 40 deg. fahr. Pressure drop from header to engine, 1.0 pound. 
What should be the diameter of the supply pipe? 

6. Describe a typical feedwater piping system, using sketch. 

6. What is a steam trap? Name four tyjxis and describe one type mentioned. 

7 . What is a return trap? Describe the operation of a steam loop. 

8. Name the grades of steam piping. 

9. Name three methods of providing for the expansion of a steam line. 

10 . A 5-inch steed pipe line, 000 ft. long, carries steam at an average ])ressure of 155.3 
11). gage, and average su[)erheat in the line, .50 deg. fahr. TemixTatiire before turning 
on steam, 50 deg. fahr. Find the allowance that must l)e made for expansion if the 
j)ipe is straight. Barometer, 29.92 in. mercury. 

11 . Name ten pipe fittings, and state the function of each. 

12 . Name two types of stop valves. Describe a non-return stop valve. 

13 . Describe a reducing valve and state why such a valve is used. 

14 . What is tlie purpose of pipe covering? 
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FEEDWATER HEATERS AND PURIFIERS. FEEDWATER PURI- 
FICATION. BOILER SCALE. CORROSION. TUBE 
CLEANERS AND SOOT BLOWERS 

249. Foreword. — Feedwater lieaters are used pi*iinarily foi* saving, 
heat and I tins increasing; the economy of tlie boihu' plant, also for purifying; 
the water, since some impurities are separated from the water when it is 
heated. 

Incidentally, increasing^ the tempei'atui’e of the water tends to reduce 
strain caused by difference in t(Mnp(u-atu]*(' in the pai'ts of the boiler and 
thus prolongs the lite of tlu' boih'i’. With lar'ge h(*at('r’s the storage of 
water is an advantage, since a (*onsiderable (piantity of hot water may be 
ready to supi)ly a sudden demand. 

For the l)est conditions of op(‘i*ation, the temperature of the feedwater 
should be nearly ecpial to the tempei'atuiH^ of the water in the boiler, and 
its quality should b(.‘ such that it will not cause cor’r’osion of the boiler or 
a deposit of scale. 

At ordinary boiler pre.ssurc, an incr’easc of 10 to 12 deg. fahr. in the 
temperatur’(‘ of the feedwater cor'res|)onds to al)out 1 ])er ccmt gain in the 
efTiciency of the boiler plant. A deposit of scale not only pr’events the 
ready ti’ansfer of heat but (‘udanger-s the life of the boilru* by allowing the 
plate or tubes to become ov(‘i‘heated. 

260. Classification of Feedwater Heaters. — FcHMlwater heaters may 
be classified according to: 

1. Soiu’ce of heat. 

2. Method of transmission of heat (contact or conduction). 

3. Pressiu’e of steam. 

4. Arrangement for flow of the steam. 

(1) Feedwater may be heated by exhaust steam, by hot waste gases, 
or sometimes by live steam; that is, steam taken directly from th(i boil(*r. 
If exhaust steam supplies the heat the appai-atus is called a feedwater 
heater, while if hot gases furnish the heat it is called an economizer. 
A heater using live steam is often (;alled a purifier, although all heater’s are 
purifiers to some extent. 

(2) If steam comes directly into contact with the water, the heater is 
an open-type heater. If heat is transmitted through walls which separate 
the steam from the water, the heater is of the closed type. 
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(3) Closed heaters, through which the exhaust steam from an engine 
passes on its way to the e.ondeiiser, are called primary heaters, bc{;aus(? 
Cold feedwater sometimes receives heat first in this way. Steam exhausted 
at or near atmospheric pressure is used to heat water in open or closed 
heaters, which are called secondary, or atmospheric, heaters. 

(4) The heater is of the induced type when only that portion of the 
ste*am which is induced enters the heater, but all the steam entering is 
condensed, thus lowering the pressure slightly and drawing more steam 
in. It is called a through heater when all of the steam is forced through 
the heater and only a part of the steam is condensed, the remainder being 
discharged. 

261. Open Feedwater Heater. — A section of a Cochrane open feed- 
water heater and receiver, with i)art of the shell (mt away to give a vi(‘w 
of the interior, is shown in Fig. 


150. It is made of cast-iron 
plates bolted together, is pro- 
vided with doors to allow 
cleaning, and is intended for 
pressures as high as 10 pounds 
per square inch. 

This heater is called a “ steam 
stack cut-out” heater and is 
arranged for use when more ex- 
haust steam is available lhan is 
recpiired for heating th(' feed- 
water. 

Part of the steam enters the 
heater through an opening con- 
trolled by a cut-out valve, the 
remainder passing directly to 
the exhaust outlet. A large, 
fluted oil-separator, in the ex- 
haust inlet to the heater, n*- 
moves the oil from the exhaust 



steam. 

Cold water enters a reservoir 


at the top and overflows to a 
series of corrugated copper 


Fig. 150. — Cochrane Open Type Steam Stack 
Cut-out Feedwater Heater. 


trays, or pans, and thence to 

the filter compartment below. While falling from the reservoir and 


pans, the water is so sulidivided into sprays that it offers a large amount 
of surface to the entering steam, which is immediately condensed by di- 
rect contact. The quantity of cold water entering the heater is controlled 
by a float in the tank, which operates an inlet. valv(‘ in the suiiply pipe. 
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The hot vviitoi' i);iss(‘s down through tho coke filter and enters the com- 
partinent at- the left, wluu'e a s(H‘tion of th(‘ paitition is shown cut away to 
ivveal the outlet to tlui feed pump. The lieatc'r is tloodc'd to the overfl()w 
level, and thus floating impurities pass oil into the float trap at the right 
and are discharged to the waste pipe, by action of the trap. The dis- 
charge fi-om the oil-separator also enters this trap and is discharged. 

WIkmi the steam stack cut-out ” valve is closed, the overflow outlet 
is also closed, and no steam can enter the heater. This permits cleaning 
the heater whih' the engine is in operation. 

A considei-able amount of the soft scale-making material in the water 
is deposited on the trays and may Ixi removed by opening the cast-iron 
doors of the heater and taking out tlu' trays. 

This heater serves as a receiving tank or hot well, to whi(*h hot. conden- 
sate is returned by gravity or by means of a pump. A vent pipe is pro- 



B/o^v^ofP 

P"iG. 151. — Hoppes Horizontal Open Type Feedwater Heater 


vided to discharge the gases that are freed, and to ensure low pressure in 
the heater. The heater is located on the suction side of the pump. 

The Hoppes horizontal open feedwater heater, Fig. 151, illust rates the 
pan type of heater. The water (*ntering through the supply pipe is con- 
trolled by a float valve. It overflows from pan t.o pan, receiving heat 
from the exhaust steam, and is drawn away by the pump, which is gener- 
ally placed below it. Th(^ (‘xhaust steam passes over an oil-separator before 
entering the space between the trays. After considerable scale has ac- 
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Tbbes 


^ahatat 

Inlet 


cumulated th(^ heater head can he removed and the trays takem out, and 
(^leaned. A crane is provider! to assist in s\vin^>infi: the lu'ad out. of t h(‘ way 
and ba(;k into position. 

252. Closed Heater. — This type of h(‘at.er is connect(‘d into the feed 
line between the pump and the boiler*. Such heaters are classified, ac- 
cording to the position and dir(‘c- 
tioil of movement of the steam 
and water*, as (1) water-tulx^, or 
(2) steam-tube, eitlici* type' hav- 
ing pai'allel cur*i'ents or* countra* 
cAirrents; that is, with steam 
and water moving in the same 
direction or in opposite dirc'c- 
tions. In single-flow water- 
tube heaters tire wat-ra* flows in 
on(^ direction only; in a multi- 
flow heat er t ho watca* pass(‘s 
back and forth in its passage 
t hrough the heatca* tul)es. A coil 
heater has one or more coils of 
pipe (!arr*ying tire watra*. 

A vertical closed heatca* of the 
multi-flow watxa-tube type, cut 
away at the top atrd bottom to 
show its consti’uction, is illus- 
tr’atcai in Fig. 152. Tire sin'll 
is nrade of cast ir*on and tire tubes 
of corrugated cof)pei’, expanded 
in the tube heads and suppor*ted 
by a thiml)le. Tin' corr ugations 
allow for expansion and contrac- 
tion with change of ie]np(‘r*atirr*e, 
incr’case the Inaiting surfacr*, 
and, by agitating the wati't* in its 
|)assage, tend to bring cooler 
par’ticles of the water sti*eam a- 
gainst the h('ating sur’face, and 

thus increase the (‘ffi(!iency of heat ti’ansfer. The irregular movement of the 
water and the inov(‘inent of the tube by expansion and contraction also 
tend to pr’cven t de[)osit of scales on the t ubes. Exhaust st ('am ent ers against 
a baffle plate, used to protect the tubes fr'om impact of the steam, and is 
distributed to the top and bottom. ( ’ondensed steam is dischai’ged through 
the drain pipe sliown at th(‘ left (jf the figure. Feedwater enter*s near the 
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Fkj. nVi. — Wainwrif^lit ( 'ornifijtited-tube 
Closed tcedwaler Heiiter. 
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bottom, passes to the left top coinj)artment, theiiee to tlic center bottom 
and right top compart ineiits, and down to the feed outlet. There are two 
partition plates at the bottom and one at the top to direct the flow. A 
blow-off (‘oniKHilioii is shown and, as this heater is under boiler pressure 
or slightly higher, when the pump is working, provision is made for con- 
necting a I’elief or safety valve. 

A spiral coil is somet imes used, in straight brass tubes, for agitation of 
the water. This type of tube is cxpand(‘d into one tube sheet and pro- 
vided with a deep packing box and screw(‘d gland in the other tube sheet, 
to allow for expansion and contraction. 

263. Coil Tube Heater. — A multi-coil heater is illustrated in Fig. 153, 
in which a Really through type of hciatei’, with part of the ca^t-iron shell 


Ta Bach Pressure 




Fig. 163. — Reilly Multi-coil Exhaust Steam Heater and Piping Connections for 
through Type of Heater. 

removed, shows the coils and their connections. The coils arc inter- 
changeable and are connected to the headers at top and bot tom by metal 
screwed union joints. Expansion is taken care of by the fonn of the coils. 

The arrangement of piping for a through coil heater is also shown in 
Fig. 153. The pressure of the steam passing through the heater is kept 
constant by the weighted back-pressure valve. By closing the upper and 
lower valves and opening the middle, or by-pass valve, the heater can be 
taken out of service to allow inspection of the coils. A trap is connected 
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as shown, to receive the steam condensed in the heater. All heatei’s shoiild 
be by-passed to allow for cleaning. 

' 254. Advantages and Disadvantages Claimed for Open and Closed 
Types of Feedwater Heaters. — In general, the advantages of one type 
are the disadvantages of the other type. 

Qpen Type of Feedwater Heater. — The advantages are: 

1. Saving in heat. — Direct contact with steam and water gives effi- 
ciency in heat transmission, and l(\ss exhaust steam is I’ecpiired to heat 
the water through the same tempc'rature range. 

2. Saving in water. — The condensed steam is ready to be used, in- 
stead of recpiiring an ecpial quantity of cold water. This amounts to about 
one-seventh of all the water that would have to be supplic'd to a closed 
heater for the same total amount of feedwater. 

3. TmproverneM in quality of the whole feedwater supply. — Th(^ con- 
densed steam is practhually pun? water. Tlu? temp(‘ratur(? in tin? heater 
is sufficient to liberate gases and air in the feedwater whi(*h cause corrosion 
and pitting in ^the boiler, and to precipitate some scak'-making material 
out of the water. Impurities such as mud are nanoved l)y the filter, and 
lighter floccul(?nt impurity is floated off over th(‘ waste? discharge. 

4. Serves as a hot well. — It may be used as a hot well to receive returns 
from the heating system. 

5. Easy to cto. — Easy and rapid cleaning is possible, as all parts 
of the heater are accessible. 

The principal disadvantage of the open heater is the of)po]*t, unity al- 
lowed for oil to get into the feedwater, due to inefficient oil-separators and 
lack of care in cleaning the filter, though it- should be stated that effici('nt. 
oil-separators arc furnished by the makei's and are in common use. 

Closed Exhaust Steam Heater. — T he advantages of this type of 
heater arc: 

1. No oil. — There is no danger of oil entering the heater from the 
engine exhaust. This is often a controlling factor in t he choice of a heatei'. 

2. Improvement in qiudity of feedwater. — Some scak'-making mat(‘]‘ial 
is pr('cipitated and may be discharg(‘d. 

The disadvantages are : A safety va!v(‘ is reciuired to j)iev(‘nt, iimlm? 
rise in pressure, and a tube failure may caus(‘ ti oublc l)e<‘ause th(‘ tub(\s 
are under pressure. In general the advantages of the open heater arc 
the disadvantages of the clos(*d, except as not('<l. 

266. Live Steam Heaters and Purifiers. — The principal objectr in 
the use of this type of heatc'r is th(? purifi(?at ion of tlu' water from lianl 
scale-making material. At, a tempcirature of about 3()t) deg. fahr., tlu^ 
sulphates of lime and magnesia, which make a hard scale, are pi-ecipitated. 
These sulphates ar(‘ not affected by low-temperature steam. Some gain 




Fig. 154. — Side and End View of Green Fuel Economizer 
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in efficiency in heating feedwater l)y the use of live steam heaters has Ix'on 
shown, an explanation for which was offered in ^team * by the suggestion 
that heat may bo transferred more readily at (jonsidcrable t(*mp(Mature 
diff’crences. 

The live steam purifier is of the pan type and in construction res(‘inbl('s 
the Hoppes heater (Fig. 151, page 232). It is, however, operat(;(I at boiler 
pre'ssure instead of at exhaust pressure. Water is deliv(a*ed to the top i)an 
and runs ov(n* the sid(\s to the pans below; it tlieii ent(‘rs tlie l)oiler })y 
gravity, because the location of the lieatcn* is al)Ovo tlu^ water level. Air 
and gas ex[)ellod from the water must be vented to some high-pressmo 
steam-pipe line, to pnwent the heat(‘r from becoming air bound. 

266. Fuel Saved by Heating Feedwater. — For the sak(‘ of e(!onomy, 
exhaust s(('am should ]w used for heating feedwater, wli(‘rever possibh'. 
The h(‘at in the (‘xhaust- of an engine or turbiiH^ is a large proportion of 
the h(‘at supplied. All the laait, exc(‘pt that used in work and lost l)y 
frictrion, radiation and leakage, can bo returned to th(' boiler in the feed- 
water, If an engine using steam at 150 pounds per s(|uare inch gage 
pressure exhausts into a heater at- atmosph(‘ri(! pressure, and the feedwat(‘i' 
enters the heater at 50 deg. fahr. and l(‘aves at 210 deg. fahr. the ('xhaust 
steam furnishes 159.01 B.t.u., which is about 14 p('r cent or nearly one- 
seventh of the total heat, 1178.9 B.t.u., requir'd to evaporate one pound 
of water under th(‘ conditions. Thus the (capacity of the boiler plant is 
increas(‘(l without increasing the number of boilers; or it will be possilde 
to furnish the same amount of steam with fewer boik'rs and less coal. 

267. Fuel Economizers. — The (Ireen fuel economizer, shown in Fig. 
154, is an (‘xample of a feedwatei- heater receiving h(‘at- from waste gases. 
It consists of a series of v(‘rtical cast-iron pij)(‘s 9 to 12 fe(‘t long and 4i^6 
inches exte»‘nal diameter, arranged in parallel rows across the flue and 
connected into cast-iion head(*rs at top and bottom. The bottom h('aders 
are connected by Hanged joints at the front side to bottom branch dis- 
tributing pipes. The top headers are similarly connected at the rear to 
the top branch collectiiig pipes. Th(' <listribuling and colk'cting pipes, 
for t he groups of vertical pipes making up the (‘cojiomizer, are connected 
by U-shaped, cast-iron, flanged tittings to allow for (‘xpansion and con- 
traction. The tubes have ni(’tal-to-meta.l taper fits into tlu^ lu'aders at 
both ends and are foi’ced into place by hydraulic; pressure. Opposite the; 
top of each t ul)e (*nd in t lie top header is a hand-hok', closed by a lid having 
a coni(;al s(;at and held in place by a yoke and bolt. The lids are removed 
through one opening which is made larger than the rest. 

Feedwater enters the bottom branch jiipc; at- the end nearest the point 
where the gases leave the economizer and, aftca- passing through headers 
and pipes, leaves the top branch pipe at the end where the gases enter, 
* Babcock and Wilcox Co. 
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thus ensuring the hottest water for boiler-feed. A safety valve is located 
on a flanged nozzle on the top branch pipe, next to the exit connection to 
the boiler-feed line. A bottom blow-off valve is connected to the bot- 
tom branch pipe to discharge sediment. 

Scrapers for removing the soot, which falls to a space below the pipes, 
are continuously moved up and down the pipes by chains connected to a 
power-driven mechanism located above the economizer. The scrapers 
for two pipe sections are carried by a lifting bar and are held in place on 
the down stroke by a guard bolted to the bar. A chain from the lifting 
bar passes up between the headers, over a grooved pulley and down to a 
similar lifting bar and set of scrapers on the two adjoining tube sections. 
Thus, the weight of one set of pipe scrapers balances the weight of the other 
set. 

The reversing mechanism has a large bevel gear fastened to the shaft 
running lengthwise above the economizer. This operates the chain pul- 
leys by means of worms and worm gears. The direction of rotation of 
the shaft is reversed by a lever which is thrown first to one side and then 
to the other by the action of fingers attacjhed to an idler wheel, which is 
operated by a worm gear and wheel from the shaft. The lever slides a 
toothed clutch keyed on the cross shaft, making the small bevel gears, 
located at each end of the cross shaft, alternately drivers and idlers. 

The economizer is enclosed in a brick setting or, in more modern con- 
struction, in an asbestos-lined sheet-rnetal casing. A by-pass with dampers 
is provided for the gases, to allow for cleaning and repair, and a by-pass 
is also arranged in the feedwater piping, as for any heater. An illustration 



Fig. 15.0. — Section Drawing of Economizer Installation. 



of a typical economizer installation is shown in Fig. 155, together with 
the temperature change and arrangement of feedwater piping. 

Economizer elements are sometimes installed in the rear of the boiler 
setting and made a part of the boiler. 
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Ordinarily, the pressure in an economizer is equal to or slightly greater 
than that in the boiler. A type of multi-stage centrifugal turbine-driven 
fed pump is sometimes used, from the first stage of which the water 
passes to the economizer at low pressure, and returns to the remaining 
stages of the pump to receive an increase in pressure sufficient to enter 
the boiler. Old economizers may thus be kept in use longer, and, in 
general, the life of the economizes is lengthened. 

The economizer is of particular value; in stations carrying a periodic 
or regular overload, because it practically incr(.\ases the heating surface 
and saves the heat that would otherwise pass to the stack at such times. 
The storage of hot water for a sudden demand is an additional advantage;. 
Reduction in draft caused by the economizer depends upon the length of 
the economizer and arrangement of tubes. Mechanical draft is gener- 
ally used. 

The economizer serves as a feedwater purifier, like any closed water- 
tube heater, and also reduces, by a small amount, i he soot otherwise dis- 
charged with the gases. The gain in overall efficiemey of the plant, re- 
sulting from the use of an economizer, may vary from 3 or *4 per cent to 
18 or 20 per cent, depending on the conditions. In some largo central 
stations of recent construction, economizers have been omitted bc(;ause 
the saving to lx; obtained was considcTcd too small, under the conditions 
of operation in the plant, to justify th(‘ir use. 

268. Boiler Feedwater. — Water obtained from natural sources, such 
as rain water, water from creeks, rivers, lakes, wells, and the sea, is nevei* 
free from impurity, the relative degree of puiity b(;ing in tlx; order named. 
Falling rain absorbs carbon dioxide, air and ot her gases, and in the earth 
becomes impregnated with mineral compounds, loaded wit h organic mat- 
ter and mud in suspension, and often defiled by acid wastes from industrial 
plants. 

Water suitable for boiler feed should not contain corrosive substances^ 
and should be soft, that is, free or nearUj free from mineral salts and im- 
purities that make a hard emting, or scale. Thes(' salts cause “ temporary” 
or “permanent” hardness, according to theii- nature. The degree of 
hardness is generally stated in grains of solids per gallon; for soft water, 
1 to 10 grains; for moderately hard watei-, 10 to 20 grains; for very hard 
water, above 25 grains. Temporary hardness may be removed by boil- 
ing, and permanent hardness by chemical treatment of the water. 

Boiler scale is a solid deposit, or incrustation, caused by the action of 
heat and the concentration of impurities held in solution and suspension 
in the water. The concentration caus(‘s crystallizatiori of the salt out of 
the solution and deposits on the metal. The principal scale-making ma- 
terials are the sulphates, nitrates, and chlorides of lime and magnesium, 
which make a hard scale, and the carbonates of lime and magnesium, which 
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make a softer scale. A boiler tube in which scale has been allowed to 
accuinulate and also the appearance of a typical scale formation, are 
shown in Fig. 1.5(). 

269. Effect of Scale. — The presence of scale on boiler plate prevents 
the rapid transmission of heat to the water, and may cause the overheating 



Fig. 156. — Boiler Tube ."showing Scale and a I’ypical Scale Formation. 

of tubes, hues, or shell, with disastrous effects. Rofioi-ts of boiler insurance 
companies show that a large proportion of ihe damage caused each year 
in steam boilers is caused by boiler scale. 

Scale causes a loss in efficiency, Ix'causc' the gases pass away without 
giving up availal)le heat. Tests made by Professor Schmidt at th(^ Uni- 
versity of Illinois, have shown (hat with hard and soft, scale, varying in 
thickness from one-fiftiidh to omyninth of an inch, th(‘ loss of efficiency 
of heat transfer varied from 9 to Hi per cent of the lu'at supplied. 

The losses resulting from the introduction of poor feedwater into the 
boiler are : 

1. Waste of fuel on account of reduced efficiency, and also by taking 

boilers out of commission and heating them up after cleaning. 

2. Labor for cleaning heaters and boilers. 

3. Extra fioileis recpiired to allow for rotation in cleaning. 

4. Cost of repairs, caused by overheating or corrosion of tubes and 

shell. 

5. Cost of ckvining a[)paratus, such as tube cleaners. 

6. Cost of boilin’ compounds. 

260. Corrosion. — Corrosion, or wasting away, is caused by electro- 
lytic action of metal in contact with water, and is especially active in the 
presence of acid and dissolved oxygen. If the oxyqen can be eliminated 
from the water, corrosion may be practically prevented. The presence of 
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carbon dioxide, since it causes acidity, always implies a tendency toward 
corrosion; but if oxygen is not; present also, the possibility of corrosion 
ih^ slight. Pitting is due to local corrosion as the result of galvanic act ion 
bet; ween impurities, mill scale, and rust at points on the surface of the 
metal. 

A notable example of the effect of corrosion is given in an article [)i’e- 
sented at the annual meeting of the Ani(n*ican So(;iety of Mechanical 
Engineers, December, 1915. In twelve water-tube boilei s at t he Front - 
vale plant of the Soutlunn Pacific Company, oiKvthird of the tubes re- 
(piired replacing in eighteen months after the plant had been placed in 
operation. 

Slabs of zinc securely fastened to the stays of marine boilers are used 
to prevent corrosion of the lx)iler metal. The zinc requires renewal, as 
it is gradually wasted by galvanic action. 

W. H. Walker, Ph. 1)., formerly Director of Indust rial Cooperation and 
Research at Massachusetts Institute of Te(‘hnology, says: 

‘‘ In order to form rust, the iron must actually go into solution in the 
water; if oxygen is present it unites lat('r with this dissolved iron, separ- 
ating as I’cd rust. Wlum iron dissolves in water, an ('(luivahuit or cone- 
sponding amount of hydrogen is set fre(\ This hydrogen covers the sur- 
face of the iron and ()rot(‘(‘ts it from further attack. But if oxygen h) 
pi’(‘S(‘nt it. unit(‘s with the hydrogen, destioys the protective covering and 
allows th(^ solution of iron to procecal.” 

The amount of cori’osion has l)e(‘n found to be dir(‘ctly proportional to 
th(‘ free oxygen content of tlu' wat('r. To removes oxygen from the water 
as it ent(‘rs a hot-watei’ systf'in, eit her a deactivator or a deaerator may be 
used. The deactivator i(auoves only oxygen using a chemical proc(\ss. 
It. consists of a vessel containing many sheets of iron chemically treated 
so t hat rai)id corrosion takes plac(' in th(' presence of oxygen. The oxygen 
is thus consumed in corroding tlu'se clK'aj) plates instc^ad ol the expensiv(; 
piping syst(an. This process has Ikhmi us('d succi'ssfully on a largo scale, 
and a description is givaai in the Transactions ol the AiiKuican Society of 
Heating and Ventilating Enginet'rs, 1918, in a paper on “ The Preserva- 
tion of Hot Water Sui)ply Pii)e in Theory and Practice,” by Apeller and 
Knowland. 

The deaerator removes oxygen and all dissolved gases by a physical 
process. In one type of deaerator the watca*, from which the gases arc 
to be removed, is sprayed into a vacuum chamber in which the vacuum is 
maintained at about 21 inches. The entiMing water is made to pass 
through a perforated brass plate and then it falls upon tubes heated by 
exhaust steam. The water is thus lx)iled violently at the temperature 
corresponding to the vacuum. The gtises are released by the boiling and 
rise through a hole in the top of the brass plate to an ejector connection 
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located at the top of the deaerator. The C'ochrane type of this apparatus 
combines the deaerator with an open feedwater heater operating under a 
vacuum that will give the desired temperature of feedwater. When thus 
made, the apparatus is known as a vacuum deaerating heater. 

261. Methods of Scale Prevention and Water Softening. — The 
principal methods used to remove or neutralize the scale-making material 
in feedwater are: 


1. Filters. 

2. Boiler compounds. 

3. Heating the feedwater. 

4. Water softening 


Intermittent system 
Continuous system 
Hot process 
Zeolite process. 


5. Evaporators. 

The method to be used depends upon the amount and (piality of the 
feedwater. Filters, which may be of either the pressure or gravity type, 
using granulated quartz or other sand as a bed through which the water 
is passed, may be used to remove material Carried in mechanical suspen- 
sion by the feedwater. In small installations having a fair quality of 
feedwater, the use of a boiler compound directly in the boiler is common. 
If there is a feedwater heater, a large part, of the carbonates of lime and 
magnesium that make soft scale is precipitated out of the water by the 
heat, and may be removed in a manner depending on the construction 
of the heater. 

262. Boiler Compounds. — Boiler compounds usually consist of car- 
bonate of soda, to which caustic soda and phosphate of soda are sometimes 
added. Tannin and starchy materials are occasionally added, with the 
purpose of coating the particles of incrusting materials, holding them in 
suspension to prevent the formation of a solid mass. The boiler must be 
blown down periodically to prevent the accumulation of sludge, and oc- 
casionally opened and washed out thoroughly. The amount of com- 
pound to be used depends on the (luantity of water evaporated, as well as 
its quality. The compound is sometimes pumped in continuously with 
the feedwater by a small pump made especially for that purpose, or forced 
in periodically by an injector or by use of a by-pass in the feed line. There 
is a tendency to look upon this method of treatment as a “ cure-all ” 
for any water difficulties This is a mistake, but when proper care is 
taken to suit the compound to the water in use, the results secured are 
fairly effective in the prevention of scale. 

The Navy Standard Boiler Compound has been used successfully in 
a district having one of the worst waters used by locomotives on the 
Southern Pacific Lines and under conditions in which other treatment 
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was unsuccessful. This compound is composed principally of sodium 
carbonate but also contains tri-sodium phosphate, dextrine and a tannin 
Compound. The tannic, acid and starch arc added to prevent the forma- 
tion of scale, the action l)cing to hold the impurities in suspension in a 
colloidal, or jelly-like, state. The tri-sodium phosphate prevents th(^ rise 
of the surface tension of the solution and consequent priming caused by 
the* impurities in the water and by the application of the other ingredients 
in the compound. In using this compound, a sufficient quantity must 
be added to each boiler to render the alkaline strength of the wat(U‘ in t lie 
boiler 3 per cent of the normal or above. 

Kerosene and graphite are sometimes used in small (juantitic's to loos(*n 
scale. They should be used with caution, (‘spc^aally where there is a 
chance for dislodged scale to accumulate' and cause' overheating of the 
metal. 

A non-volatile mineral licjuid, called “perolin,’* injected into the boiler, 
enters through the scale to the surface of the boiler plate, and by expan- 
sion loosens scale already formed, or by emting the sui’face of the metal 
prevents the deposit of scale-making material. 

263. Analysis of Feedwater. — The only satisfactory way to deal with 
the feedwater problem in taking water from an untried source is to begin 
with an analysis of the water, (bmpanies which manufacture heaters, 
water-treatment apparatus, and boiler compounds maintain departments 
for that purpose; or the work may be done by a recognized chemist having 
suitable exp(;rience and equipment. It often happens that a water which 
appears to be suitable, on a casual examination, may carry corrosive ele- 
ments, such as acid from mill waste, or bad scale-making material. The 
analysis of a well water and a river water arc given in Table 23, which 
shows the incrusting or scale-making constituents in grains per gallon. 

264. Effect of Heating Feedwater. — The result of heat alone on feed- 
water is shown by the column adjoining the analysis of the raw water in 
Tat)le 23. The water was passed successively through an open heater 
and a live-steam purifier. It is evident that, when purification by heat 
alone is used, the larger the percentage of incrusting solids, the larger 
is the percentage of removal effected. In both cases, the diluting effect 
of the condensed exhaust steam was presen I in the second analysis, pos- 
sibly amounting to over 25 per cent, or more than one-quarter, of the re- 
duction noted in the solids. Time is an important factor in the extent 
of purification in the heater; to remove tewporary hardness by boiling 
at atmospheric pressure, a period of about thirty minutes is required for 
precipitation of the carbonates of lime and magnesia to the limit of solu- 
bility. As the feedwater does not generally remain as long as this in 
the heater, the full effect is not realized. 
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TABLE 23. — ANALV.SES OF A BOILER FEEDWATER 


Name of Sub.stanoe 

Well W.alor 

(Jrain.s iwr 1'. S. (Jalloii 

liiver 
drninn per 


Hiivv 

.\ftor Htiitiiig 

Itaw 




3.51 

0.54 

Calcium sulphate 


2 ..)0 

O.OS 

0.27 
•) ‘.^1 

Magiiesiuiu uitrat(‘ 

0 NO 

Alagnosiuin sulphatt' 

7. .SO 

2 13 

' ■ 

Magnesium chloride 

1 13 

J .1)2 

M agues i um carbonal e 

1 07 



Silica 

o.sr> 

0.33 


0.75 
' 0.50 

O.SI 

Iron oxide and aluridua 

Sodium chloride 

O.OS 

' 1 . 10 

S.52 ‘ 
0.35 
o oc. 

Volatile and organic. . . 

Total solids 

33TT)1 

2 . 7.3 

~~i r3t)~ ■ 

Suspended matter 

0. 15 

Free carbonic acid . . 

O.tM) 

3.3 .").S 

1 .00 

Incrust ing solids 

0 . uo 
sit 

Non-incrusting solids 

o' 33 

o . -t-t 

<■4 ov 

10 55 
O.SI 


0 .OiS 


1.20 

0.42 

14)0 


0.00 

0.25 

O.OS 

5.23 


.S.34 


7.00 

O.OS 


_ trvann^ 

ill 

try g gj iiipi^ 


266. Water-softening Apparatus. — When; coasideiahlc (luatilitics of 
water aiv roqiiirod for boiler ptirposes, and the supply is poor in (|uality, 

r — , "'!d(‘r-.sof(ening plants 

T^ahngand liave eona? into use. 

nu'iit is l)()t[i me- 
chanical and chem- 
ical, and (he process 
may be intermittent 
or continuous. In 
Scaii(‘ intermit- 
((ml, system of water 
purificalion, the ap- 
paratus, Fig. 157, 
consists of two or 
mor(‘ treating and 
settling tanks, a 
chemical mixing tank 
with pump or injec- 
tor, a filter tank, and 
a motor to drive the 
mechanical stirrers in 
the treatment tanks. 
While one treatment tank is being filled, treated and settled, the other 
tank is supf)lying tn^ated water. 

The exact quantities of the reagents, lime and soda ash, are weigh(‘d 



Iug. 157, — We-Fu-Go Water Softening System. 
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to coiTOspond to the (luiuiliiy ol walor lo h(‘ Irealod, and are mixed with 
water in the ciieinie-al mixing; tank. 'PIk* mixtiiic' is then pumped into 
the tank under treatment. The lime unites with the hi-earhonates of 
lime and magnesium, which produce temporary hardness in llu' water, 
and forms the insoluble carbonates of lime and hydrate of magnesium. 
'Phese appear as a sludge at tlu' bottom of the tank. The action of the 
paddles mixes th(‘ reagents and stirs up the sludg(' which has be('n allowed 
to !‘emain from a preceding purification. 

The sludger assists in settling the luavly formed piecipitate. After the 
mixing has stoj)ped and suflicient time has becui allowed for the pixaapi- 
tate to settle, the softened water is drawn out through a floating outlet 
jnpe, from a point near the .suiface where it is ck^anest. It passc's to the 
filter tank, wh(‘re the water level is controlled by a float and valv(', and 
th(*n to the supply tank for the boiler feed pumps, or to an open fe(‘dwater 
lauiter. 

In the continuous type of apparatus, the water passes through com- 
l)artments in which the reagents are continuously add(Ml during tlu^ stir- 
ring process, and then to a settling (compartment and through a sand filter 
to the boiler RkhI line. In the “hot” continuous proc(‘ss, the action 
takes pla(c(c more rapidly than in the cold proci'ss, and less storage capacity 
is re(juir(‘d. 

The chemical n'action (xpiations for th(* nMiioval of t('mporary hard- 
iK'ss, f(jg('ther witli the nanu's of tlu* components that (uiter and icsult 
from the combination, are as follows: 

ra(HU():d2 + (^a{OH)2 = 2 (^a(X):, + 2H2O 

Cdlciutn hi-carhoKdk -f- linic hifdrate - ailciunt airhonaie -}•- u'atvr 

M(r(H(X).,).. + = MkCDj + ('aCOs + H2O 

Maqucdum hi-carbonafe + lime ~ magtmium carhonale + calcium carbonate -f uviUr 

MgCOs + (’a(()H)t> = ]Mg(()H)) -f- UaCO.j 

Maqnc.sium carhonale lime hydrate - ma<jncf<ium hydrate -^-ndcium carbonate 

Magnesium chlorid(c is also remov(‘d, and the l•(^sulting reaction is: 
MgCt, + (a(()H )2 = Mgtori)- + 

Maqncftium chloride T lime hydrate — magnesium hydrate calm am chloride 

The sulphates, nitrat(‘s and chlorid(‘s of lime and magnesia cause per- 
manenl hardness and dense scale in boik'rs. Th(c soda ash, or sodium 
carbonate, precipitate's inseduble cah'ium carbonate and also forms sodium 
sulphate. It also acts on the calcium chloride' and malo's calcium car- 
bonate and sodium chloride'. The sulphat(c and chloride of sodium are 
soluble. The reaction ecpiatiems are as follows: 

CaS 04 + Na2(TA3 = CatTl.i + Na2S()4 

Calcium fndphate + soda ash = calcium carbonate + sodium sulphate 

(V1CI2 + Na,.(X), = ("a(X):, -f 2 Nad 

Calcium chlonde + soda ash = calciuni carbonate + sodium chloride. 
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266. Zeolite Process. — The reagent used for softening the water is an 
artificial material, permutit, made up largely of sodium compounds. The 
calcium and magnesium compounds in the water, being forced through 
a cylinder containing this material, unite with the sodium compounds 
and come out with zero hardness. The material has to be regenerated by 
means of a salt solid ion, which is passed through it. If the water entering 
the boiler has a large proport ion of carbonate of lime, the large amount of 
sodium replacing the lime may cause foaming; in such a case all the water 
is first put through a continuous tank in which it is subjected to the lime 
treatment. It then goes to a filter and to the zeolite softener. The 
zeolite process is suilalile for ri'moving permaniMit hardness. 



Fig. 158. — Sorge Cochrane Hot Process Water Softening System. 


267. Hot -process Water-softener. — The Sorgo - Cochrane water- 
softener supplies a chemical treatnumt to feedwater that has been heated 
to 205 deg. fahr. or higher. The effect of heat upon chemical reactions is 
to hasten them; and the rapid deposit of scale-making material is favored 
by increasing the temperature of the water, since this material descends 
more quickly in a medium of less density and viscosity. Since less of 
the scale material is held in solution in hot water than in cold water, less 
will pass along to the boiler. 
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This water softener, Fig. 158, consists of an open fecclwatcM’ heater and 
oil-separator mounted above a tank in which chemical treatnuMit and 
sedimentation take place. The hot water, fiecd from carbon dioxide, 
air, and other gases, is mixed with reagemts from the automatic cluMiiical 
proportioner, and falls into the tank below, where the s(^ale material is 
deposited. The hot, treated water passes up into an inverted funnel, 
out 'to a sand filter, and thence to the feed pump and boilers. TIk^ sludger 
is blown out of the sedimentation tank by opening the valve at the bot- 
tom of the cone. The process is coni inuous. Wlan-e a part of the supply 
to the heater, such as condensate, does not re(|uire (‘hcmical treatment, 
a compartment is provided in the heater from whi(;h the heated water is 
supplical directly to the feed pump. 

The advantages of water-softening in railroad work are as follows: 

1. Reduction of fuel cost by 15 to 20 per cent. 

2. Increased life of flues and fireboxes. 

3. IiKireased road service of locomotives. 

4. Less interference with traffic by failure of engines on tlu^ road. 

The Union Pacific Railway now has thirty-seven ])lants in operation, 
having a total capacity of 417,000 gallons per hour, and removing over 
3 tons of scale-making material per day. 

268. Foaming and Priming. — Foam in boilers consists of unbroken 
bubbles of steam. It is caused by impurities which are dissolved in the 
water, or carried in suspension, and thus I’ender difficult the free escape 
of the steam f)ubbles as they rise to the surface of tlui water. As the im- 
purities become more concentrated, foaming increases. Scum, which 
may be caused by oil, vcgetaldc matter, or sewage (‘ollecting on th(‘ sur- 
face of the water, is a frc(iuent cause of foaming, because the bubbles of 
steam are prevented from breaking as they arise to the sui’face. If the 
water contains an alkali, it will change any vegetable or animal oil mi.\ed 
with it into soap, which forms suds and causes foaming, k^xcessivc foam- 
ing causes water to be carried into the si (‘am pipe in sufficient quantities 
to become dangerous, because it is carried along by the rapidly moving 
steam and may rupture the piping. lA^jiming is generally aUi ibub'd to 
sodium and potassium salts. It may b(^ controlled by blowing down a 
part of the boiler contents and admitting fr(‘sh feedwater, and may be 
prevented by using suitable feedwater. 

Priming consists of water carried from the boiler by the steam. It 
may be in the form of a mist, or, if the boik'r is priming badl}^, the water 
may leave the boiler in Ix'lches. It is du(‘ to several causes: the rapid 
disengagement of steam from t(W small an ai’c'a of water surface, the 
method of operation of boiler and engine, a high water level, overloading, 
and impurities in the water. Parsons, in Steam Boiler:^, states that to 
avoid excessive priming the velocity of disengagement should not exceed 
2.5 f(M‘t per second. 
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269. Evaporators for Distilled Make-up Water. — It has been well 
said that the only satisfactory compound to use in a boiler is piii’e h'ed- 
watcr. The use of distilled water practically eliminates the formatiori 
of scale and the attendant heat and me(*hanical losses, and allows boiler 
operation at larp:e overloads without daiifiror of foaming or priming. Evap- 
orators for supplying distilled make-up feedwater have long been in marine 
us(^ and both high pressure and vacuum evaporators are now in successful 
operation in large stationary plants, d'he steam from the evaporatoi’s 
may be cond(‘ns(‘d in a feedwater heater by the condensate from the main 
condensers, or by the use of another coiuk'nscr. 

^Meod 


Vapor Ou//e/ 



Eir,. 159. — Shell 'IVpe Evaporaior. 


A typical shell evaporator is shown in Fig. 159. It consists of a closed 
cast-iron shell containing steam coils connecting top and bottom mani- 
folds. liive steam at low pressure, or exhaust steam, enters the lower 
manifold and leaves the upper manifold. Removing the bolts around 
the door allows coils, manifolds, and door to be run out on rollers for 
cleaning and inspection. The lower manifold is drained to take care of 
the condensed steam. The evaporator is provided with water glasses to 
show height of the water, and also a safety valve. The locations of feed 
inlet, vapor outlet, and blow-off are marked on the illustration. A crown 
baffle is used to prevent water from being carried into the vapor outlet. 



SCALE REMOVAL 


249 


270. Scale Removal. — Although a considorablo amount of scah'- 
raaking matoi ial may bo romovcal from th(‘ foodwalei* by using hoa((Ms, 
and by methods of water treat naait, nev(‘rth(‘l('ss, scale is deposited in 
boilers, and some mechanical means is recpiired to lemovo it. 


yp 1 

h'i 

*v 


Fig, U)0. — l^neunuilic arul Water-driven d’uhc Cleaners for Water-tubes. 

In accessibhi parts of djums oi- shells, the scale is renumal by using a 
hammer and a blunt chisel. Eor boiler tubes special cleaning devices are 
used; the tubes of water-tube boilers are freed from s(;ale by passing 
through them a cleaiKu* head carrying a tool rotated by a motor driven l)y 
air, steam, water, or electricity. 

A pneumatic cleaner, using air at- 50 to 75 pouiuls pen* square inch gage 
pressure, is shown in Fig. 160. Air is supplual through armored hose 
to th(i motor, which consists of a cylindrical casing in which revolves a 
shaft carrying the cleaning tool. The shaft is slottc'd parallel with its 
axis, to carry a sliding steel blades against which the air presses and thus 
revolves the shaft. Figure 161 shows the casing, blad(\s, and inlet and 
exliaust ports. Oil for lubricating the motoi’ is carri('d through the hose 
from a sight-feed oiler attached to the air-pressure pipe. Steam may be 
used in this cleaner, instead of air. 
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A tubc-cleancr driven ))y a water turbine is also shown in Fig. 160. 
A pressure of 100 to 125 pounds per s(piaro inch gagt; is desirable for rapid 
work. The turbine wheel is at the open end of the hardened steel casing, 
and driv('S the rotating shaft which carries the cleaning tool. A steel 
shrouding band over the ends of the turbine buckets prevents loss of water 
radially and thus mcreases the efficiency. 

The most important part of a mechanical cleaner is the cutting head. 


scv(M’al types of which arc shown 



Fio. 161. — Section of Pneumatic 
Cleaner showing Ojierating Hlade. 

cutter head by a straight shaft, 
for bends in the tubes. 


in Fig. 102. The pins of tlu^ straight 
chilled-iron cutter wheels are (jentered 
in forged steel blocks that move freely 
in slots in the supporting disks. The 
head is often driven by a pulley, 
operated from a motor or engine by 
a belt, and the fragments of scale are 
carried away by water supplied to the 
boiler tube througli a hose connection. 
When the motor is made a part of 
the cleaning head, air, water, or steam 
used for power is supplied through 
hose connections to the motor. 

Electrically driven motors are lo- 
cated outside the tubes, and drive the 
or flexible jointed connections to allow 



Fi(]. 162. — Cutting Hoads for Scale Removers. 


For cleaning scale from the outside of fire tubes, the cleaner head may 
be like those previously described, except that a swinging percussion tool 
or knocker head is attached to the rotating shaft; or the head may carry 
a vibrating plunger. Fig. 163. A large number of rapid, light blows are 
delivered against the inside of the tube, and the scale is cracked off as a 
result of the vibrations. Compressed air or steam should be used as the 
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motive power instead of water, in cleaning fire tubes, because it is gener- 
ally inconvenient to dispose of the water in fire-tube boilers. 

• 271. Soot Removal. — In small boiler plants, scrapers and brushes 
attached to rods made of small pipe arc used by hand, for the ordinary 
cleaning of soot and light incrustation formed by particles of ash. 

272. Soot Blower. — Several types of soot blowers, differing princi[)ally 
in the construction of the blower head, use steam for power. Some use 



Fig. l()3. — Vibrating Type of Fire-tube 8oa!o Remover. 


the steam blast only, wliile in others the steam jet induces a volume of 
air to assist in blowing out the soot. The latter form has gn^ater cleaning 
power. In the (‘flicient soot blower steam is expanded in a nozzle located 
in the blower head. Fig. 164, and attains a high velocity. On entering 
the boiler tube it draws in a large volume of aii*, and th(^ combined blast 



of stream and air sweeps the tube effectively. An oi)en-cnded steam pipe, 
called a steam-lance, is often used by hand to remove soot, but it is un- 
economical in the use of steam. 

A permanent installation of steam jets, Fig. 165, for the removal of 
soot, is becoming common in important plants, since the gain in economy 
more than warrants the expense. The mechanical device is more likely 
to be used frequently, as it is comparatively easy and agreeable to operate, 
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while cleaning the lubes vvitli a hand blower is a disagreeable job likely 
to be negle(!ted. 

When applied to water-tube boilers the mechanical soot cleaner consists 
essentially of a cleaning element, which may be stationary or movable. 

A typical soot, (jleaner as ap- 
plied to a B. and W. type 
boiler consists of one or more 
elements for each pass of the 
boiler setting. Each element 
is located al)ovo the tubes and 
at right angles to them, and 
has steam nozzles arranged to 
direct the steam, on the tubes, 
along diagonal paths at 00 
degrees to the horizontal. 
Steam is supplied to the ele- 
ments by pipes having hand 
controlled valves. Each ele- 
liient is mounted on bearings 
and is provided with a chain 
spro(^k(d located outside the 
setting, so that tlu' jets of steam can be made to sweep over the tub(‘s and 
thus clean them more ('ffectively. 
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REVIEW QUESTIONS 

1 . What is the primary jiurpost' of heating boiler feedwater? 

2 . Name three* methods of heating feedwater and explain the e.ssential differences 
in the methods, 

3 . Describe the eonstriietioii and operation of an open type f)f feedwater heater. 

4 . Describe the const ruction of an economizer. Where is the economizer located 
with respect to the boiler and ehlmney? 

6. Name three nu'thorls of iiurifying feedwater. 

6, De.scrif)e ttie construction and of)eration of an intcTtnittent water-softening plant. 

7 . By what means is scale, which has accumulated on the surfaces of tubes, removed? 
b. Describe the construction of the apparatus used to remove scale from a water-tube. 
9. Describe the method of n'lnoving .soot with a permanent soot-removal apparatus. 



Flo. Hm. - Stationary Nozzle Soot Blower 
attaclied to 11. B. 1'. lioiler. 
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SUPERHEATERS 

273. Foreword. — Modern |)ow(n‘ [)lants are nsirig mperheated sfeain 
to an increasing extent. As has been previously inentioiu'd, siiperliejilc'd 
steam is steam which has been heated to a tempc'ratun' above' t liat con e'- 
sponding to the pressure at which it was forme'd. Superliealed steam 
cffc(‘ts a saving in fuel by: 

1. Reducing condensat ion in tlie steam pipe lines. 

2. Decreasing cylinder cone h'lisal ion in the^ ('iigine cylinde'r, bc'caiise 

of the poor (tondnetivity of superhe'ated steam. 

3. Reducing the friction of the steam in the steam ports while' e*nlei-iiig 

and leaving the cylineler. 

4. Prexluedng more work pei* pounel of steam useel. 

Tlie poorer the econejmy of a steam e*ngine, the* gre'ate'i* is the saving 
from the use of sui)erheated steam. The? saving in the steam reqiiireel 



Horse Power Developed 

Fia. 166. — Steam Con.sumption e>f a 2r)0-np. Com|K)iinel CoiulensiiiK Engine. 

to produce a brake horsepower for elitferent ele'gre'e'S of siipe'rheat is shown 
in Fig. 166 for a 250 horsepower compoimel engine, operating condensing. 

253 
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In turbine practice superheated steam decreases corrosion of the blades 
caused by particles of water carried by the steam. 

274. Methods of Superheating Steam. — Steam may be superheated 
in the shell of the boiler, as in the steam space surrounding the top of the 
fire tubes in large vertical boilers, or in special forms of superheaters of 
which the following types are in general use: 

1. Attached superheaters. 

2. Separately fired or direct superheaters. 

The attached superheater forms a part of the boiler itself. It is located 
at some convenient point within the setting and in the path of the furnace 
gases. The direct-fired superheat(?r is located in a setting of its own with 
an individual furnace to supply the heat required for superheating. 

The attached superheater has four advantages: besides having (1) 
lower first cost, and (2) higher operating efficiency, it requires (3) less 
attention, and (4) less spa(‘C. As ordinarily installed, it is subject to the 
fluctuating teinpeiatures of the furnace, which produce a varying degree 
of superheat, depending upon the manner in which the furnace is being 
operated. Superheaters are sometimes constructed to maintain a con- 
stant degree of superheat automatically, but in most cases the superheat 
increases slightly with the load. The attached, or integral, type of super- 
heater is most common in standard central station practice. It is used 
with both fire- and water-tube boilers, and with special construction is 
adapted to marine and locomotive boilers. 

The direct-fired superheater has the following /idvantages: 

1. Degree of superheat may be varied independently of t he load on 

the boiler. 

2. May bo placed at any convenient point. 

3. Repairs can be easily made without shutting down the boiler. 

Its disadvantages are as follows: 

1. Requires separate attention. 

2. Extra space and piping are required. 

276. Foster Attached Superheater. — The Foster superheater. Fig. 
167, has an inlet and outlet header, into which arc expanded a series of 
steel pipes through which the steam passes to be superheated. In order 
to present as large an area as possible to the heat, a closed steel tube is 
placed inside the straight portion of each pipe, and an annular space is 
thus formed for the passage of the steam. A series of cast-iron rings are 
shrunk over the outside of the steel pipes, to protect them from overheat- 
ing when putting the boiler in service or when there is not a rapid move- 
ment of steam through the superheater. 

The Foster superheater is shown in Fig. 168 attached to a return- 
tubular boiler and located in the rear pass of the setting. Steam leaves 
the boiler through the boiler nozzle and enters the inlet pipe of the super- 
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heater; as it passes through the superheater, its temperature is raised 
above that existing in the boiler. The final temperature attained depends 
upon the volume and temperature of the steam passing through the super- 

i CONNECnON TOBOILCRMUMNQZZCB 
— -mt riANCE JOINL 



Fig. 167. — Foster Attached Tvjxi Superheater. 



Fig. IfiS. — Foster Superheater on H. R. T. Boiler. 


heater tubes, and upon the volume and temperature of the gases’ flowing 
over the tubes. In American practice the final temperature is seldom 
above 600 deg. fahr., while in European practice the final temperature 
ifl sometimes nearly 800 deg. fahr. 
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276. Babcock and Wilcox Attached Superheater. — This superheater 
has a construction similar to the Foster superheater, with the exception 
that the bent tubes are not surrounded by cast-iron protecting ferrules.' 
It is hung from the drums of the boiler by steel rods attached to angle 
irons on which the superheater rests, and provision is made to fill the 



Fig. 1()9. — Heine Attached Superheater. 


superheat (‘r tube's with water and thus [ireve'iit overheating when not in 
use, 

277. Heine Attached Superheater. — Th(‘ Ileiiie suix'rheali'r, Fig. 
169, has a heaih'r, or box, similar to the Ih'ine boilor-tub(' header, into 
which ai'e expanded a grou]) of (J-shapixl, seamless, drawn-steel tubes 
inches in diameter. The fiat surfaces of the box are braced by hollow 
Staybolts, and handholes are provid(‘d in the front sheet, of the box, for 
cleaning and repaii’ puiposes. Inside the superheater box arc placed two 
partitions which .separati* the box into three chambers. 

Steam enters the supi'rheater box at the bottom, makes one pass through 
the lower tubes, returns through the second pass to the middh' chamber of 
the box, whence it flows into the third pass and returns on the fourth pass 
to the upper chamber and the steam outlet. 

The location of this superheater is in a special (ornpartment of the 
setting, so arranged that gases from the furnace pass through a flue, 
located just back of the bridge wall, up around the superheater and into 
the last pass of the .setting. A damiier in the superheater chamber con- 
trols the volume of gases passing over the sup(n*heat(‘r, and may stop the 
flow of gases entirely. The superheater is supported by special castings 
and tile bars which rest on the brick setting. 
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278. Locomotive and Marine Attached Superheaters. — A typical 
locomotives superheater is shown in Fig. 170, locatcei in the flues of a lo- 
comotive boiler. It consists of two headers and a number of small tubes 



Fig. 170. — Locomotive Superheater. 


connecting the 
headei*s. A Fostei* 
superheate]’ is shown 
in Fig. 171, located 
in tii(^ second i)ass 
of a Foster marine 
l)oiler. 

279. Direct -fired 
Superheater. ^ In 

cases where it is de- 
siri^d to have a 
gn^ater control over 
the degriH' of super- 
lieat, t he direct -fired 
superh('at.(U’ is usikI. 

It- is similar to the 
attached type, but 
has a sjx^cial furnace 
and setting, not- con- 
n 0 c t (m1 w i t h t h e 
boiler setting. By 
this method the 
steam from a num- 
ber of boilers may 
be superheated by piping them all to the superheater. 





Confrof 

Vaives 


Sup€rheaA:cf Steam 
to 0/ov^er — 


Fig. 171. — Foster Superheater and Diamond Soot Blower 
on Marine Boiler. 
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REVIEW QUESTIONS AND PROBLEMS 

1. State the advantages brought about by suiierheated steam. 

2. Descril^e the construction of an attached type of superheater. 

3 . Find out to what extent locomotives operating in your neighborhood use super- 
heated steam. 

4 . Referring to F ig. 166, find the saving in the amount of steam used by raising its 
temperature from that of saturated steam until it is siiiierheatcd 150 deg. fahr. Is 
the percentage saving the same when the superheat is raised from 150 to 250 deg. fahr. 
as in the former case? What does this show regarding the point at which the greatest 
saving is made? 

5 . What is meant by the term direct-fired sui 3 crheater? 



CHAPTER XIV 

DRAFT AND METHODS OF PRODUCING DRAFT 

280. Foreword. — The steaming rate of a boiler depends upon the 
rate at which coal can be burned. This in turn depends upon the differ- 
ence in pressure available to produce a flow of air through the fuel bed 
on the grate, to the chimney. This difference in pr(\ssuro is known as 
draft and is required to overcome various obstacles which retard the flow 
of air. Draft is ordinarily measured by the use of a draft gage, and its 
intensity is expressed as head in inches of water. 

The draft necessary for a given plant depends upon two factors: the 
pressure loss causc^d by retarding the gas flow by the breeching, boiler 
damper, baffle walls, and tubes; and the depth and kind of fuel on the 
grates. 

The draft required to overcome the friction, caused by the flow of gases 
in the flue and breeching, is small. It amounts to approximately 0.13 
of an inch of wat(‘r i)er 100 foot length of flue and is increased 0.05 of an 
inch of water for each right-angle bend in the flue. 

To overcome the resistance offered to the flow of gases by the baffle 
walls and boiler tubes, the amount of draft required varies with the rate 
at which the boiler is working, the type of boiler, and type of baffling used. 
Table 24 gives the draft required for a few typical boilers. 


TABLE 24. -IX)8S OK DRAFT IN BOILERS 


Tyiw of Uoiler 

Inctu'a of Wtiter 


0.25 to 0.30 
.20 to .35 
.49 
.51 
.43 
.45 

Babcock and Wilco.x 

Heine 

Stirling 

Wickes vertical tul)ular 

Oahall vortical tubular 



The pressure required to force the air needed for combustion through 
the fuel bed on the grate is one of the most important factors in determining 
the necessary draft. This pressure varies with the kind of fuel and the 

rate of burning, as shown in Table 25. 
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TABLE 25. -DRAF'r BFH'WEEN FURNACE AND ASHPIT 
TO BURN COAL* 


Kind of Coal 

C’<Kd Burned per Square l'\)i)l of (Irate per Hour, l.b. 

Ifi 

20 



:i5 

40 

4a 

Force of Draft Inelie.s Water 

bituminous, III., Ind., K;ui 

0.14 

0.20 

0.20 

o.:,’3 

0.40 

O.dS 

0.57 

bituminous, Ahi., Ky., I’a.. 'reim. 

.10 

.2.3 

.:u 

.do 

.49 

.00 

.72 

Semi-biturninous 

.IS 

.20 

.35 

.45 

.57 

.71 

.87 

Anthraeite Pea 

CM) 

.4.3 

.04 

.ss 

1.23 



Anthracite buckwheat No. 1 

.43 

.OS 

l.(K) 

1.50 





* From Mecluitiical Kquipnient of Buildings, Vol. II, nardiri}* and Willard. 


The relative aiuouiits of the various draft losses are shown in Fig. 
172, together with the location of the draft gage connections for meas- 
uring the amount of the losses. 

The addition of an economizer will increase the necessary draft by about 



Draft Losses. 

0.30 of an inch of water, and a superheater will add about 0.15 of an inch 
of water to the total amount of draft reituired without its use. 

There are two types of draft: (1) natural draft, produced by chimneys; 
and (2) mechanical draft, produced by fans. 

281. Natural Draft. — Drafts as 'produced hy a chimney ^ is caused hy 
the difference in weight between a column of hot gases inside the chimney 
and the weight of a column of cold gaseSy of equal heightj outside the chim- 
ney. Chimney draft varies with climatic conditions, and is less when the 
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outside temperature is high. Tlie most common types of chimneys are 
mad(^ of : 

1. Brick. 

2. Steel. 

3. Concrete. 

282. Common Brick Chimney. — A typical brick chimney, consisting 
of iin outer and an inner wall with a sjiacc between, is shown in Fig. 173. 
The outer wall is made of widl-burned hard red brick, and varies in thick- 
ness by a series of steps, from top to bottom, the minimum thickness at 
the top lieing the length of one brick. The batter, or tajier, of the outer 
wall is approximately one-quarter of an inch per foot. TIk^ inner wall, 
or lining, is made of firebrick, and may extend through only a portion of 
th(' lieight of the chimney; it is better, howeviM*, to have it extend to within 
8 or 12 inches from the top. The inside diaiiK'ter of IIk^ lining is ordi- 
narily uniform, with the offsets made on tlu' outside. At the top of the 
chimney th(^ ouUm* wall is corbeled and drawn in ovei- the opcMiing between 
the walls. Tlu? to() is then covered by a cast-iron or terra cotta cap, as 
shown in Fig. 173, to protect the top from th(» action of the weather and to 
hold it in fiosition. The use of two walls [irevents the unequal expansion 
of inside and outside? portions of t-he relatively thick outer wall, and the 
loss of heat by radiation is to a small extent, de'creascd. The chimnew 
I'ests u[)on a substantial foundation, and a clean-out door and flue con- 
nection ar(‘ provided near the* base*. Brie*k e*himneys are ge*ne'rally maele 
circular, although sepiare*, hexagonal, and octagonal sectie)ns ai*e often useei. 

283. Radial Brick Chimney. — This type of chimney is circular in 
section and is maele* of mouleled raelial perfoi*ate*d brie^k, which arc curved 
to e.*diform to the inside and outside curvature of the chimney. The 
perforations aiel in securing ge)oel quality of brick eluring l)uriung and serve 
to increase the boneling actiem between bricks. The bricks vary in size 
and are laiel as illust rat e*(l in Fig. 173, eaedi row e)f brick be*iiig covereel with 
a thin layer of ceme*nt. The small eleael-aii" spae-cs, thus forme‘d in each 
layer of brick, proviele* an excellemt insulation and, by ke'eping the chim- 
Jiey gases hot, aiel in proelucing ge)oel draft. 'Fhe sides of radial bi'ick 
chimneys usually taper 2 fee't in 100 feet of height. An inner lining usu- 
ally extends to a height of 35 en* 50 feet al)ove the flue cejiinection. 

A chimney of this type, located at the plant of the Boston and Memtana 
Consolidated Chopper anel Silver Mining Co. e)f Cr(*at Falls, Montana, 
iias a height of 506 feet above the foundation, and an inside diameter at 
the top of 50 feet. 

284. Foundation for Brick Chimney. — A suital)le foundation is neces- 
sary, to prev(?nt the chimn(*y from settling or tipf)ing. It is usually con- 
structed of (;oncrct(* and is distributed over sulficient area to prevent set- 
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STEEL CHIMNEYS 


203 


Breeching 

Connection- 



tling. The foundation of the chiiniiey 
mentioned in the previous arlicle is 
1 1 1 feet s(|uare and 22 J feet deep. 

286. Steel Chimneys. — Steel 
chimneys, or stacks, are either self- 
supporting or guyed. Tlie self-sup- 
porting steel chimney, shown in Fig. 
174, is generally made of a series of 
rings having single-riveted lap joints. 
The ste(‘l plate varies from to J 
inch in thickiK'ss, ({(‘pending upon the 
^ size of the chimney, (’yliiuh'ical rings 
Ji' of two different diameters may he 
3 used in one chimney, the wider alter- 

oii Hating with th(‘ narrower; or, all the 

rings may be (ff the same diameter 
and slightly conical, to allow the top 
of each ring to tit inside the bottom of 
the ring lu'xt above. The various 
rings arc fastened togethei’ by a single 
row of rivets, aiid th(^ l)ottom ring is 
fiar(Ml to form a base which is held to 
the foundation by anchoi* bolts pass- 
ing through lugs on the base. The 
ste(4 stru(4ure al)Ove the boilei* is 
often us(‘d to support the stack, in 
order to ixMluce the ground space 
r{‘(iuir('d. 

This type of chimney depends for 
its stability on the anchor bolts and 
the foundation. It is ordinarily lined 
to [)rev(‘!it (‘xcessive radiation and to 
prot(‘ct the inside from the corrosive 
action of the gases; the fu'st 50 f(‘et 
of the lining is made of fireln-ick and 
the remainder of common red brick. 
The lining is ordinarily of uniform 
-Anchor thickiK'ss, sot ill contact with the 
i steel and thoroughly grouted to pre- 


/ 

Fig. 174. — Self Supporting Steel 
Chimney. 


vent rapid depreciation. It is some- 
times made in indepemdent sections 
resting on a bracket riveted to the 
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shell. The stack is reinforced at the opening to which the breeching 
connection is al t ached. 

The guyed steel chimney may be supported on a foundation, or iiiay 
rest directly on the breeching. Such chimneys arc short and limited in 
weight, since they are often supported directly by the boiler shell. The 
pressure of the wind is generally resisted by three steel cables, the upper 
ends of which are fastened to an angle or T-band attached at about two- 
thirds the height of the chimney, and the lower ends to the ground or 
building at such a distam^e from the chimney that the guys make an angle 
of about 60 degrees with the vertical. 

286. Concrete Chimney. — The concrete chimney. Fig. 175, although 
used only in the last few velars, is finding favor with many engineers, and 
its use is increasing. The sides of the chimney arc made either straight 
or tapered. When they are straight, tlic thickness of the wall at the top 
is about 6 inches, and when tapered about 4 inclu's, with a taper of 4 inches 
per 100 feet. Since concrete is strong in compn'ssion and weak in tension, 
vertical steel rods arc; used to reinforce the concrete, in order to resist the 
tensile strains resulting from the pressure of the wind. Horizontal rings 
of steel are used to take up stresses caused by temperature changes, and to 
assist in holding the vertical rods. The walls art' monolithic, and air 
leakage is thus prevented. Concrete chimneys should ordinarily be lined 
with hard-burned brick to about one-third of tlu'ir height, and the space 
between the lining and the outside wall should be covered with a concrete 
cap. 

287. Comparison of Chimneys. — The life of brick and concrete (chim- 
neys is longer than that of steel chimneys, the former retaining their 
usefulness for about fifty years, and the latter for five to fifteen years, 
depending upon the care taken to prevent corrosion. Because of cracks 
and imperfect bonding of the bricks, the brick chimney may have consider- 
able air leakage, which the concrete and steel chimneys do not have. 

The concrete chimney is light in weight, requires a smaller space than 
either steel or brick chimneys, has great resisting power, and can be rap- 
idly constructed, 6 feet per day being an average rate. If unlined, it 
may have* an excessive loss of heat by radiation, which tends to lower the 
draft produced. 

The steel chimney can be constructed at a more rapid rate and has less 
weight than either the brick or the concrete chimney. It, however, re- 
quires frequent painting to prevent corrosion, which is rapid in air that 
contains salt water, as when near the ocean. 

The cost of the brick chimney is the high(3st, and that of the unlined 
steel stack the lowest. The cost of concrete chimneys, based on costs 
in 1917, varied from $2,000 for a chimney having an inside diameter of 
4 feet and a height of 105 feet, to $18,000 for a chimney with an inside 
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diaiTK'tor of 16 feet and a height of 258 feet. These values give some idea 
of how the cost of chimneys varies. 

288. Chimney Draft Calculations. — The height of a chimney required 
to produce a certain draft is obtained by calculation, using the weight of 
gases inside and the weight of air outside the (?himney. Tliis height de- 
pends upon the kind of fuel used, because the draft requirc'd varies with 
the kind of fuel The capacity of a chimney is the number of cul)ic feet 
of gases the chimney will dis(‘harge per hour. It (k^pends upon the area of 
the chimney and the velocity of the gases. Tlu? capacity determines the 
number of pounds of coal a |)lant will burn and it is influem^ed by the ratio 
of the lieight of th(^ chiiniKy to the diameter. In general, the diameter 
should be about 8 [)er c(‘nt of the height. 

Consider a chinm(\y filled with hot gases and closed at. the bottom by a 
horizontal diaphi*agm. The pressure of the air, at. th(‘ top of tli(‘ chimney, 
produced by the atmosphere above that level, is the sam(‘ on the gases 
inside and the aii- outside the (himney. The pressure on the uppei' Me 
of the diaphragm is, tlierefore, the sum of the air pressure at the top of the 
chimney plus the pressure produced by the column of hot air inside the 
chimney. The pressure on the under side of the diaphragm is the pressure 
of air at the to|) of the chimney plus tlu^ pressure producc'd by a (;olumn 
of cold air equal to the laaglit of the chimney. The air inside the chim- 
ney is at a higher tenq)eratur(‘ than the air outside, and conse(|U(‘ntly has 
h^ss weight per cubic foot. The draft produced l)y the chimney, there- 
fore, (Mpials th() difference' in pressure on the^ two side's of the diaphragm 
anel may l)e written as fe)lle)ws: 

D (h) (76) 

in which D = intensit y of elraft in inches of water. 

K ^ de'iisity of water in U-tube, pounds per e*ubic foot. 

= 62.4 for a temperature of 70 de'g. fain*. 

H = the height of the) e;himney above the grate le'vel, feet.. 

dc = density of the e)e)lel air outsiele the chimne'y, pe)unds per e'ubic 
foot . 

dh = elensity e)f the luff gases insiele) the chimne'y, pounds per 
cubic fe3ot. 

With the diaphragm removeel, as in an actual chimney, this elifference 
in pressure produces a movement of gases from the bottom to the top e)f 
the chimney. Whe'ii one leg of a U-tube partly filleel with water is con- 
nected to the insiele of the chimney and the other leg open to the air, the 
level of the water in the two legs will be displaced, as shown in Fig. 63, 
page 75. The difference in level between the surface of water in the two 
legs is the draft, measured in inches of water. 
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Equation (70) may be put in a more convenient form by substituting, 
for the values dc and d^j terms containing the corresponding absolute 
temperatures. This can be done by using the combined law of gases, 
PV — WRT, in which P is the absolute pressure in pounds per square 
foot; V = volume in cubic feet; If == weight in pounds; R = con- 
stant == 53.37 for air; and T = absolute teinperatm-e, deg. fahr. 

By writing f = 1, and P - i)ressure in pounds per scpiare foot at sea 
l(‘vel = 14.7 X 144 = 2110.8, in the above ecpiation, W will ecpial lh() 
dc'nsity, or weight \)Qr cubic foot, at atmosi)hcric i)rcssiire; and for con- 
ditions outside and inside the chimney 

ir / 1 IK ; 39.7 

H ^ , and 11 = d^ - - 

^ c 1 h 

in which Tc and Th eciual respectively the a})solut(‘ lemp('ratui*e of the 
air outside and the gases inside the chimney. 

Substituting these values of 4 and dk in Jvpiation (7()) and assuming 
th(‘ density of the gases to be the same as that of air at tlu‘ saim^ tcanpera- 
ture, tliere results: 

Z) = 7.04 ) (77) 

... \^c ihl 

m which 

1) ~ th(^ total draft prodiKMMl by the chimney in incla's of water. 

R = th(^ lieiglit of th(‘ chimn(‘y abov(‘ the grate in feet. 

Tc = absolute lemp(‘raturo of outside air, deg. fahr. 

Th = absolute teni[)erature of inside gases, d('g. fahr. 

Wh(‘n tiie gas tempc'raturc' is taken as it leaves the boih'r, the draft 
available is taken as 0.80 ot 1) iii Eejuation (77), to allow lor the cooling 
of the gases in the flue and staef. 

Example 32. — A chimnev 100 feet liinh is filhnt with g-isos at tlOO faJir., whoa 
the outside iiir temperature is 00 dep;. fahr. Find the draft prodaeetl in inches of wat^r. 

Solution. — U.siiifj; Equation (77) and making j)roper sul).stitntions, 

l) ^ 7,(i4 // (i - ij = 7..U X MM) ( - L) = 0.7.7 i.„ l,os 

II ■■■-- 100 ft.; GOOd too - lOGO deg. fahr.;7^c - GO f If.O = o'JO deg. falir. 

289. Empirical Chimney Formulae. Then' are various enq)irieal 
equations used to determine the area, and height of ehimneys. The most 
common of these e(juations is that propos(Ml by William Kent, and is as 
follows: 

Boiler honsepmvir ^ 'S3 E H (78) 

in which E = effective area of a eliimncT in S({uare h'ot. For circular 
chimneys, Kent considennl a (h'ad air space' 2 iriehe's 
wide (extending around the inside of the* chimney. 

= A ~ 0.00 in whicli A = actual area of chimney, 
sepiare h'et. 

H — height of chimne^y in feet. 
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Kent’s equation assumes the burning of 5 pounds of coal per boiler horse- 
power per hour. For other rates of combustion Equation (78) should be 
multiplied by the ratio of 5 to the new rate of combustion. 


Example 33. — Find the necessary area to discharge the gases formed in a boiler 
plant of 981 boiler horsepower burning coal at a rate of 5 pounds of coal per boiler horse- 
power. Height of chimney to be 200 ft. 

Solution. — Using Equation (78) 




Boiler hp, 
3.33 \/// 
Boiler hp. = 981, 


981 


3.33 V2(K) 
//=2(K)ft., E 


= 20.83 sq. ft. 
= elTiuitive area. 


The effective area 20.83 = A — 0.6 VA 

Solving for A the desired area is 23.76 square feet and tin; corresponding inside 
diameter 66 inches. 


290. Mechanical Draft. — Draft, as produced l)y a chimney, depends 
upon the height of the chimney, temperature of the gases, and at/inos- 
pheric conditions. In order to reduce the necessary height of chimney 
and at the same time obtain a draft that is inde|Xindent of weather con- 
ditions and is easily and positively controlled, fans and blowers are used. 

Two systems, known respe'ctively as induced draft and forced draft, 
are used to produce draft by mechanical means. In the induced draft 
system the pressure over the fuel bed is reduced Ixdow that of the at- 
mosphere, by means of a fan located between the boiler s(Ating and chim- 
ney. Air passes through tlie fuel bod because of tlie difference in pressure 
above and below it. In the forced draft system, air is forced through 
the fuel bed, and the gases are removed fiom over the fuel l)ed l)y a chim- 
ney or induced draft fans. In each of these systems the power recpiired 
to operate the fans varies from 4 to G per cent of the boiler capacity. 
In many power plants using underfeed stokers, induc(‘d draft is us(;d to 
remove the gases fi’om the furnace and forced draft to sui)ply air, under 
pressure, for burning the fu(‘l. 

291. Induced Draft System. — A typical induced draft installation 
for stationary l)oilers is shown in F’ig. 17G. In this system the fans handle 
hot gases and, for a givcm w(‘ight of gases, must be of larger capacity, in 
the ratio of approximately 2 to 1, than a forced draft installation, on 
account of the increased volume of the hot gases. The fans are generally 
installed in duplicate and are located on a suitable foundation directly 
above the smoke connection. They arc usually driven by a small vertical 
steam engine, which is automatically regulated ])y a balanced throttle 
valve in (he steam line to the engine. This valve is under control of the 
boiler steam pressure and opens or closes lo start or stop the fan and thus 
maintain the draft required to hold the pn^ssure. 

The draft for a locomotive is produced by using the exhaust steam from 
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the steam engine and air pumps. This steam is discharged from the steam 
cylinders through a steam nozzle, Fig. 177, to the stack. The form of 
the nozzle is such that the jet of exhaust steam has a conical shape and 





Fia. 177. — General Arrangement of Smokebox for a Pulverized Fuel 
Burning Locomotive. 
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completely fills the stack. A draft of about 12 inches of water is produced 
by this method. Because of the high draft, coal can be burned at the 
rate of 200 pounds per scpiare foot of grate surface per hour, while, with 
chimney draft 25 pounds per stpiare foot of grate surface per hour is 
considered high. 

The Prat, or Evase, system of producing induced draft is used exten- 
sively in Europe but has not been used to any extent in the United States. 



Fig. 178. — Prat or Evase System of Induoed Draft. 


This system of draft uses a blowcT and a doul)li^ tjiperi'd short stack, 
Fig. 178, which causes a draft on the principle; of the ejector. Near the 
bottom of the stack, a section formed like an inverted frustum of a cone 
contains a nozzle through which the air from the fan is discharged. The 
next section above tliis is the throat, whicli is cylindrical in form; and 
from here to the top the stack flares outward and acts as r, diffuser to 
diminish the energy loss, which would result from discharging the gases 
at high velocity into the air. 

Two arrangements of the Prat system are used; in the first, the blower 
uses atmospheric air as the motive gas, while in tin; second it takes a 
small portion of the .stack gases. For light loads the inspirator effect 
of the chimney is sufficient, but for heavier loads the blower forces air or 
gas at relatively high velocity into the throat of the stack and thus pro- 
duces sufficient draft to handle the load. 
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292. Forced Draft System. — This system of draft is required by all 
underfeed stokers earrying a thick fuel bed, where the draft necessary 




Fig. 179. — Method of Installing Forced Draft, for lland-fired Furnace. 


for satisfactory oper- 
ation generally v^iries 
fj’om 4 to 6 inches of 
water. As applied to 
stationary practice air 
is forced into a cIosimI 
ashpit at the bridge 
wall as in Fig. 171), 
side wall, or bottoTii, 
and finds its way up 
through the fuel bcnl. 
A metal or concrete 
duct, which should be 
smooth with a mini- 
mum number of 
bends, connects the 
fan outlet with the 
opening into the ash- 
pit. 

A recent type of 
forced draft installa- 



Fig. 180. — Coppus Tiiii)inc-d riven Blower for produc- 
ing Forced Draft. 
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tion, which is used for both stationary and marine service, consists of a 
small turbine-driven blower, Fig. 180. When used for stationary ser- 
vice, the blower is placed at an opening in the side wall of each boiler set- 
ting; and when used for marine service is generally supported by a steel 
framework attached to the frame of the ship and above the firing room. 
This type of blower is well suited to the forced draft system, since it can 
be operated at high speeds and is easily controlled. 

For marine work, two systems of forced draft are used, namely, the 
closed ashpit and the closed boiler room. In the closed ashpit system, 



Fid. 181. — Diagram showing Balanced Draft with Steam Controlled Fan and 
Damper Regulator. 


air is supplied by a suitable fan, through a duct, to the ashpit of the boiler, 
which is made air-tight. In this system the draft should be shut off when 
firing, to prevent forcing fire into the boiler room. With the closed boiler 
room the fan is located either in the boiler room compartment, as in Fig. 
467, page 565, or at a suitable location outside the boiler room, and con- 
nected to the boiler room by suitable ducts as shown in Fig. 6, page 14. 
The boiler room is then made tight against air leakage and the ashpits 
are open. When this method is used, the boiler tubes are sometimes 
injured by a rush of cold air through the firing doors during firing. This 
difficulty is not encountered when oil burners are used. 

293. Balanced Draft System. — As ordinarily used, the term “bal- 
anced draft’^ means a coml)ination of forced and induced draft, so regulated 
that the pressure above the fire is maintained approximately atmospheric. 
Several companies manufacture equipment for automatically maintain- 





FANS aSED TO PRODUCE DRAFT 


273 


ing the proper draft above the fire. A typical balanced draft system is 
sliowii in Fig. 181, where the various operating parts are named. With 
this system the draft over the fire can be maintained within 0.02 of an inch 
of water of that 
desired. The 
system operates 
as follows: When 
an increase of 
load occurs, the 
pressure will 
d r o p i n t h e 
steam header; 
tlic sleam regu- 
lator will then 
speed up the 
fan, tluis forcing 
mor(‘ air through 
tlie fuel bed and 

increasing the rat(^ of combustion. This will produ(‘e mom gas and 
tend to decrease the furnace draft.. The furnace pressure I’egulat.or now 
increases the dampci’ opening sufficiently to remove the gases at the 
new rate and thus maintain the pre-determined draft. With stoker in- 
stallations, a compensating stoker can control the rate of fuel fed to 
meet the demand. 

Tlie steam regulator, Fig. 181, is a refined boiler damper ri^gulator, 
wlii(;h controls a reducing valve in the steam liiK^ to the forced draft fan 
and therel)y controls its speed. The furnace pressure regulator, Fig. 182, 
is mounted on the side wall of the furnace and connected with the furnace, 
above tin? fiK'l lu'd, by a draft tube. A swinging diaphragm, mounted 
on knife-edge bearings, is drawn inward by th(^ furnace suction and outward 
by a spring whic^h is adjust(‘d to maintain tlu? desired draft. As the dia- 
phragm moves it. changes t.h(‘ position of the piston in the damper-operating 
cylinder and incn'ases or diminishes the flue opening. 

294. Fans Used to Produce Draft. — The most common types of faiis 
used to produc(i draft arc* tlie following: 

1. Steel plat e and planoidal. 

2. Multi-blade. 

3. Conoidal. 

4. Radial flow. 

5. Omtrifugal blower. 

The construction of the first three types, Fig. 183, is essentially the 
same, with the (‘xception of the impell(‘r. Each of these types consists 
of a rotating spider, to which the plates or vanes are attached. 



Fni. I.S2. — Balanced Draft Furnaci^ Priissuro Bogulator. 
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Tho spider is supported on a shaft, wliicli rotates in bearings, generally 
ring-oiled and wat er-cookid when used for induced draft. The casing is 
made of sheet iron. The inlet is at the side of the (rasing and, as the 



M nlti-vanc 


impeller is revolved, air is delivered at 
tho cinruniference of the impeller and 
flows along tho (rasing to the outlet at a 
pressure ecpial to the centrifugal pres- 
sure genorat(rd by the revolving impeller. 
The multi- vane fan is the most efficient 
of these thrr'e types. 

The radial flow type of fan, Fig. 184, 
has an imptdler so constructed that it 
causes a radial flow of the air. This 
mak(*s it more efficient than the types 
previously considered. 



296. Breeching Connections. — A(i.jae(mt to ihv slack and connecting 
tlie stack to the boilers, there is usually a smok(' flu(' or br(‘(‘ching. This 
l)reeching may lx* circular or nretangular in s(‘ction, and is mackr (jf ste(rl 
plates, linc'd to r('(luce the loss of lu'at. Its arf‘a is generally 10 to 15 
per c(mt gr(‘al(*r than the area of the chimney, with the braTich (rormcctions 
entering the flue in smrli a manner that the gas stream is disturbed tis little 
as possible. Several forms of bn^ndiings are shown in Fig. 185. 

296. Damper Regulator. — Wluai natural draft is used, tho amount 
of draft is regulat(xl by changing the position of the damper in the uptake. 
To incr('ase the efficiency and save fu(d, the damper is commonly con- 
trollefl l)y a damper regulator, which may be operated by water pressure, 
by steam pressure or by some type of thermostat. 
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A typical hydraulic 
type of (laiiiper j'ogula- 
tor is shown in Fif^. 18(), 
in which the damper is 
normally held open by 
the (;oiinter-weijj;ht on 
IheTever arm. This is 
the position for maxi- 
mum draft. Steam pres- 
sure from the boiler acts 
on the upper sid(^ of 
the phosphor-bronze dia- 
phraj^m in the steam 
chamber and is balanced 
by the counter-weight 
on the lever. The pilot 
valve is connected to 
this kwer and (lontrols 
the admission and ex- 
haust of the water umka’ 
pressure, to and from 
the power cylinder, 
which is proportioned to 
give a pressure seven 
times the water pres- 
sure. The power-cylin- 
der piston rod is con- 
nected to the damper lever 
steam pressure above' that 


Turbo vane Fan^. 


1' 


Upper PedesM^ 
Turb/ne^ 


.'Upper Bearing 
^ Pe/fef i/alv^ 



Pegu/af/ng 

t/o/ve 


\t 


I Oil Pressure 


Governor' 


: y PiiSt/mp ^ , 


Fig. 184. — 4’url)o-vano 4'ui‘t)iiie-(lriven Fan. 

by a (;hain or rigid rod. With increase in 
at which th(‘ regulator is set, the pilot valve 



Fkj. 185. — 'lypical Hrcocliiiig Shapes. 
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is niisod and water pressure admitted to the pow(M* cylinder, which 
partly closes the dam])er and decreases the draft.. With a fall in pres* 



Fifj. 186. R-K Double Acting Hydraulic Damper Regulator. 

sure, the counter-weight moves the pilot valv'c to discharge the operating 
fluid from the power cylinder and increases t he opening of the dami)er. 

The steam-operated regulator has steam pressure a(ding directly on 
the power-cylinder piston, which moves against, a spring of the proper 
strength. The piston rod is connected directly to tln^ damper by suit- 
able means. 

REFERENCES 

Mechanical Equipment of Buildings, Vol. II, Harding and Willard. 

Steam Power Plant Engineering, Gkbhardt. 

Chimneys, Christie. 

REVIEW QUESTIONS AND PROBLEMS 

1 . Deduce, from fundamental considerations, an eijuation for the height of a chim- 
ney. 

2 . Using Kent’s equation, determine the height of a chimney suitable for .3000 
lioiler horseijower, assuming a diameter of 144 inche.s. 




iviziviE^w v^UESTIONS AND PROBLEMS 


277 


3. I'ind the height of a mill chimney having 1.16 inclm draft at its base, if the av- 
erage inside temi)erature is 4(X) deg. fahr., and the owtsidc teiuiieratnre, 60 deg. fahr. 
Also find the l)oilcr horsepower, which ilie chimney would 1)0 adapted for, if the inside 
diameter were 9 ft. 

4 . What is the assumption regarding the rate of combustion i>cr boiler horsepower 
per hour, in Kent’s equation? 

6. Deacril)e the construction of (a) a brick chimney, (b) a steel chimney. 

3 . Name the two systwns of mechanical draft. Which system is commonly used 
on shipboard? 

7. Name the ty^ics of draft fans. W\\icb is the most efficient tyi)e? 

8. Describe the operation of a balanced draft system. 

9. Explain how a damper reg\dator operates. 
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COAL AND ASH HANDLING EQUIPMENT 

297. Foreword. — In snuill power plants, coal aiul ashes’ are iiiovetl by 
hand, (.'oal is shoveled into a wheel-barrow or small truck at the storage 
pile, moved to the front of I lie boiler and dumped on the floor or fired 
directly into the furnace from tlie barrow. From the floor it is shoveled 
into the furnace or hopper of the stoker, according to the method of firing 
employed. Tlui aslies are raked from beneath the grates to the front of 
the boiler and shoveled into wheel-barrows or dump cars. The cost of 
these operations varies, and, in the case of coal, is generally about 50 cents 
per ton; in the (•as<i of ashes, the cost is difficult to determine, because the 
men performing this work also perform other duties. 

In power plants wh(‘re the quantity of coal handled is large, the ex^x^nse 
of handling coal and ashes by the above method would be excessive, and 
therefore conveyors arc used. The conveyors receive the coal directly 
from cai‘s or outdoor storag(% and carry it to overhead bunkers, from which 
it falls by gravity into tlu' hoppers of the stokers. The cost of handling 
a ton of coal liy means of a conveyor varies from 4 to 20 cents per ton, and 
the cost of handling ashes varies from 5 to 25 cents i)er ton. 

In general, coal and ashes should not be handled by the same conveyor. 
When they aie handled separately tin* conveyor system is more flexible 
and has a longer life. Coal is graphitic and cause's small wear of the con- 
veyor parts, while ashes arc abrasive and cause excessive wear of the con- 
veyor machinery. Furthermon^, the jishes may be hot or wet. When hot 
they produce distortion and rapid disintegration of the conveyor buckets; 
when wet they produce corrosion, which results from the formation of 
sulphuric acid. 

298. Classification of Coal Conveyors. — C'onveyors used for moving 
coal may be classified as follows: 

1. Scraper, or flight. 

2. Bucket. 

3. Belt. 

4. Apron. 

5. Grab bucket. 

fi. Telpherage' systems. 

299. Scraper, or Flight Conveyor. — This type of conveyor is used 
extensively for conveying e'oal he)rizontally and for ine*linations up to 45 

27S 
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degrees. It is a simple method, but is subject to maximum wear, because 
the material is pushed and not carried. Its capacity may run as higli as 
100 tons per hour. 



It consists of one or two strands of chain, to which are attached steel 
s(!rapcrs, oi* tlighi-s, which scrape the coal through a trough having th(^ 
same shape as the flight. The coal is discharged from the trough through 
gate-controlled openings in the bottom of the trough. There are several 



Fig. 188. — Diagram showing Operation of V-bucket Conveyor and Elevator. 


types of scraper conveyors, the most common of which are: (1) the plain 
scraper. Fig. 187, in which the flights are suspended from a chain and drag 
along the trough; (2) the suspended flight, in which the flights are sup- 
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ported by a cross bar having wearing shoes at each end, the wearing shoes 
move along a track and the flight docs not touch the trough at any point; 
(3) the roller flight., in which rollers replace the shoes of the suspended 
flight conveyor. The last is the most common type. 

300. V-Bucket Elevators, and Conveyors. — The V-bucket elevator 
consists of steel V-buckets rigidly fastened to a continuous steel chain, 



Fig. 189. — Diagram showing Operation of the Peck Pivoted Bucket and Conveyor. 


which runs over upper and lower sprockets. The buckets are equally 
spaced on the (;hain, and receive their load by dipping into a coal pocket, 
or boot, at the lower end of the system. The material elevated may be 



discharged by centrifugal force at the top of the elevator, when the direction 
of motion is reversed (centrifugal discharge), or by the action of a pair of 
idler sprockets, which draw back the buckets, on the discharge side, at 
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the top (positive, or perfect, discharge). In each case the material is 
positively discharged. 

’ The V-bucket elevator and conveyor, Fig. 188, has the buckets attached 
to a chain running over sprockets. The buckets lift the coal vertically 



Fig. 191. — Jeffrey Belt Conveyor and Tripper above the Coal Bunkers. 


and act as a drag (jonveyor on horizontal runs, each bucket pushing its 
half-spilled load ahead of it in a trough of suital)le shape. The discharge, 
on horizontal runs, is through openings controlled by hand-operated gates. 
The capacity is ordinarily limited to 90 tons per hour. 

301. Pivoted Bucket Conveyor. — This type of conveyor. Fig. 189, 
carries its load in buckets suspended from a pivot shaft, and can convey 
or elevate, as desired. Its initial cost is liigh, but the expense of operation 
is low. It is made in capacities up to 350 tons jx'r hour. 

The conveyor consists of a continuous series of malleable iron buckets. 
Fig. 190, suspended by pivots midway between the joints of two endless 
chains, which are driven by a motor located at some convenient point, 
generally at the top of a vertical rise. The buckets maintain their position 
by gravity and, when traveling horizontally, are supported by a pair of 
7/heels located at each joint of the chains. 

The conveyor is loaded by passing below a coal crusher. A skirt, 
support-ed by castings, overlaps the buckets at the point of loading and 
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permits continuous loading without spilling of the coal. The coal is dis- 
charged into the hunkers by a stationary or movable tripping device, 
which (Migages the cams located on the sides of the buckets and tilts the 
buckets sufficiently to discharge the coal. 

302. Belt Conveyor. — The belt conveyor, Fig. 191, gives a flexible 
means of conveying coal. It is limited, in the inclination at which coal 

may be elevated, to 
about 20 degrees. 
The driving mech- 
anism for the belt 
conveyor is simple, 
and may be located 
at any point along 
the length of the 
belt. Belts 1000 feet 
long are not uncom- 
mon. Five hundred 
tons per hour can be 
delivered by this 
type of conveyor. 

The conveyor consists of an endless belt traveling over pulleys arranged 
to give the carrying side of the belt tluj shape of a trough, as shown in 
Fig. 192, the return side being supported on flat idler pulleys. The trough- 
ing pulleys are spaced from 3 to 0 feet between centers. The coal carricnl 
is discharged l)y movable or fixed trippers, which consist of two pulleys, 
one above and slightly in advance of the other. The belt runs over the 
upper and under lower oik^, thus causing the (H)al to fall into a chute 
which discharges into the storage bunker. A revolving brush is generally 
placed at tho return end of the conveyor to keep the belt clean. 

303. Coal Crusher. — When rim-of-the-mine coal is to be used in a 
stoker, it must b(j reduced in size by passing through a crusher, before it 
is stored in overhead bins or bunkers. Figure 193 shows a typical crusher, 
to which coal is generally fed continuously by a reciprocating pusher or 
apron f(?eder. The crusher drum shaft is driven from the flywheel shaft 
by spur gearing, and the crusher drum carries teeth which grasp the coal 
and draw it between the drum and crusher plate, thus reducing the lumps 
to small size. The crusher plate is grooved for the larger teeth, which 
are required to grasp and break the large lumps into sizes suitable for the 
smaller teeth to still further reduce in size. 

The crusher is ordinarily located in a pit below the track hopper, from 
which the coal is delivered by gravity to some form of apron conveyor or 
reciprocating feeder. The object of the feeder is to provide a regulated 
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supply to the crusher. If the supply is not regulated, an ordinary two- 
roll crusher will choke. 



T-he apron feeder, Mg. 194, consists of overlapping metal slats riv(‘tod to 
two strands of roWvv chain traveling slowly on tracks, and is used especially 
when the coal must l.)e lifted in transit or carri(‘d some distance to the 



Fig. 194. — Jeffrey Steel Apron Conveyor um\ to carry Coal from Track Hopper 

to Crusher. 
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crusher. The inclination at which this feeder will handle coal is 30 de- 
gi’ees, and only end discharge is possible. 

304. Coal Weighing Hoppers and Coal Valves. — Some suitable method 
of weighing coal is necessary in order that satisfactory records of the quan- 
tity of coal burned may be kept. In power plants having overhead bunkers 
the coal is weighed in stationary or traveling hoppei-s which have a scale 
attachment. Coal from the bunker is delivered into the coal-weighing 
hopper, its weight is recorded, and the coal is then discharged into the 
hoppers of the stokers through a chute having a flexible joint which per- 
mits swinging through several degrees either side of the central position 
of the chute, at the lower end of which a coal valve is used. The hopper 
mechanism is sometimes arranged to discharge 100 pounds of coal at one 
time. 

Coal valves are made in a variety of sliapes and sizes. The simple slide 
valve and the simplex and duplex rotating valves arc used to draw coal 
from overhead bunkers, and the flap and rotating valves to draw coal from 
the side of a bin. The simplex valve has a single rotating jaw moved by 



Fig. 195. — Coaling Wickes Boiler House witti Overhead Elcetrio Traveling Crane. 


a lever, and the duplex valve two rotating jaws, which are moved simul- 
taneously by a common actuating lever. The coal is thus discharged 
centrally even with a partially opened valve. Both these types cut 
through the coal without jamming and aie easily operated. 

The flap valve is 1.he most simple form and consists merely of an iron 
flap hinged to the bottom of the chute. The flap is lowered to discharge 
coal and raised to stop the flow. 
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306. Coal Handling from Ground Storage. — The amount of coal 
that can be stored in overhead bunkers is limited to a few days' supply, 
especially in large plants. For instance, the Commonwealth Edison 
Company in one of its Chicago stations uses 3000 tons of coal in twenty- 
four hours. In such cases the remaining supply, sufficient for several 



Fig. 1%. -- Storing Coal using a Locomotive Crane and Parallel Tracks. 

months, is stored in large outdoor piles. The above mcniioncd company 
stores 300,(KX) tons in these piles, from which coal is delivered to overhead 
bunkers as needed. When the storage space is near the water front, coal 
is delivered in barges, and grab buckets and telpherage systems, such as 
shown in Fig. 195, are used to remove the coal from the barges and deliver 
it to the storage fiiles. 

Cars of coal are generally loaded and unloaded by means of a long- 
radius steam- or electric-driven crane. Fig. 196, having self-filling buckets. 
Such cranes arc capable of moving from 40 to 250 tons of coal per hour, 
according to the size of the buckets. Coal can be handled at a small 
cost per ton by this method. 

For small plants a portable V-bucket or belt conveyor is used to load 
trucks or carts from storage. A small gjisoline engine is usually t he means 
of driving the conveyor. 

306. Overhead Coal Bins, or Bunkers. — The general shape of overhead 
bunkers is shown in Fig. 197. They are constructed of J-to J-inch steel 
plate and structural shapes, or of reinforced concrete. The suspension 
type of bunker is the cheafiest form, bei^ause t he plates are only subjected 
to tension and do not, n^quire .structural nu'inbers, except for the ends. 
The shape of this t,ypt* of bunker is that of a parabola. To permit self- 
cleaning, the sides are inclined at an angle of 45 degrees and the bottom 
is made with a hopper. 
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307. Ash Handling. The handling of ashes requires a more rugged 
type of equipment than is used to handle coal. The overlapping bucket 



CuUndrical and Steel Plate Suspension Typ&s 



Longitudinal Girder Cross Girder Type Cross Girder 

Structural Steel Skeleton Concrete Lined Types 


Flo. 197. — Types and Shapes of Coal Bunkers. 


conveyor is used extensively, because it carries instead of pushes the 
material. The other types of conveyors most commonly used arc: (1) 
V-bucket; (2) skip hoist; (3) steam or jet; and (4) drag chain. 

308. Skip Hoist. — The skij) hoist, Fig. 198, is simple and has few parts 
at which wear and corrosion can occur. It consists of a bucket running 



on inclined or' vertical tracks, 
and hoisted by means of a steel 
cable attached to a winding 
machine. The bucket consists 
of a rectangular steel box, open 
at the top and fitted with 
guide rollers and lioist bale. 
In operation, the ashes arc de- 
livered into the skip by a dump 
car, and the skip is hoisted by 
cable and electric motor. At 
the top the skip is turned up- 
side down and the ashes dis- 
charged, after which the skip 
automatically returns to the 
bottom for another load. 

309. Steam-jet Ash-convey- 
or. — The steam-jet conveyor. 
Fig. 199, consists of lengths of 
hard extra-heavy cast-iron pipe, 


Fig. 198. — Skip Hoist. held together by means of bolts 
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which pass through lugs cast on oa(;h pip(i. Openings into the pipe aie 
made in front of eacli ashpit, and the ashes are raked into these open- 
'ings. Expansion joints are used to provide for expansion, and rollers 
or hangers to support the pipe. 

Steam is introduced through one or more nozzles located at an (‘Ibow, 
causing a rapid movement of air through the pipe toward the distjhaige 



end. The moving air carries with it th(' aslies ent(M*ing the line a1 I he 
intakes. The air inlet end of the pipe has a protec^ted hood to i)rev(‘nt 
clogging of the inlet, and in the discharge pipe provision is made foi* a 
water spray to [)revent dust. The discharge pipe opems into a baffle box, 
in which the ashes pack and thus eliminate wear, because* the discharging 
ash strikes against ashes. This l)ox also prewenis packing of ashes, l)y 
breaking the force at which the ashes enter the ash bunker. The elbows 
where the pipe turns are subjee^t to rapid wear, and are lined with renewable 
iron inserts which are easily replaced. 

310. Drag-chain Conveyor. — TIh^ drag-chain convenor consists of a 
single-strand grit-proof chain about 7 inches wide, iimniiig very slowly 
in a cast-iron trough. The chain I’ides on the ashes and does not wear 
the trough. The cost is low and the space occupied is small. 

311. Ash Bunkers. Ash bunkers resembk' coal bunkers in shape 
and construction. The material coming in contact with the hot, moist 
ashes must be such that it will not corrode. Steel, wood, concrete, and 
cast iron arc used. When the hopper is in the power house, it generally 
has a side inlet with a flap valve. A chute delivers the ashes into whatever 
conveyance is provided to carry them away. 



288 COAL AND ASH HANDLING EQUIPMENT 

REFERENCES 

Mechanical Equipment of Buildings, Harding and Willard. 

Power Plant Engineering, Fernald and Orrok. 

Catalogues of the following Companies: Link Belt, Jeffrey, Lamson, Stephens 
Adamson. 


REVIEW QUESTIONS 

1. What is the principal reason for the adoption of mechanical methods of handling 
coal and ashes? 

2. Classify coal-conveyors and describe the construction of a belt conveyor. 

3. Descril^e the coal- and ash-handling equipment in some typical power plant. 

4. Name two methods used to handle ashes. Describe one of these methods. 

6. Describe the operation of a coal-crusher. 
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RECIPROCATING STEAM ENGINE 
SIMPLE ENGINES 


312. Foreword. — The reciprocating steam engine is the most widely 
known prime mover, and although its field of usefulness has been en- 
croached upon, in recent years, by the steam turbine and gas engine, it 
is still used extensively. The steam engine is superior to the turbine for 
work requirmg variable speed, slow rotative speeds and large starting torque, 
while the turbine has superseded the engine for large central-slation units and 
for auxiliaries requiring high rotative speed. The high-speed turbine, when 
used with efficient reduction gearing, has many advantages for low-speed 
drives, and is rapidly replacing the steam engine in that field. Consider- 
ing only efficiency in the use of heat, the Diesel type of oil engine is superior 
to the steam engine; and the turbine is more economical in space require- 
ments. However, the reciprocating steam engine has been enabled to 
hold its place as a prime mover, by an increase in economy obtained by 
improved design, that is, by utilizing the uniflow principle in the action 
of the steam, and balanced poppet valves for high temperatures and 
pressures. In general, the modern steam engine, in sizes up to 2500 
horsepower, is more economical than the turbine. 

313. Classification. — Steam engines may be classified in the following 
ways: 


Slide valve 


1. By valve gear 


('orliss valve 


Balanced 

Multi-ported 

Piston 

I Drop ciit-ofT 

1 Positively oi)eratcd cut-off 


Poppet- valve 


2. By position of the axis of 
the cylinder 


\'ertical 

Inclined 

Horizontal 


3. By number of cylinders in 
which steam expands 


►Single expansion, or simple engine 
Compound 

Multiple expansion Triple 

Quadruple 
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Stationary 

Portable 

4. By use Locomotive 

Marine 

Hoisting 

Low 

5. By rotativ e speed Medium 

High 

0. By ratio of stroke to diameter | stroke 

I bhort stroke 

7. By method of exhausting steam | ^ 

I JNon-condensing 

314. Parts of a Steam Engine. — A simple form of reciprocating steam 
f‘ngine is shown in Fig. 200. Its parts may be separated into the follow- 
ing groups : 


1. Stationary parts: frame, bed or bas(', cylinder, cylinder heads, steam- 
chest cover, bearings, stuffing-box 



Fig. 200. — Slide Valve, Simple Engine. 
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2. Moving parts: piston, pislon rod, crosshoad, (connecting rod, crank, 

shaft, and f]ywii(cel, all of which are moved by lli(‘ aciion of the 
steam. 

3. Valve gear, which (controls the distiibiition of steam and consists 

of eccentric rod, valve I'od giihk', valve stem or rod, and valve. 

316. Function of Engine Parts. — The frame sii[)i)orts and holds the 
moving parts in proper relative position and giv('s rigidity to th(c various 
moving nu'inbers. It may rest directly upon the foundation oi' upon a 
cast-iron bed plate on the foundation. The bearings support the shaft 
and are attached to one end of the engine frame or are supported on a 
separate foundation. The bearing whi(ch is made int(‘gral with or rests 
on the frame is known as the main bearing, or pillow block, while that 
resting on a pedestal and supporting th(c outer end of the shaft is called 
the outboard, or pedestal bearing. That ])art of tluc shaft which turns 
in the bearing is called a journal. TIkc cylinder is b(dtcd to the fi’ana^ at 
the end opi)Osite the bearings, and forms a chamber in which the [)ist(m 
moves under action of the steam. The ends of the cylinder are closed by 
cylinder heads, and the joint between the (cylinder and liead is made tight 
by a gasket (a thin piece of asbestos or rubber) or l)y grinding the surfaces 
with fine (crnery to produce a smooth surface, in wliicch case the joint is 
metal to metal and is calk'd a ground joint. The out('r surface of the 
cylinder is coven'd with non-conducting material, to pi’event ex('essivo 
loss of h('at by l adiation. 

The piston transmits the f)ressure of t he steam to the crosshead, to which 
it is attached by the piston i-od. At the point, where the piston rod passes 
through the cylinder h('ad, a stuffing box hik'd with packing prevents loss 
of steam. The crosshead slides back and forth, in a straight line, between 
guides formed in the engine frame. These guides make a sliding surfa(ce 
for the crosshead and keep the piston rod from bending. One end of the 
connecting rod is attached to the crosshead and the other to the crank 
pin, which is fastened to the outer end of the crank and is moved in a 
circle about tin* center of the shaft. Ilenc(' the (onnecting rod changes the 
straight line motion of the crosshead into rotating motion of the crank, 
which is keyed or pressed on to the shaft, to whi(*h the flywheel is fastened. 
The key is a rectangular piece of metal which fits into corresponding 
grooves in two parts of a machine and j)r(‘V('nts their relative rotary motion. 

The valve is located in the steam chest, whi(*h is ordinarily a part of the 
cylinder casting and is connected to the cylinder by iK)rts or passages 
made in the casting. It is moved back and forth uf)on its seat by an 
eccentric, so located on the crank shaft with reference' to the crank that, 
it moves the valve to admit, or dis(;harge st('am to or from the cjdindei* 
at the proper time. The valve rod, or valve stem, connects the valve and 
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the valve rod guide, which is used to prevent Ixuiding of the valve rod. 
The eccentric rod connects the valve rod guide and the eccentric. 

The flywheel has a heavy rim which absorbs energy when the supply 
of energy is in excess of the demand and gives up energy when the supply 
is not equal to the demand. It thus prevents rapid fluctuations in speed 
during a revolution. 

The governor maintains the si)oed of the (mgine nearly constant, by 
controlling the amount or the pressure of the steam supplied to the engine. 

The parts of the engine that move backward and forward in a straight 
line, such as the piston, piston rod, crosshead, valve and valve rod, are 
known as reciprocating parts. The parts that rotate about an axis, such 
as the shaft, crank, flywheel and eccentric, are known as rotating parts. 

The size of a steam engine is ordinarily given by stating, first, the diam- 
eter of the cylinder in inches; second, the length of stroke in inches; and 
third, the number of revolutions as 7 in. by 10 in. — 300 r.p.m. 

316. Engine Nomenclature. — The following terms, some of which 
do not appear to have any logical basis, are applied to steam engines: 

Rtuming over is a term applied to the action of an engine when the top 
of the flywheel revolves away from the cylinder end. Running under 



Left Hand Engine Bight Hand Engine 

Fig. 201. — Illustration of Several Engine Terms. 


is the reverse of running over, the top of the flywheel revolving toward 
the cylinder end. A right-hand engine is one in which the flywheel and 
valve gear are located on the right-hand side of the steam cylinder, as 
seen by a person standing at the cylinder end and looking toward the shaft. 
The flywheel is located to the left of the cylinder on a left-hand engine. 
These terms are illustrated in Fig. 201. The head end, or front end, of 
an engine is the end of the cylinder farthest from the crank. The crank 
end, or back end, is the end of the cylinder that is nearest to the crank 
and flywheel. The stroke is the distance traveled by the engine piston 
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in passing from the head end to the crank end or vice versa. The crank 
throw is equal to the length of the crank, or one-half the stroke. The 
•forward stroke, or out stroke, is made while the piston passes from the 
head to the crank end. The return stroke, or back stroke, is made while 
the piston travels from the crank to the head end. A long-stroke engine 
is an engine whose stroke is long as compared with the diameter of the 
cylinder. A short-stroke engine has a stroke that is ecpial to or slightly 
less than the diameter of the cylinder. Dead center is the point at tlie 
end of the stroke where the center lines of the connecting rod and crank 
are in the same straight line. There arc two dead centers, one at each 
end of the cylinder, called the head-end dead center and the crank-end 
dead center. Piston displacement is the volume through which the 
piston sweeps in traveling from one dead-center position to the other. 
Numerically it equals the net piston area times the length of stroke. Clear- 
ance may be either mechanical or volumetric. The former is the linear 
distance between the end of the piston and the nearest cylinder head, 
when the crank pin is on dead center. Volumetric clearance is the volume 
of the space included between the piston and the cylinder head, when the 
crank pin is on dead center, and includes the volume of the steam port for 
that end. Volurnetric clearance is usually expressed in percentage of the 
piston displacement. A cylinder having a clearance of 6 per cent would 
have a clearance volume equal to 6 per cent of the piston displacement. 

Example 34. — Compute the volumetric clearance for the head end of a Corliss en- 
gine that has a cylinder diameter of 8 inchas, a stroke of 24 inches, and a clearance of 
5 per cent. 

Solution. — Clearance volume, cu. in. = area of piston in sq. in. X stroke in inche.s X 

per cent clearance 

==\ir(PX 24 X 0.0.5 

= } X 3.14 X 64 X 24 X 0.0,5 = 60.3 cu. in. 

The term speed, as applied to engines, refers to rotative speed, and is 
expressed in revolutions per minute. Speeds above 250 r.p.rn. are called 
high speeds; from 150 r.p.iii. to 250 r.p.rn. medium speeds, and below 150 
r.p.rn. slow speeds. High-speed engines usually have a short stroke and 
low-speed engines have a long stroke, compared to the diameter of the 
cylinder. Piston speeds, expressed in feet per minute, range from 500 
to 700. The piston speed is obtained from the formula: 

S = 2LN (79) 

in which S = piston speed, feet per minute. 

L = length of stroke, feet. 

N = revolutions per minute. 
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Example 36. — 'Flio jiislon spocii, in It. por min. of a 7 in. by 10 in. — 000 Buckeye 
engine would be 

S - 2 l.N - 2 X X 300 - 500 ft. per minute 

317. Engine Frames. — Tlu^ form of the engine frame is determined by 
the type of engine mid the purpose for which it. is to be used. The frame 
is made of cast iron, and should have tlie metal 
so distributed that, the eiuiter of the frame is 
as near the foundation as possible. 

The box type of frame, Fig. 202, largely used on 
high-speed engines, has a rectangular base that 
rests directly on t he bed plate or foundat ion. The 
lower (U'osshead guide is ma(!hined as a part of 
the (‘iigine frames, and the upper guide is de- 
tachable. The cylinder overhangs one end of 
the frauKi and the opposite end carries two 
bearings, which are separated by a web that 
stiffens the frame. The ri'coss formed by this 
web and the side pieces si'rves to collect any 
oil that drips from the beai*ings, and thus keeps 
it from the floor and foundation. In soim* 
typi's, this chamber is used as an oil reservoir 
into which th(^ crank dips a(. each revolution. 

The girder frame, Fig. 203, is used for ( 'orliss 
engines doing light work. It is called a girder 
frame because^ the part of the frame that, con- 

Fkj. 202. — Box Frumo. nects the main bearing and the cylinder does not 
rest directly on the foundation, but acts as a 
girder. The shape of the girdiu* cross section is such that it gives maxi- 
mum stiffness with light weight. The guide's are formed in the girder 
section. 

The heavy duty, oi‘ rolling mill, frame, Fig. 204, has a h)w center line 
and hetavy construction. The pillow block aiul guides arc' made' in one 
casting, thus giving strength and rigidity. The crosshead guides are 




cylinder End 



Fic^. 203. — Girder Frame — Crank Side. 
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bored) and the frame is carried under tlie crank, forming an integral 
crank case in which oil from the hearings and crosshead guides colK'cts. 
The oil is then drained from t ho lowest, part of the frame. This frame is 
of pleasing design and affords continuous contact with the foundation. 

A type of frame, Fig. 322, known as the Tangye frame is extensively 
used. The construction is graceful and adapted to heavy duty, since 
the* frame has a stiff back behind the guides. 

The frame used for vertical engines generally has the shape of the letter 
A and is known as an A-frame. This frame is usually made with an upper 



and a lower part, the lower part having a rectangular shape and resting 
directly on the foundation or on a bed plate. A web, cast across the 
bottom, serves to catch oil. The upper part rests upon the lower, and 
forms the guides and a support for the cylinder. The vertical frame used 
on marine engines. Fig. 263, consists of columns, made of cast iron, cast 
steel, or steel forgings and shaped like an inverted Y. These columns 
support the cylinder and serve as supports for t he crosshead guides. The 
front and rear columns are often tied together by rods which give sufficient 
resistance to withstand the severe stn'sses. 

318. Cylinders. — The cylinder and steam chest, P'ig. 205, are generally 
made of cast iron in a single casting, with connecting passages or ports. 
The body of the cylinder is a shell of uniform thickness, with flanges at 
each end, to which the cylinder heads are bolted. The diameter of the 
central portion of the cylinder is called the bore and that of the enlarged 
pail- at each end, the counter-bore. The length of the bore is such that 
a piston ring will ov(U’travel the edge of the bore slightly at each end, and 
thus prevent the* wearing of shoulders in the bore. The counter-bore is 
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made from J to J inch larger in diameter than the borc', to permit re!)oring 
when the cylinder becomes worn. 

The heads are flat pieces, having shoulders which fit inlo the conn ten- 
bore. Tlic h(?ad-end head is sometimes recessed to permit the piston to 



Fkj. 205. — Sectional View of Steam Cylinder. 


travel closer to the cylinder head, thus reducing the clearance. The crank- 
end head carries a cylindrical stutfing box through which the piston rod 
passes. The stuffing box is filled with fibrous or metallic; packing which 
is compressed by a stuffing box gland held by studs and nuts. 

The part of the casting that forms the steam chest and steam passages 
is more complicated than the cylinder proper. The valve seat, or surface 
upon which the valve slides, has a rectangular form, and is raised above 
the surface of the valve chest and machined to a smooth surface. The 
passages for steam extend from the valve seat to each end of the cylinder; 
in Fig. 205, these passages are long, and thus increase the clearance. 
The top of the valve chest is covered with a flat cover plate bolted to the 
valve chest. 

The cylinder is given a covering of planished steel, to improve its ap- 
pearance, and the space between the covering and the cylinder is filled with 
asbestos, magnesia, or other insulating material, to prevent loss of heat 
by radiation. The crank end of the cylinder is machined to fit a corre- 
sponding machined part on the frame, and is held in position on the frame 
by a ring of bolts. 

An outside view of a Corliss engine cylinder is shown in Fig. 206a, and 
the appearance of the cylinder after being insulated and (;overed with 
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plaiiislicd moial is shown in Fig. 206/;. The cylinder is mucli lieavier 
than the slide-valve cylinder; and it rests dii(‘c,tly on the hedplati' foun- 
dation and is bolted to the frame. The valve seats arc circular in section, 
and extend across the 
cylinder casting at each 
end. This permits the use 
of short, steam passages 
and reduces the clearance. 

The steam chest is at the 
top and is separated from 
the cylinder bore by the 
cylinder wall, thus serving 
to steam-jacket the upper 
part of the cylinder. The 
exhaust-steam passage is 
at the bottom of the cast- 
ing and is separated from 
the cylinder wall by an 
air space, which prevents Fiq. 206a. — Corliss Cylinder — Outside View, 
heat loss from the cylinder 

to the exhaust passage. In some types of Coi liss engines the cylinder is 
made with a cylindrical barrel, and the valve optuiings are placed in the 
cylinder heads, which are bolted to the cylindei’. This makes a simple 
cylinder casting. 


Throttle Value Here 



Fig. 2066. — Corliss Cylinder, Floor Plate and Lagging. 
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The marine engine cylinder, Fig. 207, has a liner properly machined 
and fitted inlo place, to take the wear of the piston. The cylinder can 
then be made of a softer grade of cast iron than fhe liner and, in case of 



wear, only the liner need be replaced. The liner is fastened to the lower 
end of the cylinder by sunk-head bolts. The steam passages are cut 
through the liner or pass around the ends of the liner, as in rhe illustration. 
The heads are double-walled and strengthened by webs to make them 
strong yet light, and are cone shaped to conform to the shape of the 
piston, thus reducing clearance. 

319. Cylinder Head. — The cylinder head is generally made, like that 
shown in Fig. 276, of a heavy casting stiffened with ribs. At the point 
where the steam passages enter the cylinder, the surface of the cylinder 
head is relieved. 

320. Stuffing Box Packing. — The stuffing box used with saturated 
steam is goncually filled with fibrous packing impregnated with graphite. 



STUFFING BOX PACKING 


299 


Fig. 208. I^eakage of steam past the packing is prevented by tightening 
the nuts on the gland thus compressing the packing against the rod. A 
bVass bushing is usually" placed in the bottom of the stuffing box to prevent 



Fio. 208. — Stuffing Box and Several Types of Ring Packing. 


the packing from being forced into the cylindei*. Fibrous packing ofbm 
becomes hard and score's the piston rod, because of se'anty lubrication. 
It is not satis- 
factory for use 
with super- 
heated steam, 
because the 
high tempera- 
tures destroy 
the packing. 

Metallic 
packing, Fig. 

209, is used 
with super- 
heated steam. 

It has long life, 
has proved sat- 
isfactory in ser- 
vice, automati- 
cally adjusts 
itself as wear 
takes place, and 
out of alignment . 

A special gland holds the packing in pla(^e, and a siiiall copper wire is 
placed between the gland and the stuffing box to prevent leakage. The 



Fi(]. 200. — Sullivan Metallic Piston Rod Packing, 
is sufficiently flexible to allow the piston rod to move 
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packing consists of a number of beveled rings which are split and fit closely 
together. The vibrating cup surrounds a beveled brass inner ring, made 
in halves which bear against the piston rod. The inner packing ring 
has a double bevel, one side of which fits the vibrating cup, whik^ the other 
side fits the outer packing ring. The spring case fits over the outer pack- 
ing ring and retains the spring, which holds the various rings in proper 



Fig. 210. — Solid I’istoii with Single Fig. 211. — Built-up Piston, with 

Packing Ring. Narrow Follower and Elliptical Spring. 


position. The spring also puts some pressure on the {lai^king, this pressure 
being increased by t he steam pressure acting against the inner end of the 
spring cage. An oil-soaked swab cup, attached to the gland bolts, provides 
sufficient lubrication. 

321. Pistons. — The piston should be of simple construction, of light 
weight, especially for horizontal cylinders, and strong enough to stand 
the pressure of the steam without deformation. A piston for a horizontal 
engine should have a wid(^ fa(;e to distribute its weight over a larger sur- 
face and thus reduce; wear. 

The solid type of piston, Fig. 210, is quite commonly used. It consists 
of a hollow cylindrical casting made with flat surface's of unifoi*m thie;kness 
on both sides. A hub, to whiedi the piston rod is attached, is cast at the 
center of the piston. The hollow part of the casting is divideel into several 
small compartments, by webs which strengthen the enel surfaces. Holes 
are cast in (;ach compartment to permit the removal of the core sand and 
are plugged after it is removeel. 

The piston lod is machined to fit into the hul) of the piston and is held 
in place by a countersunk nut screwed on the rod. The nut pulls the 
hub tight up against a shoulder on the rod, which is often made a straight 
forced fit into the piston, 
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Leakage of steam past the piston is prevented by a single packing, or 
piston ring, placed in a groove machined in the circumference of the piston. 
The ring is made from a piece of cast iron with its outer surface and sides 
finished. It has a diameter slightly larger than the bore of the cylinder, 
and is generally made thicker on one side than the other, with a diagonal 
cut at its thinnest section. The ring is sprung into the groove in the 



piston and, being larger than the bore of the piston, bears lightly against 
the walls of the cylinder when sj)rung into place. Leakage of steam 
through the diagonal cut is sometimes prevented by a tongued clip. 

A built-up piston, Fig. 211, is much used on (,'orliss engines. The body 
of the piston is a flanged spider to which the piston rod is attached. Two 
bull-rings, or junk-rings, form the sliding face of the piston, and a single 
I)acking ring is placed in the opening between the bull-rings. A follower 
plate, attached to the spider by bolts, holds the bull-ring in position. The 
position of the bull-rings can be adjusted for weai’ by set screws fastened 
to the spider. Elliptical springs are placed at various points between 
the bull-ring and packing ring. Pac^king rings are often made in sections, 
with ellii)tical springs placed under each section to hold them out against 
the cylinder bore. 

One form of locomotive piston, shown in Fig. 212, is made? from a simple 
T-section of cast steel, and has two packing rings. Pistons generally 
have more than one packing ring, with the rings so placed that the joints 
do not come in the same line. Leakage past the rings is thus prevented 
without the use of tongued clips. The piston rod is fastened to the piston 
by a taper fit, and a nut, placed on the end of the piston rod, holds the 
piston from coming loose. The nut is generally pinned to prevent its 


'^Wrist Pin 
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working loose. Locomotive pistons are often made broader at the bot- 
tom, as in the illustration, to increase the wearing surface. 

Pistons used on vertical engines arc made as light as is consistent with 
strength. The vertical marine-engine piston, Fig. 207, is made with a 
narrow face, as the weight of the piston is not carried by the cylinder. 
The body of the piston is a conical-shaped steel web, and its wearing sur- 
face is made up of packing rings of Cast 
iron, held in place by a follower plate bolt- 
ed to the body of the piston. 

On some types of st eam engines a trunk 
piston. Fig. 213, is used. Steam can only 
act on one side of this piston, which is 
made long because it performs the func- 
tion of the crosshead. One end of the 
piston is open, to admit the connecting 
rod, and bosses are cast on the inside to 
support the wrist pin. 

322. Piston Rod. — The piston rod is 
circular in cross section and is made of a 
good grade of steel, with the crosshead 
(‘iid threaded and the piston end machined 
to fit a similar machined surface in the 
piston. 

323. Crossheads. — The crosshead is attached to the piston rod by a 
thread and nut, and to the connecting rod by a crosshead pin, or wrist pin, 
which is carried by the body of the crosshead and which holds one end of 
the connecting rod. During one-half of each revolution the crosshead 
pulls the connecting rod and during the other half it pushes the connecting 
rod. This causes a pressure on the guides, which always acts downward 
when the engine is “ running over.’’ 

The most common types of crossheads arc the “ wing,” block,” and 
“ slipper.” The “ wing,” or locomotive type, Fig. 214, consists of two side 
blocks, or wings, united by a yoke. The piston rod is screwed into the 
yoke and provided with a lock nut placed on the piston rod and backed 
up against the yoke, to prevent the piston rod from working loose in the 
crosshead, since vibration or removal of the load might loosen the fit 
between the rod and crosshead and permit the rod to turn out. The 
pressure of the piston is carried by a steel wrist pin with a flange on each 
end that fits into recesses in the wings. A small steel pin passes through 
the wings and the wrist pin, and holds the wrist, pin from being lifted 
vertically. The wings slide between upper and lower guides, which can 
be raised or lowered by shims to provide for wear. The sliding surfaces 
of the wings are generally made with holes that are filled with babbitt 
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metal to reduce friction. Babbitt metal is an alloy of copper, tin, and 
zinc or antimony, having anti-friction qualities and a tin content exceed- 
ing 50 per cent. 

The “ block,” or Corliss crosshead, Fig. 215, has a heavy cast-iron body 
into which tne piston rod screws. The body is made hollow to admit the 
end of the connecting rod. The crosshcad pin has taixjrcd ends, where it 



fits into the body, and is held in f)osition by a washer. An upper and a 
lower shoe, or slipper, are fastened to the body by side bolts. The sur- 
faces of the shoe and body, where they come together, are made on an 
incline, and nuts and bolts attached to the body permit adjustment of 



the shoes along the inclined surface. The sliding surfaces of th(‘ shoes are 
babbitted. 

The slipper crosshead, Fig, 216, is used extensively on marine and 
locomotive engines. The crosshead body and slipper are made in one 
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casting, with the piston rod attached to the body above or below the 
slipper. The sliding surface of the slipper is flat and broad. The guide 
has a flat planed surface on the engine frame, with adjustable side pieces 
which fit on top of each side of the slipper and hold the slipper in position. 
In some types of locomotive crossheads, the guide is a square rod and the 
crosshead surrounds the guide. 

The shape of the sliding surfaces may be flat, circular or triangular. 
The circular form is the most common and is easily adjusted and machined. 

324. Connecting Rods. — The connecting rod is usually made of a 
good grade of steel, and may have a circular, rectangular or I-section. 
Corliss and marine engines generally have round rods, and high-speed 
engines have rectangular rods. Circular rods arc largest at the center 
and taper toward each end. Rectangular rods have the largest section 
at the crank-pin end. 

Common types of connecting-rod ends are the solid, strap and marine 
end. The solid-end rod, Fig. 217, can only l)e us('d with a projecting 
crank pin. It has enlarged and flattened ends, which are slotted to hold 



Fra. 217. — Solid End Connecting Rod. 

the boxes, or brasses, in which the crank pin and wrist pin fit. The 
boxes do not com(' cpiite together at the center. This permits adjustment 
for wear by wedg(*s and bolls placed one inside and one outsider, at their 
respective pins. With tlni wedges thus located adjustment for wear can 
be made without changing the length of the connecting rod. The wedges 
are threaded, and turning the adjusting bolt changes the position of the 
wedge at right angles to the pin, while side flanges machined on the boxes 
prevent movement parallel to the axis of the pin. 

In the strap-end rod, I^ig. 218, the brasses are held to the enlarged end 
of the rod by a straf) that passes around them and is held to the rod end 
by two through bolts. The adjusting wedge is similar to that of the solid- 
end rod. 

The adjusting wedge and through l)olts are sometimes omitted and a 
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zinc or antimony, having anti-friction qualities and a tin content exceed- 
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lower shoe, or slipper, are fastened to the body by side bolts. The sur- 
faces of the shoe and body, where they come together, are made on an 
incline, and nuts and bolts attached to the body permit adjustment of 



the shoes along the inclined surface. The sliding surfaces of th(‘ shoes are 
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locomotive engines. The crosshead body and slipper are made in one 
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Con, Rod Box Cap , Con. Rod Box Llnon 



Fig. 219. — Marine Type Connecting Rod. 


crank is attached to the end of the shaft, and is often a disk crank; the 
center crank has the crank pin fastened between two crank disks. Cranks 

arc ordinarily made of cast iron. 

The marine engine crank shaft, 
Fig. 221, has the crank and the 
crank shaft formed in one piece. It 
is commonly made in sections, which 
arc bolted together to make a contin- 
uous shaft, each section consisting of 
t wo crank webs, or disks, a crank 
pin, and a piece of shaft at each end, 
which has flanges for coupling. The 
crank pins are arranged to have the 
cranks come at 90 or 120 degrees. 
Fig. 220. — Overhung Crank with This gives more even running and 
Crankpin. distributes the stresses more equally. 




Fig. 221. — Marine Crank Shaft Assembly. 
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I// Holes 


The entire crank shaft is often forged in one piece, and the crank pins 
and shaft made hollow to de<Teas(‘ weight and increase strength. The 
locomotive crank is formed as a part of the drive wheel. 

326. Bearings. — The simplest form of bearing is the two-part bearing, 
Fig. 222, generally used for the outboard bearing. It is made of cast 
iron and consists of an 
upper and a lower half 
bolted together and lined 
with babbitt metal to 
fonn the bearing surface. 

The babbitt lining is ordi- 
narily grooved to facili- 
tate the flow of oil to 
the bearing surfaces. The 
lower half is bolted to the 



Fkj. 222. — Low Type of Two-part Bearing. 


foundation. When used 
as an outboard bearing, 
it serves to support the 
weight of the flywheel and 
keeps the outer end of 
the shaft in alignment. 

The main bearing, or 
pillow block, Fig. 223, is 
made heavier than the 
outboard bearing, to take 
the thrust from the pis- 
ton. It consists of a lower 
part, or housing, which 
may be made separately 
or as a part of the main 
frame, and a bearing cap. The bearing is formed by three or four cast- 
iron boxes, which are babbitted and are held in proper position by 
the lower part of the housing. The bo.xes arc adjusted by inside wedges 
and bolts which extend through the walls of the housing to the outside. 
Bolts, which pass through the bearing cap, hold the upper box in position. 
The lower box is raised or lowered by adding or removing shims from be- 
tween the box and housing. 

A bearing designed to give adjustment at an angle, to compensate for 
wear, is often used. The opening in this l)earing is in a direction normal 
to that in which the greatest wear occurs. 

The bearing, often called a journal box, used on the locomotive axle is 
shown in Fig. 224. The box is made of cast iron and has a brass or bronze 
bushing whi(di covers only the upper part of the journal. It is held from 




308 RECIPROCATING STEAM ENGINE - SIMPLE ENGINES 


rotating by the bearing l)ox. The pressure is always downward on this 
bearing, and only one })iishing is necessary. The lower part, of the box 
forms a (‘ellar, which is tilled with oily waste, and also prevents t he journal 



Fig. 224. — Journal Box for Locomotive, — Sectional View. 


from leaving the 
box. The locomo- 
tive frame fits be- 
tween projections 
on the side of the 
box and prevents 
the box from mov- 
ing sidewise. 

327. Flywheel.— 
The flywheel is 
made of cast iron 
and consists of a 
hub, a rim, and 
arms, which con- 
nect the hub and 
rim. The hub fits 


over the shaft, to which it is attaclied by a key. Set screws pass 
through the liub and bear on the key, to prevent axial movement of 
the flywheel. The hub, rim, and arms may be made in one piece, or they 
may be made in a number of parts and bolted together. To maintain 
constant speed, the flywheel should be heavy. 

Figure 322, page 413, shows a flywheel made of two pieces, with through 
bolts holding the parts of the hub together, and stud links, which fit 
holes made in the rim, holding the rims together. The length of the 
links between shoulders, before being put in jilace, is made shorter than 
the length between the shoulders in the rim, by a few thousandths of an 
inch. The link is heated and placed in position; it shrinks when cooling 
and holds the parts firmly together. 

328. Foundation. — In order that an engine may remain level and in 
satisfactory running condition it is necessary that it rest upon a suitable 
foundation which may be constructed of concrete, brick, or stone. Con- 
crete is the best material for the part below the ground while hard brick 
with a granite cap is satisfactory for the part above the ground. When 
brick or stone are used, they should be laid in a good quality of Portland 
cement and clean sharp sand. When concrete is used a satisfactory mix- 
ture is made of 1 part cement, 2 parts sharp sand and 4 parts gravel or 
crushed stone. 

The shape of foundations varies, wide and shallow foundations being 
generally preferable to deep and narrow foundations. Straight lines give 
a more pleasing appearance than curved lines. That part of the founda- 
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tion which supports tho hearings should he tied to the main foundation. 

The aj'(‘a ov(*i' whi(!h the foundation should extend is deterniiru’d hy 
the charactej- of tlie soil. Foundations huilt on soils having a low hearing 
resistance such iis clay require a gr(^at(*r arc'a than thos(^ huilt on soils 
having a high hearing resistance, such as granite rock. 

Foundations huilt on soils of low hearing resistance are generally made 
in two parts; a suh-foundation and a main foundation. The sub-foun- 
dation extends over a greater area than the main foundation, and when 
made of concrete, its surface is left rough to giv(^ a good bond with the 
main foundation. 

Soils which arc moist and have low hearing values are generally pre- 
pared for the sub-foundation hy driving pil(\s, spaced about 3 feet apart, 
to hardpan or bedrock. The piles arc made of red pine, oak, beech, steel, 
or reinforced concrete, trimmed to an even height and covered with a 
layer of concrete not less than 24 inches thick, which is often reinforced 
with steel. The soil directly around the foundation should he well drained. 

The weight acting on the soil consists of the weight of the engine plus 
the weight of the foundation. In general, the weight of the foundation 
is from 4 to 5 times the weight of the (uigine. 

329. Valve Mechanism. — The various types of valve gears, with 
their operating mechanism, are described in connection with the engines 
upon which they are used. Chapters XVII and XVIII. 
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REVIEW QUESTIONS AND PROBLEMS 

1 . Name the parts of a simide steam engine, ami state the function of each part. 

2 . In a manufacturer’s catalogue, it is .staled that the clearance of the engine i.s 8 
per cent. Explain what is meant. If the size of the engine is 7 in. by 10 in. find the 
volumetric clearance of the head end. 

3. Define: (a) righMiand engine, (b) stroke, (c) dead center, (d) high-speed and low- 
.speed engine, (e) running over. 

4 . Calculate the piston speed in feet per minute of an 8 in. by 24 in. Harris Corliss 
engine, running at 110 r.p.m. Would this speed be greater than a 7 in. by 9 in. Harri.s- 
burg engine making 300 r.p.m.? 

6. Name three types of engine frames, and compare them with regard to strength. 

6. In what way does a Corliss cylinder differ from that of Fig. 20.5? 

7 . Name three types of connecting rods, and descril>e the construction of each. 

8. Describe how adjustment for wear i.s made in a l)ox type of crosshead. 

9. Describe the const nudion of a four-part liearing. 

10 . State the fumdioii of a piston ring, and explain how it performs this function. 



CHAPTER XVII 


SLIDE VALVE ENGINES, VALVE DIAGRAMS, AND SLIDE VALVE 

SETTING 

330. Foreword. — Slido-valvo engines are made in many forms and 
differ mainly in the type of valve and the method of governing. Most 
slide-valve engines use a single valve, which may be flat or cylindrical, to 
(control the flow of steam. A few engines use two valves, and some use 
four valves. 

As classified in Art. 313, the most common types of slide-valve engines 
are: ‘‘ D ” slide valve, balanced, multi-ported and piston. 

331. Plain D ” Slide-valve Engine. — The plain “ D slide-valve 
engine is the simplest of the slide-valve engines, and takes its name from 
the fact that the section of the valve resembles the letter D. The valve 



gear consists of the valve, valve rod, valve-rod guide, eccentric rod, and 
eccentric, in which the eccentric is direct-connected to the valve. 

The eccentric is essentially a short cranky which moves the valve hack and 
forth on its seai. Consider a short crank of length Fig. 225a. If the 
crank pin is enlarged to include the shaft, as in Fig. 2256, an eccentric is 
formed. The distance between the center of the eccentric and the center 
of the shaft is the eccentricity, or throw of the eccentric, and is equal to 
I, of Fig. 225a. 

The eccentric. Fig. 220, is a circular disk of metal containing a hole 
which is not in the center of the sheave and througli which the crank 
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shaft passes. A set screw generally secures the eccentric to the shaft 
by which it is revolved. The position of the eccentric on the shaft can 
be changed by loosening the set screw. 

An eccentric strap, Fig. 227, made in two parts, surrounds the eccentric. 
These two parts are held together by through bolts having lock nuts to 



Fio. 226. — Eccentric. 


prevent the ))olts coming loose. One part of the strap has a hub into 
which the eccentric rod screws. Side movement of the strap is prevented 
by a groove in the 
st rap, which fits over a 
projection on the 
eccentric. 

332. Operation of 
“ D ” Slide-valve En- 
gine. — The operation 
of the plain slide- 
valve engine may be 
best understood by first EcccntTic . 
considering what takes 
place on one side of the 
piston. Steam, unden* 


Eccentric 
Strap with 

the valve tightly a- 
gainst its seat. 

The eccentric is so lo- Bcctniric i 

cated on the crank shaft, Flo. 227. — Eccentric and Eccentric Strap, 

ahead of the crank in 

this case, that it will move the valve in the proper direction to admit steam 


pressure, enters tne 
steam chest and presses 
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to the cylinder, just before the piston has reached the end of the stroke. 
Fifjiuro 228 shows the valve in this position, which is called the point of 
admission. The valve and piston are traveling in opposite directions, 



Head End Admission. 


and any further inoveinent of the valve to the left admits steam behind 
the piston. The pressure of the steam, acting on the piston, pushes it to 
the left and produces rotation of the crank and crank shaft, to which the 
eccentric is attached. The valve is thus moved and the steam passage 
opened wider. Steam continues to (mter behind the moving piston, until 
the eccentric has moved the valve to its extreme right-hand position and 
returned it to the position shown in Fig. 229. Cut-off tlum occurs, and 



Fig. 229. — Positions of Crank and Ecc'^nlric at Point of Head End Cut-off. 


steam can no longer enter the cylinder. The valve and piston are moving 
in opposite directions, and each is traveling opposite to its direction of 
motion at admission. The steam in the cylinder at cut-off expands, that 
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is, increases in volume, and perfonns work as the piston moves to the loft. 
As the volume increases the pressure falls. When the valve and piston i-oacli 
the position shown in Fig, 230, release occurs, the valve opening the pass- 



Fig. 230. — Positions of Crank and Eccentric at Point of Head End Release. 


age from the cylinder to the exhaust pipe. The exhaust steam passes 
from the cylinder through the steam passage and th(' cavity on the under 
side of the valve to t he exhaust opening. At release, t h(' valve and piston 
are traveling in the same relative direction as at cut-off. Upon further 



Fig. 231. — Positions of Crank and lM*c(udric with tlie Valve at Head End 
Compression. 


movement of the valve, the exhaust opening is increased, and the pressure 
in the cylinder falls nearly to the pressun^ in the exhaust pipe. Shortly 
after release occurs, the direction of the motion of t he piston is reversed. 
It now moves to the right and pushes the steam remaining in the head-end 
side of the cylinder out through the exhaust passage. When the crank 
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has nearly readied the head-end dead center, and the direction of valve 
motion lias been reversed by the eccentric, the valve and piston occupy 
the positions shown in Fig. 231. This is the point of compression, and 
the exhaust passage is closed by the valve. The valve and piston are 
then t raveling in opposite directions. 

A cycle of events is performed by an engine when it passes through a 
series of operations and returns to its starting position. The events in 
the steam-engine cycle are, therefore, admission, cut-off, release, and com- 
pression. That part of the cycle between the point of admission and 
cut-off is known as admission; the part between the point of cut-off and 
the point of release is called expansion; between the points of release and 
compression is exhaust; and between tlie points of compression and ad- 
mission, compression. When admission and expansion are 0 (;curring in 
the head-end, exhaust and compression are occurring in the crank end, 
and vice versa. 

An engine like the one described, which has steam entering alternately 
on one side of the piston and then on the other, is called a double-acting 
engine. Most steam engines are double-acting. 

If steam acts only on one side of the piston, the engine is known as a 

single-acting engine. 

The cycle of events for an engine may be studied by a diagram, Fig. 
232, known as an indicator diagram. The vertical height of the diagram 



Line of Zero Pressure'^ 

Fig. 232. — Indicator Diagrams. 


represents the pressure acting on the piston, to some scale. Horizontal 
distances represent the volume of the piston displacement at any point in the 
stroke. The arrows show the direction in which the piston travels. A line 
representing atmospheric pressure is drawn on the diagram, for reference, 
to show how the pressure varies as compared with the pressure of the 
atmosphere. 
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333. Governor. — The governor used on the “ D ” slide-valve engine is 
a throttling governor. It controls the speed by reducing or increasing the 
steam pressure^ depending upon the load to be carried. The governor oper- 
ates a throttle valve placed in the main steam pipe, just before the pipe 
enters the steam chest. 

One type of throttle governor, sometimes called the pendulum governor, 
is shown in Fig. 233. The valve has an upper and a lower disk. Steam 
at the pressure in the main steam line acts on top of the upper and on the 
bottom of the lower disk. The 
same steam pressure acts on the 
outlet side of both disks. The valve 
is, therefore, balanced, and moves 
easily. The valve spindle, which 
passes through a sleeve, bears 
against the upper ends of the 
governor arms. 

A bracket attached to the upper 
part of the valve body carries a 
horizontal bearing for the belt 
pulley shaft, a vertical bearing for 
the sleeve, and a chamber to which 
the adjusting lever is attached. 

The arms supporting the governor 
balls are pivoted to the upper 
parts of the sleeve and revolve 
with it. A bevel gear is keyed to 
the lower part of the sleeve and 
meshes with a similar gear on the 
belt pulley shaft. A belt connects Fio- 233. — Flyball Tlirottling Governor, 
the belt pulley to the engine shaft. 

The governor 0 {)eratcs as follows: With an increase in tlu^ speed of the 
engine, the speed of rotation of the governor balls is increasc'd. ( entrifu- 
gal force causes them to move outward and upward against the force of 
gravity and the force of the control spring. The inner ends of the arms 
of the governor balls thus press down upon the valve spindle and pai-tly 
close the valve. This reduces the steam pressure acting on the piston, and 
the speed of the engine is reduced. In like manner, a decTcase in speed 
causes the weights to be lowered and the valve spindle to be raised, thus 
increasing the speed of the engine. 

For any given speed of the engine, the balls will take a j)osition at which 
their centrifugal force just balances the force of giavity and the tension 
of the spring. If the engine speed changes, the weights will rise or fall 
until the steam pressure is adjusted to suit the load to be carried 
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The speed at which the engine will run can be changed by turning the 
adjusting screw and thus changing the tension of the control spring. 
An increase in tension of the spring will increase the speed of the engine 
and vice verm. 

A governor, to give satisfactory speed regulation, must have stability; 
otherwise it would not be able to control the speed, and its moyements 
would be irregular and uncertain. 

334. Stability. — The throttle governor already described is stable ; 
that is, there is a definite position of the weights for any definite speed. 
If the speed changes the weights assume a new position corresponding to 
the new speed. This changes the position of the throttle valve and brings 
the speed of the engine back to the speed at which the governor is set to 
run. 

335. Sensitiveness and Hunting. — A governor is sensitive when a 
small variation in speed will cause it to move from one extreme of its 
position to the other extreme. Naturally the more? sensitive the governor 
is, the less stable it will be; but both of these qualities are essential. A 
governor should not be too sensitive, however, or it will hunt; that is, 
swing first to one extreme and then to the other extreme of its travel, 
thus making the speed first too high and then too low. Hunting is over- 
come by using dashpots attached to the governor in such a manner that 
its motion is damped. 

The dashpot is a small cylinder having a tight-fitting piston in which 
there arc one or more small holes. The cylind(T is filled with heavy oil, 
which requires time to pass through the holes from one side of the piston to 
the other and any momentary changes of the governor is thus prevented. 

336. Terms Applied to Slide Valves. — There arc many terms ap- 
plicable to all types of valve gears, which are more clearly understood 
when studied with the slide-valve engine. 

Valve travel is the distance moved by the valve from one extreme of its 
motion to the other. When the eccentric is connected to the valve with- 
out an intervening rocker arm, t he valve travel equals twice the eccentricity. 

Mid-position is th(^ position occupied by the valve when it is halfway 
between the (‘xtreine positions of its motion. The position of a valve is 
described by (jiviny its displacement frofn mid-position. In most engines, 
the eccentric is nearly vertical when the valve is in mid-position, or central. 

Lap is the distance the edges of the valve overlap the corresponding 
edges of the port when the valve is in mid-position, as shown in Fig. 234. 
When applied to the inside edges of the valve and port, it is called inside 
lap and when applied to the outside edges, outside lap. When steam is 
admitted to the engine past the outer edge of the valve, the outside lap 
is the steam lap, and the inside lap is the exhaust lap. Steam is often 
admitted from the inside edge of the valve; the inside lap is then the 
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steam lap and the outside lap the exhaust lap. Stearn lap may be defined 
as the distance the valve must move from mid-position to alloiv admission 
of steamy and exhaust lap as the distance the valve must move from mid-po- 
sition to allow steam to escape from the cylinder. 

The steam lap is always positive or zero, while the exhaust lap may be 
positive, negative or zero. When the exhaust lap is negative it is called 



exhaust clearance, and is used to give better distribution of steam. TIk^ 
angle of lap is the angle turned through by the eccentric to move th(i 
valve a distance equal to the lap. 

By referring to Pigs. 228 to 231, it will be seen that: 

1. When the engine is at admission, the valve has moved from mid- 

position an amount equal to the steam lap and is moving in a 

direction to uncover the port. 

2. When 1 h(^ engine is at cut-olT, the valve is in the same position as at 

admission but moving in a direction to cover the port. 

3. When t he engine is at release, the valve is displaced an amount ecpial 

to the exhaust lap and moving to uncover the port. 

4. When the engine is at compression, the valve is in the same position 

as at release on that end, but moving to cover the port. 

Port opening is the amount the port is open to steam at any instant, and 
equals the valve displacement minus the steam lap. Maximum port open- 
ing is the amount of poii opening at the extreme travel of the valve. 1 his 
tei'in should not be confused with width of port. 

Overtravel is the amount the maximum port opening differs from the 
width of port, and equals the eccentricity minus the sum of the lap plus 
the width of port. It may he positive or iiegative. 

Lead is the amount the port is open when the crank pin is on dead center. 
Steam lead is given a valve to admit steam to the cylinder just before the 
piston reaches the end of its stroke. This gives an adequate opening for 
steam at the beginning of the stroke and assures maximum pressure on 
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the piston when it is most needed. It also assists the compression in 
bringing the reciprocating parts to rest without shock, and should be suffi- 
cient to give smooth running. It varies in amount from -^2 i inch. 

The angle of lead equals the angle, Fig. 235, through which the eccentric 
moves to move the valve an amount equal to the lead. It varies from 
2 degrees to 8 degrees, depending upon the size and speed of the engine. 

337. Angle of Advance. — Referring to Fig. 235, it is seen that a direct- 
connected eccentric muM be moved ahead of the crank 90 degrees + {the angle 

of lap + the angle of lead) 


Angle of Ad ounce 



Fig. 236. — Diagram Showing Angle of Lap, 
and Angle of Lead. 


to have steam admitted be- 
fore the piston has reached 
dead center. The amount 
by which this angle exceeds 
90 degrees is the angle of 
advance. It is the angle 
throiLgh which the center line 
of the eccentric moves to dis- 
place the valve from mid- 
position, an amount equal 
to the steam lap plus the 
steam lead. The Greek 
letter delta (6) is used to 
designate this angle. 

338. The Effect of Lap. 
— For a valve without lap 
to admit steam to the 
cylinder, the eccentric must 
be 90 degrees ahead of the 
crank in the direction the 
engine is to run. Admis- 
sion would then occur with 
the crank on one dead cen- 
ter, and cut-off would not 


occur until the crank had reached the other dead center. Steam would 
be admitted for the entire length of stroke, and there would be no ex- 
pansion of the steam. Such an engine would require an excessive amount 
of steam for each horsepower developed. 

Steam lap is given a valve to prevent this waste of steam, and to permit 
expansion of the steam by bringing cut-off before the end of the stroke. 

If there were no exhaust lap, the events of release and compression 
would occur with the valve in mid-position and with the piston at the 
end of its stroke, and there would be no compression. To have 
haust edge of the valve close the port before the crank pm has reached 
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its dead center position, exhaust lap is given. Compression traps steam 
m the clearance space and forms a steam cushion, which assists in bring- 
ing the reciprocating parts of the engine to rest without shock and makes 
the engine run more quietly. Zero exhaust lap and negative exhaust 
lap are given to valves of high-speed engines having a large angle of ad- 
vance. 

■ 339 . Relative Position of Crank and Eccentric. — It has been seen that 
a plain “ D ” slide valve, connected to the eccentric without an intervening 
locker, and having outside admission, has the eccentric ahead of the crank 



by 90 degroos plus the angle of advan(‘e. For a direct-connected slide 
valve having inside admission, the cccicntric would follow the crank by 
90 degr('es minus the angle of advance, to have the valve open the port; 
otherwise, the valve would be closing the port. In general, the eccentric 
is located, with respect to the crank, in a position to open the proper steam 
port when the crank pin moves from dead center in the direction in which 
the engine is to run. 

If a rocker arm, Fig. 2366, is placed between the eccentric rod and the 
valve rod, and has a pivot as shown, the rocker arm increases the move- 
ment of the valve for a given eccentricity, but does not change the relative 
position of the eccentric and crank. If the pivot of the rocker arm comes 
between the eccentric rod and valv(^ rod connection, as in Fig. 236r/, 
the eccentric follows the crank for an outside admission valve and leads 
the crank for an inside admission valve. This type of rocker is called a 
reverse lever. 

340. Displacement of Piston and Valve. — The linear displacement of 
the piston is described by stating its position from either dead-center position. 
This displacement is commonly given in percentage of the length of stroke, 
and may be found graphically or analytically. 
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the piston when it is most needed. It also assists the compression in 
bringing the reciprocating parts to rest without shock, and should be suffi- 
cient to give smooth running. It varies in amount from -^2 i inch. 

The angle of lead equals the angle, Fig. 235, through which the eccentric 
moves to move the valve an amount equal to the lead. It varies from 
2 degrees to 8 degrees, depending upon the size and speed of the engine. 

337. Angle of Advance. — Referring to Fig. 235, it is seen that a direct- 
connected eccentric muM be moved ahead of the crank 90 degrees + {the angle 

of lap + the angle of lead) 


Angle of Ad ounce 



Fig. 236. — Diagram Showing Angle of Lap, 
and Angle of Lead. 


to have steam admitted be- 
fore the piston has reached 
dead center. The amount 
by which this angle exceeds 
90 degrees is the angle of 
advance. It is the angle 
throiLgh which the center line 
of the eccentric moves to dis- 
place the valve from mid- 
position, an amount equal 
to the steam lap plus the 
steam lead. The Greek 
letter delta (6) is used to 
designate this angle. 

338. The Effect of Lap. 
— For a valve without lap 
to admit steam to the 
cylinder, the eccentric must 
be 90 degrees ahead of the 
crank in the direction the 
engine is to run. Admis- 
sion would then occur with 
the crank on one dead cen- 
ter, and cut-off would not 


occur until the crank had reached the other dead center. Steam would 
be admitted for the entire length of stroke, and there would be no ex- 
pansion of the steam. Such an engine would require an excessive amount 
of steam for each horsepower developed. 

Steam lap is given a valve to prevent this waste of steam, and to permit 
expansion of the steam by bringing cut-off before the end of the stroke. 

If there were no exhaust lap, the events of release and compression 
would occur with the valve in mid-position and with the piston at the 
end of its stroke, and there would be no compression. To have 
haust edge of the valve close the port before the crank pm has reached 
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the piston is represented by the point G. Its position for a connecting 
rod of infinite length is shown by the point L. The actual position of 
the piston for the forward stroke is displaced from its position for an in- 
finite connecting rod by the amount LG; for the return stroke this dif- 
ference is HJ, For the forward fitroke, a finite connecting rod gives a greater 
movement of the piston for a given position of the crank pin than is shown 
by the length A L. For the return stroke^ a finite conmetmg rod gives a smaller 
movement of the piston than is shown by the length B 11. This effect is caused 
by the angularity, or angular position of the connecting rod. The effect 
is greater for crank pin positions corn^sponding to the mid-position of the 
crosshead, and is also greater when the length of connecting rod is short 
(iompared with the length of the crank. 

Since the eccentric, eccentric rod, valve rod and valve have a motion 
similar to that of crank, connecting rod, piston rod and piston, the position 
of the valve may also ))e found by using a circle having a radius ecpial to 
the eccentri(;ity. The dianu^ter of the circle will represent the valve 
travel. In considering movement of tlui valve, the angularity of the ec;- 
centric rod is neglected, as its length comparwl with the eccentricity is 
large, and the valve movement is mciisured from mid-position, or the ver- 
tical axis of the circle. 

Since the position of the eccentric; and the valve displacement may bo 
r(;prcsented by using a circle having a radius equal to the eccentricity, 
and the position of the (;rank and the piston displacement may also be 
represented by using a circle with a radius ecpial to the length of the crank 
these circles may lx; sui)erimposed and the movement of th(' valve, with 
refeionce to tlie piston may bo shown by two concentric circles, Fig. 239. 
The scale to which the eccentric circle is drawn should be made large, for 
accuracy of measurement. Tlie crank position is first drawn at any desired 
point, and the position of the c(;(;entric located by laying off the angle 
COe, by wliich the eccentric is separtited from the crank. The above 
construction must be repeated for (*ach crank position. A more conven- 
ient method of studying the valve disiffacement for all positions of the 
crank is a graphical construction, termed a valve diagram. 

The most common forms of valve diagrams arc: 

Valve ellipse applicable to any valve. 

Zeuner diagram 

Reuleaux diagram applicable to valves that have harmonic motion. 

Bilgram diagram 

The Zeuner and Bilgram diagrams arc in common use, and engineers 
should be familiar with both. The valve diagram must be interpreted by 
intelligent reference to the actual mechanism to which it is applied. A person 
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should be able, when looking at a diagram, to picture in his mind just 
what the valve, valve gear, piston and crank are doing at any given time. 

341. Valve Ellipse. — This diagram is a closed curve made up of points 
which represent the displacement of the valve for each corresponding po- 
sition of the piston. It is drawn by finding the displacement of the valve 
for each piston position and laying of! the displacement, at the corre- 
sponding piston position, perpendicular to a center line, which represents 
the mid-position of the valve. Displacements to the right of mid-position 
are usually laid off above this center line and those to the left below. 
A curve drawn through the points thus found will be the valve ellipse. 
Lines drawn parallel to the center line and vSeparated from it by a distance 
equal to the steam lap and exhaust lap will cut the ellipse at points cor- 
responding to admission, cut-off, release and compression. A valve ellipse 
for a Corliss valve engine is shown in Fig. 287, page 360. 

342. The Zeuner Diagram. — Referring to Fig. 239, OF is the amount 
the valve has traveled to the right of mid-position with the crank at C, 



if the valve has outside admission and the engine runs ever. Since the 
angular displacement of the crank does not depend upon its length, the 
crank circle may be omitted, and the position of the crank and eccentric 
represented upon the eccentric circle, as shown in Fig. 240. The diameter 
of the eccentric circle then represents the piston travel to one scale and the 
valve travel to another scale. 

For any crank position, 00, the corresponding position of the eccentric 
for clockwise rotations of the crank is Oc, and the displacement of the 
valve is ae. If a perpendicular, A/?, is drawn from B to the eccentric 
position, Oe, a triangle, OKBy is formed which is eaual to triangle Ooe. 
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Therefore OK = ae, the displacement of the valve. By taking other 
positions of the crank from A to B it will be found that K will always lie 
upon the circumference of a circle H, called the valve circle and having 
the eccentricity, OB, as a diameter. The displacement of the valve to 
the right of mid-position will equal the chord OK cut from the circle R 
by any eccentric position. For displacements to the left of mid-position 
there will be a similar valve circle, in the left semi-circle. The latter 
circle is shown dotted and marked L. 

As th(? relative position of the crank pin and valve are of greater im- 
portance than that of the eccentric and valve, the valve circles, R and 
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L, may be revolved against the direction of rotation until the eccentric, 
Oe, falls upon the line OC, as in Fig. 241. The chords now cni from the 
circle B, by any crank positiorif will represent the displacements of the valve 
to the right of its mid-position and the chords cut from L will represent the 
displacements to the left of mid-position. This is the fundamental principle 
of the Zeuner diagram. The triangle 0KB in Fig. 240 has been turned 
back through an angle (90 degrees + 5), and the line OB in Fig. 240 
now occupies the position OP in Fig. 241. Angle BOE equals 90 degrees 
and therefore EOP equals the angle of advance. 

It has been previously shown that the valve displacement at admission 
and cut-off is ecpial to the steam lap. The position of the crank at cut-off 
and admission can therefore be located on the diagram by drawing an 
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arc of a circle witli 0 as a center, Fig. 242, and a radius, OL, equal to the 
steam lap. This ar(^ will cut the valve circle It at the points 11 and 
and lines OD and OG drawn through th(‘S(^ points will represent the po- 
sition of the crank at admission and cut.-otT resp(H!tivcly, since; the valve 
displacement OH and OJ is, in each case, eepial to the steam lap. 

The lead of the valve, which is the amount of port opening with the 
crank pin on dead center, is represented by the length LM, because the 
port opening is equal to the displacement of the valve; minus the steam lap, 
and OA is the dead center position of the crank, OM the valve displace- 
ment, and OL the steam lap for this crank position. The amount of steam 
port opening for any crank position equals the valve displacement minus 
the steam lap, or the distance cut from any crank position by the valve 
circle and the lap circle, as shown by the radial lines of circle R. The port 
opening increases from H to P, where it is a maximum, and then decreases 
from P to J. The port is closed to live steam from J to IL The crank 
position corresponding to mid-position of the valve is perpendicular to 
the line OP drawn through the center 0, of the eccentric circle. 

Since release and compression occur when the valve displacement is 
equal to the exhaust lap, an arc drawn to cut. the cirede L at S and T will 
locate the position of the crank at the point of compression and release. 
If the valve has exhaust clearance instead of lap, the exhaust lap arc 
ST would be drawn on the circle R instead of on tin; circle L, because with 
exhaust clearance the valve displacement is to the right, instead of to the 
left, of mid-position for head-end release and compression. 

The approximate shape of the indicator diagram, for the above condi- 
tions, is as shown in Fig. 242. The points of admission, cut-off, compres- 
sion, and release are projected to the cent(;r line AB, with a radius equal 
to the length of the connecting rod, drawn to the same scale as the piston 
stroke AB. The pressure at admission and compression is assumed, 
and all points projected v(‘rtically to the admission and exhaust lines and 
the indicator diagram, drawn jis shown 

The valve diagram. Fig. 242, shows only the events that occur for the 
head end of the cylinder. The same valve diagram may, however, be 
used to show the events occurring on the crank end of the cylinder, by 
drawing the crank-end steam lap arc upon the valve circle />, and the crank- 
end exhaust lap arc upon the valve circle R, as has be(;n dom; in Fig. 243. 
This gives a complete diagram, which shows the events for each end of 
the cylinder. Head-end events are shown with full lines and crank-end 
events with dotted lines. 

The important points to remember when constructing the Zeuner dia- 
gram are: 

1. The angle of advance (6) is laid off from the axis that is perpendicular 
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to the travel of the piston, in a direction opposite to that in which 
the crank turns. 

2. The chord cut from the valves circle l)y any ciank position shows the 
displacement of the valve from mid-position. 

343. Useful Characteristics of the Zeuner Diagram. — When the 
Zeuner diagram is drawn with the radius of the crank pin circle ccpial to 
the eccentricity, it has the following characteristics : 

1. A pcrpendifailar dropped from the end of the eccentric position, 
Fig. 244, always intersects the center line through 0, at a distance from 



0 ecpial to the steam lap plus the lead. This is shown by the right- 
angled triangle 0PM ^ where OM ecpials the steam lap i)lus the lead. 

2. A perpendicular dropped from P to the crank position for admission 
and cut-off intersects the valve circle at the same point as the steam- 
lap arc, Fig. 244. This is also true of the exhaust lap and the crank po- 
sitions for compression and release. 

3. A (jircle with its center at the dead-center position, OA, of the crank 
and a radius ecjual to the lead will be tangent to tiie crank position at 
admission. Also, a line connc<;ting the ends of the crank positions at 
cut-off and admission will be tangent to the lap circle and perpendicular 
to the line OP. 

344. Bilgram Diagram. — Draw a circle with a radius equal to the 
eccentricity, and a pair of axes as shown in Fig. 245. When the crank is 
in position OA, the eccentric center line is at Oe. The valve is displaced 
by an amount which is equal to the steam lap plus the lead and equals ae. 

If the crank moves to a new position 00, through any angle a, the 
eccentric will move to 0/, and the displacement of the valve will be a'f. 

Lay off the angle of advance, 5, from the horizontal axis AB, in a di- 
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rection opposite to that in which the crank rotates, and call the point on 
the valve circle, at the end of the eccentric, P. From this point drop a 
perpendicular Ph upon the crank position OC or OC extended. The length 
of this perpendicular is the displacement of the valve from mid-position 
for the crank position OC, because triangle a'Of equals triangle POh and 
a'f equals Ph. The fundamental idea of the Bilgram diagram w, therefore^ 



Figs. 245 and 246. — Fundamental Idea of Bilgram Diagram. 


that the length of a perpendicular dropped from P to any crank position, or 
crank position extended, is the displacement of the valve from mid-position. 

The steam-lap circle is represented on the Bilgram diagram by a circle 
with P as a center and a radius equal to the steam lap, Fig. 246. The 
exhaust-lap circle is represented by a circle, with P as a center and a radius 
equal to the exhaust lap. A negative exhaust lap is shown by a dotted 
circle. 

The crank position for head-end admission is at OD (the extremity of 
OD is tangent to the head-end steam lap circle) because the displacement 
of the valve to the right of mid-position is equal to the steam lap. For 
the dead-center position, OA, the valve is displaced by an amount PM, 
which is equal to the steam lap plus the lead, and the port opening is equal 
to LM, which equals the lead. 

For any other position of the crank, OC, the valve is displaced from mid- 
position by an amount Ph, and the port opening equals hh'. When the 
crank has moved to OF, perpendicular to OP, the valve has moved to its 
extreme right-hand position, and from crank position OF to OF' the valve 
is moving to the left. 

When the crank reaches the position OG, tangent to the steam-lap circle, 
the valve is displaced to the left a distance equal to the steam lap, and the 
crank is at the crank position for head-end cut-off. At OP the valve is 
in mid-position. 
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As tho crank moves from OF to 0F\ the valve is moving; to the left, 
and at T is displaced by an amount e(|ual to tlu; lu^ad-end exhaust lap. 
OT is, therefore, the crank position for head-end release. 

At the crank position 0F\ the valve is at its extreme left-hand position. 

( compression for the head end 0 (!curs when the crank is at tho position 
0 A, because the valve is displaced to the left by the amount of head-end 
exhaustc lap. 

A similar diagram can be drawn for the crank end, by repeating this 
construction with OF extended to cut the valve circle 180 degree's from 
its position for the head end. 

346. Facts Shown by Valve Diagrams. — As the steam lap, exhaust 
lap and eccentricity are constant for any slide-valve engine, the only change 
that can be made is in the angle of advance. An increa.^e in the ayigle of 
advance increases the lead and jnakes all events occur earlier. 

With a constant eccentricity and angle of advance, an inc.rease in the 
steam lap means a later admission and earlier cut-olT. This means a 
larger valve and increased friction between the valve face and its seat, 
which is undesirable. 

The cut-off for a plain slide valve, having a single eccentric, is limited 
to half-stroke or later. It is desirable to have as much expansion as 
possible, and this can only be obtained by increasing t he angle of advance, 
which makes all events occur earlier. Early cut-off is accompanied by 
small port opening, the effect of which may be counteracted by using multi- 
ported valves. The valve diagram shows that the angle turned through 
by the crank during compression e(iuals fhe angle turned through by the 
crank during expansion. Therefore to make cut-off occur earlier, by 
changing tJie angle of advance, makes compression occur earlier. An 
early compression is generally umk'sirable, as it means a loss of power, 
except on a high-speed engine, where an early compression is often con- 
sidered desirable to bi-ing the re(uprocat ing parts to rest, without shock. 

Example 36. — Given; Steam lap \ in., exhaust lap | in., valve travel 2 in., load | 
in., no rocker arm, and engine to run over. I'uid the angle of advance, and the po- 
Hition of the piston at head- end release, compre.ssion, admission, and cut-ofT. Take 
connecting rod five times the length of the crank. 

Solution by Zeuner diagram. — Draw two a.xes, AB and EF, at right angles as in 
Kig. 247. 

With 0 IIS a center, draw the eccentric cir(*le P, with the eccentricity, or one-half the 
valve travel, as a radius. {Take twice the size, for accuracy.) 

From 0 meas\ire off on OA a distance O.If, equal to the steam lap plus the lead. 
(Double scale because eccen ridty is double scale.) 

Erect a perpendicular at M, cutting the eccentric circle at P; then EOP is the angle 
of advance. 

Upon OP draw the valve circle. 

Extend OP to P', and upon OP' draw a second valve circle. 

With 0 as a center, draw a circle having a radius equal to the steam lap, cutting the 
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valve circle on OP at 11 and J, Draw crank position through // for admission and 
through J for cut-off. 

With 0 as a <!enter, draw a second circle with a radius equal to the exhaust lap and 
cutting the valve circle on OP' at S and T. From 0 through 7’, draw the crank position 
for release, and through S the crank position for compression. 

With a radius equal to the length of the connecting rod, swing these points to the line 



Fig. 247. — Solution of Problem 36 Using Fig. 248. — Solution of Problem 36 Using 
Zeuner Diagram. Bilgram Diagram. 


ABf and mea.sure each from the dead-center po.sition for the end considered. The scale 
of measurement used is that to which the eccentric circle represents the stroke. 

Solution by the Bilgram diagram. — Draw axes AB, Eb\ and eccentric circle. Fig. 
248, as for Zeuner diagram. 

To the right of EF lay off a distance PM, equal to the steam lap plus the lead, per- 
pendicular to AB and cutting the eccentric circle. The angle POM is the angle of ad- 
vance. 

With P as a center, draw two concentric circlas with radii equal to the steam lap and 
exhaust resf^ectivcly. 

Draw the crank position for head-end admission tangent to the head-end steam-lap 
circle at q, and for head-end cut-off at q'. 

Draw the crank position for head-end release, tangent to the exhaust-lap circle on 
the side below OP, and for head-end compre.ssion, tangent to the exhaust-lap circle 
above OP, and extend through 0 to N. 

The remainder of the solution is the same as that ba.sed upon the Zeuner diagram. 

346. Automatic High-speed Engine. — A typical automatic high-speed 
engine is shown in Fig. 249. The frame is of the box type, open at the top, 
and rests upon a cast-iron sub-base. A light, nickel-plated oil shield 
covers the top opening. The frame is for a center crank and is so made, 
between the bearings, that it forms an oil reservoir into which the crank 
pin dips at each revolution. 

The valve for the engine shown in the illustration is of the flat-slide- 
valve type and i.s balanced. The ordinary slide valve has full 

pressure acting upon its outer surface and pushing its face against the 
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valve seat. The steam pressure in the ports covered by the valve face 
reduces the pressure holding the valve to its seat, l)ut the resultant pressure 



Fkj. 249. — High Speed Automatic Engine. 


is sufli(;icnt to produce a heavy fri(dion load upon the valve gear, that 
moves the valve. 

As there? is 00 to 90 per cent less pressure upon tlie balanced valve than 
upon the ordinary valve, less force is re(|uircd to move it, and thus 



the wear is reduced. In one form of balanced valve, used on the Ball 
engine and shown in Fig. 250, the valve is thin and flat, and slides be- 
tween a pressure plate and the valve scat. The pressure plate rests 
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upon distance pieces at the side of the valve, and keeps the steam 
l)rossurc from the toj) of the valve. Sprinpis i)laeed betwc'on the 
steaiiM^lK'st cover and the pressure plate hold the plate against, tlui dis- 
tance pieces. Short bolls center the pressure plate and hold it from 
moving with the valve. This valve is made with ports through it at 
each end. St eam can pass to the cylinder through the ports and around 
the edge of the valve, as shown by the arrows. Such a valvt^ is double 
ported ; that is, it has two openings for the simultaneous passage of steam. 
A double-ported valve halves the travel of the valve for a given port 
opening. 

The piston valve shown in Fig. 266, page 347, is commonly used on the 
high-speed engine. It is a cylindrical slide valve fitted to slide back and 
forth on a cylindrical seat in the steam chest, and may be single or double 
ported. As it is generally made, steam is admitted to the cylinder from 
the inside of the valve and exhausted past the outer edge. In the illus- 
tration the valve seat, is formed by a thin liner made with slots through 
which the steam passes. Piston valves arc perfectly balanced and are 
light in proportion to their size. They increase the clearance volume, 
because of the additional space whi(di surrounds the valve; they make a 
complicated cylinder casting, and, wlnui wear occurs, they cause increased 
leakage of steam. To prevent leakage resulting from wear, packing rings 
are often used, as shown in Fig. 259, page 338, under the description of 
the locomotive. 

The valve gear shown in Fig. 249 differs from the plain “ D slide-valve 
gear previously d('scrib('d, in that it has a rocker arm between the valve 
rod and the eccentric rod, so arranged that the eccentric, in this case a 
pin with a spherical end mounted on an arm attached to the governor arm, 
follows the crank instead of leading the crank. 

A shaft governor controls the speed, regulating the amount of steam 
entering the cylinder by (dianging the point of cut-off. The governor 
shown in the illast ration has a weighted eccentric arm supported on the 
flywheel by a hardened steel roller bearing and connected to a leaf spring 
by a link. Hankmed steel pins and bushings are used to attach the 
weighted link to the governor arm and spring. The pull of the .spring 
and the size of the weights determine the speed at which the engine is to run. 
To decrease the speed weights are added, and to increase the speed wcighti^ 
are removed. 

347. Shaft Governors. — There are many makes of shaft governors, 
but the underlying principle of all is covered by the types to be described. 

The shaft governor is fastened to the flywheel and rotates with it in a plane 
perpendicular to the shaft. 

The position taken by the governor depends on centrifiujal and inertia 
forceSy acting in opposition to the pull of one or more springs attached to the 
wheel on which the governor is mounted. 



CENTRIFUGAL SHAFT GOVERNOR 


331 


In all forms of shaft governors, the eccentric is nnder absolute conirol 
of the governor. The eccentric is fastened to the governor in su(;h a 
manner that any movement of the latter causes a displacement of the 
eccentric center. Such an eccentric is (‘ailed a swinging or shifting ec- 
centric, and in operation c.hanges the point of cut-off, thus proportioning 
the supply of steam to the load. 

The movement of the governor changes the point- in the stroke at which 
cut-off occurs by: 

1. Changing the angle of advance. 

2. Changing the eccentricity. 

3. Changing both the angle of advance and the eccentricity at the sanu; 

time. 

The last method is generally einployc'd with single-valve engines. 

Shaft governors may be classified acc'ording to the predominating foi'ce 
acting to move the governor as: (1) centrifugal governors, or (2) inertia 
governors. 

It should be remembered that in all cent rifugal gov('rnors ther(‘ arc' soim^ 
inertia for(!(\s, and that in all inertia governors some centrifugal forces 
acting on the movable parts. 

348. Centrifugal Shaft Governor. — The Armstrong governor. Fig. 
251, is a centrif- 
ugal governor 
which swings 
the eccentric in 
such a manner 
that the eccen- 
tricity and 
angle of ad- 
vance are 
chang(?d at- the 
same time. The 
eccentric is not 
attached direct- 
ly to th(' shaft; 
it is pivoted on 
the flywheel 
and has a 
curved slot 
through which 
t he shaft passc's. 

An arm attach- 
ed to the ec- 
centric is con- 
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nectcd to the governor weight, which is fastened to the end of the leaf 
spring. This spring is firmly fastened to an arm of the flywheel, with 
bolts. The eccentric is so located that, with the governor weight clear in, 
cut-off will occur at its latest point. 

For the position of the crank pin shown, the eccentric center is at e 
An increase in the speed of the engine causes the governor weight to 
swing away from the shaft center against the force of the spring. This 



Fig. 252. — Zcimer Diag’’uin Api)licd to Swinging Eccentric. 


action pulls the end of the e(!centric arm and revolves Ihe eccentric around 
its supporting pin. The effect is to increase the angle of advance and 
decrease the eccentricity. 

As the eccentric is revolved about the pin by the governor, because of 
an increase in load, the eccentric center will travel in an arc ee\ with a 
center at the pivot; at the same time, the angle of advance will increase, 
as for instance from Coe to Coe', and the eccentricity will decrease from oe 
to oe/. When the eccentric center moves in an arc^ as shown, the lead of the 
valve decreases as the .speed increases. 

Centrifugal governors are sometimes arranged to move th(i eccentric 
center in a straight line across the shaft. The lead then remains con- 
stant as the eccentric changes, and llie eccentric is called a shifting ec- 
centric. An example is the Fitchburg governor. 

An illustration of the Zeuncr diagram applied to the swinging eccentric 
is shown in Fig. 252, in which the point of cut-off changes as the eccen- 
tricity and angh* of advance change. The tliagram is lettered to (;or- 
respond to Fig. 242. 

In the Zeuner diagram, the point of eccentric support (R) is shown 180 
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degrees from its actual position, IV. On the Bilgram diagrain this center 
would be on OC and would be 90 dcigrees from its actual position, R ' . Si nee 
the lap does not change while the eccentricity and valve travel change, the 
steam-lap circle, drawn with 0 as a center, will cut the valve circles drawn 
upon the various eccentricities at the points of admission and cut-off. 


Fig. 253. — Indicator Diagram showing Action of Shaft Governor 
for a 14 in. by 10 in. Engine. 

With the eccentric at e, the cut-off is at G and the lead is LM, When the 
eccentric is at e', cut-off is at g, earlier than at G, and the lead has decreased 
nearly to zm). 

It should be noted that the position of the pin supporting the eccentric 
is important. As has been shown, the lead for a swinging eccentric changes 
as the eccentric center changes 
from e to c'. An increase in f" 
the length of the eccentric 
arm will keep the lead more 
nearly constant, which is de- 
sirable in order to obtain as 
much cushioning effect as pos- 
sible. The lead will always 
change with this method of 
moving the eccentric. The 
amount should, however, be 
kept as small as is feasible. 

The effect upon the indi- 
cator diagram of governing 
by the swinging eccentric is 
shown in Fig. 253. This 
shows that the compression 
period becomes greater as the 
cut-off becomes shorter. The compression should l)o constant to obtain 
smooth running. On high-sfieed engines, the changes in compression 
have small effect because of the large clearance space used. 

On an automatic high-spe(Kl engine, the valves must be balanced in 
order that they may be moved easily; otherwise the sensitiveness of the 
governor will be decreased. 



Fkj. 254. — Buckeye Centrifugal Governor. 
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Lb. 


Fig. 255. — Diagram showing Action of 
Buckeye Governor. 


The Buckeye governor, Fig. 254, is a centrifugal goveiiior which has 
coil springs instead of leaf springs. The governor weights are so ar- 
ranged that they turn the eccentric around the shaft and change the 
angle of advance, but not the eccentricity. The valve travel thus remains 

constant. This governor 

\ ^ is used with riding cut-off 

\ \ Nv N. valves, and its effect upon 

\ \. N. 70A6. persa. /«. indicator diagram, as 

the cut-off changes, is 

\ ^ shown in Fig. 255. 

\ Inertia Shaft Gov- 

emor. — The best example 

„ 1 • 4 e of an inertia governor is the 

Fig. 255. — Diagram .‘showing Action of .^ . . . tv 

Buckej’c Governor. Rites mertia governor, h ig. 

250. A pin with a spheri- 
cal end is attached to a heavy arm, carrying a weight at I'aidi end, and 
pivoted to a pin on th(^ flywheel. The pin replaci's the swinging eccentric; 
of the Armstrong governor and substitutes for the; large sliding surfaces 
of the eccentric a con- 
nection having a small 
amount of friction and ^ 

a wider variation of ^ / ^ 

control over the valve //^n ^ \ 

motion. The location \yArm^ / / \\ 

of the pin is such that h \ ^ / / W 

the valve motion is the stopJJp// , A \r r / « . W 

• / AA / '"'X ( /'Piuot-Fixed \ ' 

same as for the swing- ^ \ CklPin 1 y /point on Wheel 1 

ing eccentric, Fig. 251. [- - 1 

A coil spring, fastened 1 r v 

to the swinging aiiii \\ / \ // 

and the rim of the fly- \\ / / 7/ 

wheel, is the controll- \\ / 

innr force \\ / / Gravity of \ J / / 

The inertia governor 
is powerful, and acts 

quickly wit h change of 

speed. As the speed Fig. 256. — Rit,cs Inertia Governor, 

increases, the center of 

gravity of the arm move's outward around tlu; siqiporting pin under 
the action of the centrifugal fonie G, and against the action of the 
spring. This movement shifts the center of the ec^centric from E toward 
€, and changes the cut-off by reducing the eccentricity and increasing the 
angle of advance. 


CkjPin I 


^Pivot-Fixed 
/Point on Wheel 


/ Center of H 
/ Gravity of \ 
'Weight and Arm 


Fig. 256 . — Rit^is Inertia Governor. 
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Superposed upon this action is the inertia effect of the arm; that is, 
the tendency of the weights to keep moving at a constant speed when the 
speed of the flywheel changes. If the load on the engine is reduced, the 
speed of the flywheel will in(;rcase, but the governor arm will continue to 
rotate at the same spewed, because of its inertia. Tlie governor arm will 
thus lag behind the flywheel. This action moves the ccccnt ric pin nearer 
to the center of the engine shaft, which decreases the eccenti’icity and 
makes the cut-off occur earlier, thus l)ringing the spewed back to noiinal. 
The position thus assumed will later be maintained by the centrifugal 
force, if the new speed is maintained. Tlu^ particular advantage of the 
inertia effect is in the rapidity of its ac^tioii. The Rites inertia governor is 
simple, but, like the Armstrong governor, does not giv(^ a constant l(‘ad. 
It is also unbalanced, as it is pivot(‘d away from the shaft c(uiter. For 
low speeds, this lack of balance' alh'cts tlie point, of cut-off and beejomes 
noticeable as a jerk in the action of the' governor, which may (!aus(^ the 
arm to swing through its wholes range ('very se(*ond or third n'volution. 
A drag or brake spring is attachc'd to the flywh(H'l, in sin^h a mamuM’ that 
it bears against one of the weights with sufficient foj(;(' to prevent this 
sudden swing, but not to pnjvent the satisfactory operation of the gov('rnor. 
To prevent the arm from swinging loo far, a stop is place^d on the flywhetd 
rim. 

To secure a balanced ijiertia governor, two parallel arms, arranged on 
opposite sid('s of the shaft center, are sometimes used. This permits 
ruiming at slow spc'eds. 

360. Locomotive. — The locinnotive ('ngine is of the plain slidovalve 
type. A completes ('nginc^, with cylinders and valve gear, is located on 
each side of the locomotive. The cranks are arranged 90 degrees apart, 
which is nccc'ssary to permit starting when one sid(^ is on dead center. 

The frame. Fig. 257, differs from tlu' usual type of engine fimne in that 
it is not a solid casting, but. is foniK'd l)y wimight iron or steed side rails, 
which are held tog('ther by cross ties, or girders. There is a rail on ('ach 
side to which the cylinders a?e bolted and which runs the entire length of 
the locomotive. The cylinde'r castings are boiled tog('ther at th(^ front 
of the frame to form a saddle, or curved i)ortion, upon which the smoke 
box rests. The smoke box is bolted to the saddle and forms an air-tight 
connection. The crosshead guide's may have one, two, or four bars and 
are supported at the front by guide blocks fastened to the rear head of 
the cylinder and at the rear by a guide yoke which (extends across the 
frame. The guide yok(' supports the guide's on l)oth sides and is 
stiffened by a brace connected to tlu' guide and I'iveted to th(^ boiler 
shell. 

Pedestal legs are formed in each side rail to hold the bearing housings 
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in position. One leg is made at an angle, and a wedge is placed between 
the housing and leg to permit adjustmemt of the bearing. 

The construction of the cylinder casting is shown in Fig. 258. One 
cylinder and one-half of the saddle are generally made in one piece, but 



Fig. 258, — Portion of a 29 in. by 30 in. (4-8-2) Locomotive Cylinder Casting. 


the saddle is sometimes made separate' and each cylinder bolted to it. 
The frame is liolted to the cylinder casting as shown. Steam from the 
boiler is carried to tlu^ steam inlet by the steam pipe, and then passes to 
the valve chest, through a cored steam passag(\ The exhaust, steam 
passes from the cylinder, through the exhaust passage, to a nozzle in the 
smoke box located din'ctly und('rn(*ath tlie slack. 

The locomotive does not n'ciuire a foundation. The wheels and the 
weights they carry take the place of the flywheel. The wheels, axles, 
connecting rods, parallel rods, piston rods, crossheads and frame compose 
the running gear. The wheels attach(‘d to the connecting rod are known 
as drivers, and are conn(*ct(*d by side rods, so that they will revolve to- 
gether. Each driver is counter-balain^ed by a cresccait -shaped weight 
located opposite each crank pin, to balance the revolving and recipro- 
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eating parts and thus produce smooth running. The wheel frames are 
made of cast iron or steel, are forced onto the shaft and have hardened 
steel tires which are shrunk on. 

The valve may be of the balanced, flat, or piston type. A piston-type 
valve that has a packing ring, to prevemt leakage past the valve, is shown 
in Fig. 259. The dimensions giv(‘ some idea of the size of the valve. Mpst 
locomotive valves, instead of having an exhaust lap, have an exhaust 



clearance of from J to inch. This reduces the back pre.ssure on the 
engine, since the exhaust port is thus held open for a longer period. 

The locomotive valve gear should be easy to operates, and should be so 
made that the engine can be nwersed at/ will. The principal locomotive 
valve gears used in American practice, togc^tJier with typical makes, are 
given below: 

^ f Stephenson 

1. Link motions | 


2. lladial valve gears 


Walschaert 

Baker 

Young 

Southern 

Joy 

Marshall 
Ha(;k worth 


Modern Types 


Old types 


361. Stephenson Link Motion. — In Fig. 260, e represents the position 
of the center of the eccentric, with referenc.e to the crank, for a plain slide 
valve having a fixed eccentric, which is connected to the valve rod without 
an intervening rocker and which has an outside admission. Such an 
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engine can reversed by inmiiiK (he (‘ccontric around the sliaft until 
(Ih^ center of tlic ec(;en1-ric is at c', directly across the shaft fi’om c. To 
reverses the eng:ine by this method would not be practical for lo(;omotive, 
marine, hoisting;, traction and rolling mill ('iigines, which have to be re- 
versed fixxpK'iitly. 

The Stephenson link motion, Fig. 201, has two fixed eccentric^s, A and 
B, each having its own eccentric rod. The eccentrics arc located essciii- 
tially as th(i eccxm tries would be in 
Fig. 260. The ends of the eccentric 
rods are connected by a slotted 
link, suspended by a link hanger 
rod from a bell crank, which is 
pivoted to a shaft carried by the 
frame and is ’operated by the revers- 
ing lever. A saddle block attached 
to the back of the link supports a 
pin to which the lower end of the 
hanger rod is attached. A slide 
block which fits the slot in the link, 
and is free to move in it, is connected 
to the end of the valve rod. The slide block and valve rod remain 
stationary during movement of the link by the bell crank. 

Tlie eccentric rods may be open, as in Fig. 261, or crossed. For an out- 
side admission valve and no reversing rocker arm, the link motion is oj)en 



Fig. 2G0. — Diagram showing Positions 
of Kcecnlric when Reversing Rota- 
tion of Engine. 



rod construction, if the rods are open when the crank is in the dead-center 
position on the side of the shaft away from the valve. Under the same 
conditions, the valve gear is of the crossed rod construction if the rods 
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art' crossed wheu tlit' crank is in the dead-center i 3 osition on the side away 
from the valvt' gear. 

With th(? reversing lever in the position shown, the valve is moved by 
the forward tjccentric A. In this case eccentric B has small effect upon 
the motion of the valve. 

When the link is raised to bring the valve rod in lino with the backing 
eccentric rod, the motion of the valve comes mainly from the c(!centri(; B, 
and the engine runs in a counter-clockwise direction. In this case the 
eccentric A has little effect on the motion of the valve. 

With the block midway between two ends of the link, the valve is acted 
upon equally by both eccent rics, one tending to produc^e clockwise rotation, 
and the other, counter-clockwise rotation; then'fore, the engine will 
not run in either direction. 

The valve mechanism is said to be in mid-gear when the block is in the 
middle of the link, and to be in full-gear when t he block is at its extrenui 
position near the end of the link. There are two full-gear positions, one 
called full-gear forward and the other, full-gear reverse. 

With the link in full-gear position, the full steam pressure acts upon the 
piston for nearly the entire stroke, and the latest cut-off is obtained. 
This is the condition at starting a locomotive pulling a load. As the link 
is brought toward mid-gear position, the cut-off beconu'S earlier. 

For the Stephenson link motion, with open-rod construction, the lead 
increases as the link is moved from full-gear to mid-gear, while with the 
crossed-rod construction the lead decrease's as the link is move^d from 
full-gear to mid-gear. F or use on locomotives, it is ilesirable to have the 
lead increase from full-gear to mid-gear, in order to give more cushioning 
effect as the engine speeds up. 

362. The Walschaert Radial Valve Gear. — The Walschaert valve 
gear was invented in 1 844, but has not been used extensively in this coun- 
try until recently. The arrang(‘ment of the parts of the Walschaert gear, 
as applied to a locomotive, is shown in Fig. 202. With the mechanism 
in the position shown, the valve would admit steam to the head end of 
the cylinder. 

The eccentricity is obtained by an eccentric crank keyed to the main 
crank pin. The point E is approximately 90 degrees from the dead-center 
position of the crank. An eccentric rod connects the eccentric crank to the 
reversing link, which is slotted and is supported, at its middle point, on the 
frame of the engine by a trunnion. The eccentric rod is attached to an arm 
that projects from the bottom of the link, in order to bring the eccentrics rod 
as near the horizontal as possible. This arm is shaped to correct the dis- 
torted motion of the valve, caused by the angularity of the eccentric rod. 
A radius rod connects the link with the lap-and-lead lever, or combina- 
tion lever, and thus transmits the movement of the link to the valve. 




Arrangement of Walschaert Valve Gear for Chicago, Burlington and Quincy Pacific (4-6-2) Locomotive. 
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The reversing link is curved to a radius equal to the length of the radius 
rod, in order to keep the lead cons! an 1. 

To th(^ link end of (he radius rod, a movable block is fastened. It is 
moved up and down in the slot ted link by a bell crank pivoted on the frame. 
One arm of (lie bell crank is attached to the radius rod by a lifting arm 
and the other arm is attached to the reach rod, operated from the cab. 
When the block is above the link fulcrum the engine runs backward, and 
when the block is below the fulcrum the engine runs forward. 

The point of cut-off is latest with the blo(;k at eitlier end of the reverse 
link, for in this position the valve travel is a maximum. As the block is 
moved toward the center of the link, the cut-off occurs earlier, and the 
valve travel is de(;reased. The travel of the valve, in any case, is loss 
than twice the ecc('ntricity, because the reversing link and lap-and-lead 
lever act as a rocker arm and reduce the travel. 

The valve motion is the resultant of the motion given by the reverse linkj 
and the lap-and-lead lever. With the engine on dead center, the eccentric 
crank is so set that the link is in its middle position. If the radius rod 
were attached directly to the valve stem, the valve would be in its mid- 
position with the block at either end of the link, and steam would not be 
admitted. To have the valve displaced from its mid-position by an amount 
equal to the lap plus the leady and thus have steam admitted to the cylinder j 
the lap-and-lead lever is used. One end of the lever is pivoted to the valve 
stem, and the other end is attached to a link, which is fastened to an arm 
on the crosshead. The outer end of the valve rod slides in a guide at- 
tached to the engine frame. The lap-and-lead lever is so proportioned 
that the valve would be moved a distances eciual to twice the sum of the 
lap plus the lead, when the point of connc‘ction to t he radius rod is kept a 
stationary fulcrum and the piston moved a distance ecjual to the stroke. 
The lap-and-lead lever gives the effect of the angle of advance. 

For a valve having outside admission y the valve stem is connected to 
the lap-and-lead lever at a point above that at which the radius rod is 
connected. For an inside admission valve, the valve stem is connected 
to the lap-and-lead lever at a point below that at which the radius rod 
is connected, Fig. 262. 

For outside admission, with the block in the lower half of the link and 
in forward gear, the eccentric leads the main pin. With the block in the 
upper half of the link and in forward gear, the eccentric follows the crank. 
For an inside admission valve, the position of the eccentric for each of the 
above cases is reversed. 

The Walschaert and similar gears are used extensively, for the following 
reasons: 

1. With the weight, size, and power of modern locomotives, it is diffi- 
cult to design a satisfactory Stephenson link motion that works 
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between the sides of the frame. The radial gears, being outdde 
the frame, overcome this difficulty. 

2. The straps and eccentrics of the Stephenson link motion are heavy 

and wide. They are located underneath the frame where they 
are subject to dust, and rapid wear results. This, together with 
the wear in the rockers and transmission bars, results in a largo 
amount of lost motion. The radial gears do not have eccentrics, 
and as only hardened pins are used, they are more easily kept 
in repair. 

3. The position of the radial gears, outside the frame, makes them 

more accessible for proper lubrication. 

4. The frame can be made stronger by bra(;ing, because the valve gear 

is not inside the frame. 

The locomotive does not require a governor. The speed is regulated 
by changing the pressure of the steam admitted to the cylinder by the 
throttle valve, or by changing the point of cut-olf by means of the valve 
gear. 

363. Marine Steam Engine. — A marine engine of the latest type is 
shown in Fig. 263. These engines are seldom made with a single cylinder, 
but arc made coiupound and multiple-expansion, the steam passing in 
succession from one cylinder to one or more larger cylinders. The most 
common types arc compound, triple-expansion, and quadruple-expan 
sion engines, and arc made in sizes up to 6000 horsepower. 

The frame consists of inverted columns resting on a heavy bed-plate, 
which has six cross girders by which the main bearings are supported. 
Two-part babbitted bearings are used, with the lower part of the bearing 
housing cast as a part of the bed-plate. 

The valves arc balanced piston and balanced flat valves, actuated by 
a Stephenson link motion which permits reversing the direction of ro- 
tation of the engine. A small steam engine attached to the main frame 
operates the valve gear when reversing. The valves are attached to 
balancing pistons, located in cylinders above the valves, to counterbalance 
the weight and inertia of the valves and valve gear, when conditions re- 
quire. Crossed eccentric rods are generally used to permit stopping of the 
engine by setting the link at mid-gear. With open rods and the link at 
mid-gear, the engine might not stop. All parts of the valve gear are 
made heavy, and the moving parts are often babbitted. 

A governor is not required, as the resistance of the propeller increases, 
with the velocity, sufficiently to control the speed. For low speeds the 
engine is governed by means of the throttle valve. 

The thrust, or push, of the propeller is taken by a thrust bearing and 
transferred to the frames of the ship. This bearing is at the left of the 
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Fig. 264. — Horseshoe T^T)e of Thrust Bearing for 850 hp. Marine Engine. 
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Fig. 265. — Vertical Section thru Engine shown in Fig. 263. 

bear against nuts on side rods attached to the ijcaring casing. This 
arrangement permits each thrust yoke to be adjusted separately for wear. 

The thrust from the propcllor is transferred from the faces of the shaft 
rings to the thrust yokes, thence through the lugs and nuts to the side 
rods, which transmit the thrust to the bearing casing bolted to the frames 
of the ship. Each thrust yoke has an oil chamber at the top, from which 
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the oil is siphoned by vvicking into the oil pipe, and in addition the lower 
part of the bearing housing is made rectangular and filled with oil, into 
which the shaft collars dip. 

The turning gear used to turn the main shaft, when the main engine is 
not operating, is shown to the left of the engine. It consists of a large 
worpi wheel on the 
mam shaft, geared 
to a worm. On 
some engines the 
worm is operated by 
a small steam engine, 
and on others by 
hand; a lever with 
pawl and ratchet be- 
ing used in t he latter 
case, to operate the 
worm. 

An air pump is at- 
tached to the side 
of the low-pressure 
cylinder frame, and 
is driven by the 
low-pressure ci’oss- 
head t hrough a lover 
conne(!tion. It is 
used to maintain the 
vacuum on tli(i en- 
giiKi when operating 
condensing. 

The eccentric is - 
made of cast iron 
and keyed to the . 
shaft, and the strap 
is also made of cast 
iron and babbitted. 

The eccentric rod, to 
which the forked 
valve-rod end is 
bolted, is of forged steel. 

The crosshead may be of the single or dou])l(^ slipper type, and the guides 
are formed as a part of the main fi*ame. The sectional view. Fig. 265, 
illustrates the arrangement of the various o[)(' rating parts. 



Fk;. 26(5. — Small Vertical Steam Engine. 
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364. Small Vertical Slide-valve Engine. — This type of engine is used 
to drive stokers, fans, and other auxiliaries. The engine shown in Fig. 
2()6 has an enclosed frame with balanced piston valve. The frame is of 
the ^-type, completely enclosed. The guides are formed as a part of the 
main frame, which is supported by a bed-plate that makes a reservoir for 
oil. Between the cylinder and the top of the frame, is a distance piece 
which prevents water that leaks past the piston-rod stuffing box from get- 
ting into the enclosed frame. All moving parts are completely enclosed. 

366. Special Forms of Slide Valves. — In addition to the slide valves 
already described, the following types are used on slide-valve engines: 

1. Double and multi-ported. 

2. Riding cut-off. 

366. Double and Multi-ported Valves. — The plain slide valve gives 
a restricted port opening at the start of the stroke. To overcome this, 

and to reduce the movement of the 
valve necessary for a given port open- 
ing, multi-ported valves are used. 
Figure 207 shows a double-ported 
valve used on marine engines. The 
valve is surrounded by steam, and 
has two steam chambers that run clear 
through the valve and are filled with 
live steam. The valve scat has two 
ports for each end, which merge into 
a passage connecting with the cylin- 
der. The two ports on each end arc covered with valve feet which are 
duplicates and, as the valve moves, both ports are opened at the same 
time, thus increasing the size of the passage for steam for any move- 
ment of the valve. 

A double-ported valve used 
on locomotives, and known as 
the Allen trick valve, is shown in 
Fig. 268. It resembles a '' D ” 
slide valve but has a steam pas- 
sage cored in it. The valve is 
so proportioned that when it is 268. — Allen-Richardson Balanced Slide 
in the position shown steam will Valve — Double-ported, 

enter the cylinder, past the outer 

edge of the valve and also from the crank end through the cored 
passage. This gives a more rapid opening and closing of the port. 

A multi-ported valve known as the gridiron valve is used on multi- 
valve engines. It consists of a flat plate having a number of parallel 
rectangular passages through it. The valve seat has an equal number 
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of parallel rectangular ports, which are simultaneously opened and closed 
by the action of the valve. When this type of valve is used, a separate 
valve or valves must be used for the inlet and exhaust. 

367. Riding Cut-off Valves. — It was shown in Art. 345, page 327 
that, with a single valve controlling all events of the engine, a changes in 
the cut-off, by changing the angle of advance, also changed the point at 
which compression, release, and admission occurred, an earlier cut-off 
being accompanied by an earlier compression. 

High compression on a slow-running engine is not desirable, and to 
provide a means of changing the cut-off without altering the point at 
which release, compression, and admission occur, a riding cut-off valve 
is used. 

A simple form of this valve is shown in Fig. 269. A main valve which 
controls the point of admission, compression and release, slides upon the 
valve seat. It is essen- 
tially a plain slide valve 
having steam passages 
near the ends. Steam en- 
ters the cylinder through 
these passages, instead of 
past the outside edge of 
the valve, and a riding 
cut-off valve slides upon 
the back of the main 
valve and controls the Fig. 269. ~ Riding Cut-off Valve, 

point of cut-off. It is a 

flat valve with a projection to which the riding cut-off valve stem is 
attached. 

The main and riding cut-off valves are controlled by separate eccentrics. 
The eccentric for the main valve is fixed and set to bring cut-off at about 
three-quarter stroke. The riding valve eccentric is looser upon the shaft, 
and is generally controlled by a shaft governor which controls the speed 
by changing the point of cut-off. The riding valve and its eccentric are 
so designed and adjusted that at admission the cut-off valve is not ob- 
structing the port but at cut-off the blo(!k is moved to cover the port be- 
fore the main valve has reached its cut-off position. Having closed the 
valve port for either end, the riding valve must keep it closed until the 
main port is closed by the main valve, or a second admission of live steam 
will occur. 

When the riding valve is located centrally on the back of the main valve, 
it fails to cover the ports in the main valve by an amount C, called cut- 
off valve clearance) or negative lap. The riding valve must be dis- 
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of parallel rectangular ports, which are simultaneously opened and closed 
by the action of the valve. When this type of valve is used, a separate 
valve or valves must be used for the inlet and exhaust. 
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that, with a single valve controlling all events of the engine, a changes in 
the cut-off, by changing the angle of advance, also changed the point at 
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provide a means of changing the cut-off without altering the point at 
which release, compression, and admission occur, a riding cut-off valve 
is used. 

A simple form of this valve is shown in Fig. 269. A main valve which 
controls the point of admission, compression and release, slides upon the 
valve seat. It is essen- 
tially a plain slide valve 
having steam passages 
near the ends. Steam en- 
ters the cylinder through 
these passages, instead of 
past the outside edge of 
the valve, and a riding 
cut-off valve slides upon 
the back of the main 
valve and controls the Fig. 269. ~ Riding Cut-off Valve, 

point of cut-off. It is a 

flat valve with a projection to which the riding cut-off valve stem is 
attached. 

The main and riding cut-off valves are controlled by separate eccentrics. 
The eccentric for the main valve is fixed and set to bring cut-off at about 
three-quarter stroke. The riding valve eccentric is looser upon the shaft, 
and is generally controlled by a shaft governor which controls the speed 
by changing the point of cut-off. The riding valve and its eccentric are 
so designed and adjusted that at admission the cut-off valve is not ob- 
structing the port but at cut-off the blo(!k is moved to cover the port be- 
fore the main valve has reached its cut-off position. Having closed the 
valve port for either end, the riding valve must keep it closed until the 
main port is closed by the main valve, or a second admission of live steam 
will occur. 

When the riding valve is located centrally on the back of the main valve, 
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off valve clearance) or negative lap. The riding valve must be dis- 
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of steam, the cut-off at each end of the cylinder should be equal, 
and for smooth running the lead at each end should be equal, in order to 
give equal cushioning effect at each end of the stroke. Valves are there- 
fore set for equal leads or equal cut-offs. With the ordinary construction 
of slide valves, the steam laps on each end are equal. When so made, a 
valve set for equal leads will not give equal cut-offs, because of the angular- 
ity of the connecting rod, and for the same reason, a valve set for equal 
cut-offs will not give equal leads. Valves are ordinarily set for equal 
leads. 

In setting a slide valve, the laps and eccentricity are fixed in amount, 
and adjustments that can be made are: 

1. Moving the valve on its stem. 

2. Changing the position of the eccentric. 

Moving the valve on the stem has the effect of changing the laps. When it is 
moved bodily along on the seat, the result is as though the steam lap 
were increased and the exhaust lap were decreased for the end toward 
which it is moved, and vice versa for the opposite end. Hence, changing 
the length of the valve rod increases the lead on one end of the valve and 
decreases it on the other. Lengthening the valve rod increases the lead 
at the crank end and decreases it at the head end. 

Shifting the position of the eccentric around on the shaft increases or 
decreases both leads, depending upon whether the angle of advance is 
increased or decreased. 

360. Setting the Crank on Dead Center. — In setting valves it is 
necessary to place the crank on dead center. This must be accurately 



done, because when near dead center the crank and eccentric move through 
a considerable angle for a slight movement of the piston and crosshead. 
If the dead center is not carefully found, the valve will not be set in its 
proper position relative to the piston. 

The trammel method is generally used to place the engine on center. 
The tram is a rod pointed at both ends with one end bent to form a right 
angle. 
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The flywheel is turned until the crosshead is within 2 or 3 inches of the 
end of the stroke, and a mark is made on a chalked surface on both guide 
and crosshead, as shown at B, Fig. 273 Whenever these marks are 
brought together, the crosshead will be in its original position. The 
straight end of the tram is then placed on a fixed mark on the floor or frame, 
and a mark is made with the bent end of the tram on the rim of the fly- 
wheel, as shown at A, Fig. 273. The crank pin is then turned past the 
dead-center position until the marks on crosshead and guide again coin- 
cide and a second mark is made with the tram on the rim of the flywheel 



as shown at. C in Fig. 274. Tlu^ crank is now as far [)ast dead center as 
it originally was ahead. A point X is lo(;atcd mid- way bet ween A and G, 
and a mark is made at X. With the tram resting on the permanent mark 
on the floor, the engine is turned until the bent end of the tram rests 
scpiarely on the line at X. The engine is now exactly on dead center. 
The dead center for each end should be found in the above manner. The 
('iigine should always be turned, to take up any lost motion, in the same 
direction as when running, and thus have the same brasses in contact 
with the crank pin; oth(n’wise the setting may not be correct. 

361. Setting a Plain Slide Valve for Equal Leads. — The methods em- 
ployed to set valves are: 

1. By removing the valve-chest cover and locating the valve by meas- 
urement. 

2. By taking indicator diagrams and adjusting the valve gear until 
the desired diagrams are obtained. 

362. Setting a Plain Slide Valve for Equal Leads, by Measurement. — 

The valve is first adjusted to give oepial travel each side of mid-position, 
or to have equal preliminary k^ads. IlKi setting by the second method 
is made^ as follows: 

1. With the crank on dead centei*, the angle between crank and ec- 
centric is adjusted until the valve opens the port, leading to the cylinder, 
by a slight, amount. The width of the opening should be measured and 
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recorded as a preliminary load on that end. Suppose, for example, that 
it is J inch. The engine should now be placed on the opposite dead cen- 
ter, and the port opening on that end measured and recorded as the pre- 
liminary lead on that end. Suppose it to be ^ inch; there is, then, 
inch difference in the lead on the two ends. To make the leads equal in 
amount, the valve must be moved on its stem, or the length of the valve 
rod changed by an amount equal to half the difference. The valve should 
be moved toward the port having the larger opening. 

2. With the leads equal, but not necessarily correct in amount, the 
required lead is given by placing the crank on head-end dead center and, 
after loosening the eccentric, moving it around the shaft, in the direction 
the engine is to run, until the desired lead is obtained. The engine is 
then turned to the other dead center and the lead on the crank end 
checked. The leads should now be nearly equal. The head-end lead is 
generally made slightly less than the crank-end lead, because of the dis- 
tortion caused by the angularity of the connecting rod. 

363. Setting a Plain Slide Valve for Equal Cut-offs. — 1. The valve is 
first set to travel equal distances ea(;h side of mid-position, as explained 
under setting for equal leads. 2. The eccentric is then adjusted to givci 
cut-off when the piston has moved e(|ual distances from dead center for 
each end. This is done by marking the limits of the stroke on the guide 
and setting the crosshead at the percentage of stroke at. which cut-off 
is to occur. The eccentric is moved on the shaft in th(i direction the engine 
is to run, until it can b(‘ se(‘n that the valve is just closing the steam port 
for the end from which t h(^ {)iston is moving. The eccentric is then fastemt'd 
on the shaft and the engiiKJ turned over until the crosshead has mov(‘d 
the same distance from the other dead center and the valve should be 
just closing t he port. If the setting is not correct the differeiuie in measure- 
ments should be halved and a correction made for one-half by moving the 
eccentric on the shaft, and for the other half by moving the valve on the 
stem. This operation should be repeated until the required setting is 
attained. 

Setting a Slide Valve by Means of a Tram. — Valves are ofion set by 
means of a tram and tram-marks on the valve stem. By this method the 
valve need not be se(*n and the steam chest cover is not removed. The 
tram-marks on the stem are obtained as follows: a center punch mark is 
made on some fixed part of the engine, and the straight part of the tram 
placed in it. The valves is then moved until its edge is at the hcad-(md 
edge of port and a punch mark made on the valve stem into which the bent 
end of tram will fall. A similar punch mark is made on the valve rod 
when the edge of the valve is at the edge of the crank-end port. Know- 
ing the position of the valve as indicated by these marks, the valve 
can be quickly adjusted. 

For valve setting by indicator, sec Art. 395, page 395. 
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364. Setting Special Types of Slide Valves. — For valves controlled 
by shaft governors, the length of the valve stein and position of the ec- 
centric arc found as for the plain slide-valve engine. The (‘ccentric po- 
sition is determined by turning Uk; whole governor wheel and (iccentric 
until the desired setting is obtained. This is done with the governor giving 
latest cut-off. For an engine having reversing devices, the setting is 
made as in the case of valves driven by a fixed eccentric, except that the 
valve must be set for both full-gear forward and reverse. 

For riding cut-off valves, the main valve is set for equal leads, exactly 
as for a single slide valve. The riding valve is set to givci equal cut-offs 
at some point of the stroke. When rocker arms are used, care must be 
taken to turn the eccentric in a direction to open the port with the crank 
pin on dead center. The cut-off is generally equalized at the middle of 
the governor range. 

On a shaft-governor engine, the weights should be blocked out against 
the action of the springs, to the position for (‘urliest cut-off, thus making 
sure that the governor can cut-off sufficiently near the b(‘ginning of tlu^ 
stroke to control the engine. 
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REVIEW QUESTIONS AND PROBLEMS 

1 . Name the parts of the eccentric eonneetion to the valve rod, and define ec- 
centricity. 

2 . Describe the oj^cration of a “D” slide-valve engine. 

3 . What type of governor is used with the plain “D” slide valve? IIow does it 
control the speed? 

4 . Define; («) valve travel, (h) mid-position of valve, (c) lap, (d) lead, (<?) port open- 
ing. 

6. How is the displacement, of the piston and valve respectively, stated? 

6 . Why is a valve diagram used? Describe tlie Zeuncr diagram and state its funda- 
mental principle. 

7 . A fil in. by 10 in. engine with a connecting rod 30 in. long has a valve travel of 
3 in., a steam lap = I in., a lead = ^ in., an exhaust lap = A in. Use a 6 in. circle 
and find, by the Zeuner and Bilgram diagram, the distance from the end of the stroke 
at which the following occur for each end of the cylinder : (a) cut-off, (h) release, (c) 
compression 

8. Given: admission at before start of stroke, cut-off at f stroke, valve travel, 
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4i in. Find the steam lap, lead and angle of advance, using the Zeuncr and Bilgram 
diagram. Neglect the effect of the angularity of the (;omie(;ting rod. 

9 . What is meant by an automatic high-s|)eed engine? What method of governing 
is used on such an engine? 

10 . Describe the ojxsration of the Rites inertia governor. 

11 . Describe the construction of the Walschaert valve gear. 

12 . Describe the construction of a marine thrust bearing of the collar type. Why is 
it used? 

13 . Describe the construction and operation of a Meyer valve. 

14 . Find the radius of suspension and the coordinates of the point of suspension, for 
a swinging eccentric on a 7 in. by lOJ in. engine having a steam lap = | in.; cut-offs 
at 1, 3/e' and 7 in. on stroke; lead at the corro.sponding cut-offs, —0.03.'), 0.00, 0.0.5.') in. 
Neglect the effect of the angularity of the conneef iiu^ rod. 

15 . Explain the meaning of the term “relative valve circle.” 

16 . St^itc the methods used to set a slide valve. 

17 . Explain the trammel method of finding dead center. 

18 . Explain the method of .setting a slide valve for equ.al leads. 

19 . In .setting a slide valve on a (5 in. by 6 in. engine, it was found upon trial that 
with the proper lead on one end, the opi)osite end gave | in. too great a lead. State 
what should be done to obtain correct .setting and give rea.son.s for your answer. 

20 . A slide-valve engine has a reverse rocker between the valve and the eccentric 
rod. What .should be the loijation of the eccentric center with respect to the crank, to 
have the engine run over? 

21 . What is the advantage of using trams in setting a slide valve? 

22 . State the procedure in .setting (a) a slide valve controlled by a shaft governor. 
(b) a riding cut-oflf valve. 
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366. Foreword. — It has been shown in Chapter XVII that, when a 
single valve controls all events of the engine, the opening of the steam port 
is restricted at admission. This causes throttling, or a drop in pressure, 
between the valve chest and the cylinder. Engines having single valves 
have large clearances because of the long steam passages, and the exhaust 
steam in passing from the cylinder cools the steam passages and cylinder 
walls. When live steam again comes in contact with the cooled walls, some 
of it is condensed and, therefore, more steam is required to perform a given 
amount of work. 

By the use of (mgines having four valves — two for admission and two 
for exhaust — the steam passages may be shortened and the clearance 


A 




1 



Fig. 275. — Corliss Engine — Valve Gear Side. 


Space reduced, because the valves may be located close to the ends of the 
cylinder. The use of separate valves for admission and cut-off permits the 
separate adjustment of each valve, and also reduces the initial condensation 
of steam. 

366. Corliss Engine. — All parts of this engine. Fig. 275, with the 
exception of the valves, valve gear and method of governing, were described 
in Chapter XVI . The Corliss valve gear, invented by Geo. H. Corliss in 
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1850, has boon principally instruniontal in reducing the amount of steam, 
per horsepower, us(.‘d by large reciprocal ing engines; and this has been the 
predominating type of valv(^ gear used, sinc(‘ that time, on important 
stationary engines in the Unit(‘d States, England, and France. It consists 
esst'iitially of cyliTidrical valves, which are given a semi-rotary motion by a 
releasing mechanism, under control of a governor. Valve gears using 
cylindrical valves and a non-releasing gear, which gives the same effect as 



the original Corliss releasing gear, arc also tei’iiu'd Corliss gears. The 
Corliss engine is esscuitially a slow-speed engine, sinc(" sat isfactory operation 
of the ordinary Corliss valve gear limits the speed to 100 or 125 revolutions 
per minute. 

367. Classification of Corliss Valve Gears. — Corliss valve gears may 
be classified as: 

1. Standard releasing. 

2. Long range cut-off. 

3. High speed. 

4. Non-releasing, or positively operated. 

368. Corliss Valves. — Tlu'sij valves an‘ (cylindrical, cast-iron pieces, 
extending across the cyliiuh'r, and ar(^ usually located at the four corners 
of the cylinder cast ing, Fig. 270. Engines which have large cylinders often 
have the valv(*s in the; cylinder h(\ads, to simiilify the cylinder casting. The 
steam valves of the horizontal engine. Fig. 277, are located at the top and 
control admission and cut-off; the exhaust valves, Fig. 277, are located at 
the bottom and control exhaust and compression. The valves may be 
single-port^ed, double-ported, or multi-ported. By the use of more than 
one port, the movement of the valve necessary for a given port opening is 
decreased. 

The ends of the valves are made cylindrical, to form a surface which 
supports the valve. The middle portion of the steam valve is cut away, 
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lea^^ng a narrow valv(; fare;, whicth pormils (ho valve to bo niovod more 
easily. Btcain pressiuo acts on the valve and holds it on its seat. The 



Fig. 277. — Steam and Exhaust Valves of a Corliss Engine. 

exhaust valve is cut away only enough to form the steam passage. The 
valves oscillate hack and forth, to open and close the ports. 

The valve stem is made of brass and has a rectangular end which fits 
into a corresponding slot cut in the end of the valve. It extends through a 



Courtesy Vacuum Oil Co. 

Fig. 278. — Standard Releasing Corliss Valve Gear. 


stuffing box in the front bonnet, which carries a bracket to support the 
valve operating mechanism, and to form a bearing for the outer end of 
the valve stem. A collar on the valve stem takes the end thrust of the 
valve. 
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369. Standard Releasing Corliss Valve Gear. — In the standard valve- 
gear mechanism, sliown in Fig. 278, the valves are moved by arms and rods 
attached to the wrist plate, which is pivoted on the cylinder casting. 



The steam rods are attached to the wrist plate in such a manner that the 
valves, while opening, move rapidly and cover a large* proportion of their 
total travel. The wrist plate* receives its motion from the eccentric through 
the eccentric rod and the reach rod. A rocker arm is plae^ed between the 
reach rod and eccentric rod to reduce the length of the eccentric rod and to 
increase the movement of the wrist plate for a given movement of the 
eccentric. 

The exhaust valves are attached permanently to the wrist plate by 
exhaust arms and adjustable exhaust- valve rods. They are thus positively 
operated and receive, from the wrist plate, an oscillating motion, which is 
small while the valves are closed. 

A trip mechanism, shown assembled and disassembled in Fig. 279, 
controls the operation of the steam valves, since they are not attached 
directly to the wrist filate. They are opened by movement of the wrist 
plate, released by the knock-off-cam, and closed by the dash pot. The valve 
stem is keyed to the steam-valve arm, to which the dash-pot rod is attached. 




DASH POT 
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Mounted to turn on the bonnet bracket, in which the valve stem turns, arc 
the bell-crank lever and the governor cam-plate lever. These levers arc 
not connected directly to the valve stem. One arm of the bell-crank levcir 
is attached to th(; wrist plate by an adjustable steam-valve rod; to the 
other arm of the bell-crank lever is pivoted the steam-valve latch, or hook, 
which turns against the action of a flat spring. The cam plate, which lies 
in the plane of the valve hook, carries an arm, connected to the governor 
by a governor rod and lever. With the wrist plate. Fig. 278, at the extreme 
left of its travel, the latch is forced in by the flat spring and engages the 
latch plate, or block, on the head-end steam-valve arm. As the eccentric 
travels to the right, it rotates the bell crank and lifts the steam-valve arm, 
which rotates the steam valve on its seat and opens the steam port, and 
at the same time lifts the dash pot. The movement of the valve is rapid 
at this point, to f)revent throttling of the steam pressure. The valve is 
held open by the latch, until the arm of the latch, which is not engaged with 
the latch plate, meets the cam on the knock-off kwer. The cam pressing 
on this arm then forces the latch to release the latch plate, and the dash pot 



closes the valve. The cam plate is held stationary, for any given speed, by 
the governor. The same action is then repealed by the crank-end mech- 
anism. 

For the cylinder in Fig. 276, steam is flowing into the head end and 
exhaust steam out of the crank end, through the double-ported valves. 

370. Dash pot. — The dash pot is nniuired to perform two functions: 
it must exert a downward pull on the valve, and it must be self -cushioning. 

There are numerous types and arrangements of dash pots, two of which 
are shown in Fig. 280, with the various parts named. The outer casting, 
or cylinder, is generally fastened to the bed-plate by bolts. The plunger 
fits into the cylinder, and at its ui)per end is attached to the steam valve 
arm by the dash-pot rod. The joint l^ctween t he plunger and the dash-pot 
rod is a ball and socket joint, adjustable for wear. The lower part of the cast- 
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YcMeArm 

YoAe-^ 


iiig into which the lower end of the plunger fits forms the vacuum chamber, 
at the bottom of whi(‘h is a small hole cov(‘red by a flat spring or snifting 
valve. The upper [)art of the cylinder and ciusting is enlarged to fonn an 
air pocket for cushioning the idunger. The air pocket is connected to a 
cushion valve which regulates the amount of cushioning. 

The plunger is raised by the latch, and a partial vacuum is thus formed 
below it. When raised, the plunger has the pressure of the atmosphere 

acting on its upper surface and a 
lower pressure, depending upon the 
degree of vacuum, acting on the 
bottom part of the plunger. The 
unbalanced pressure closes the valve 
suddenly when the latch is released 
by the knock-off cam. As the plun- 
ger descends, air is caught in the 
cushion space and escapes slowly 
through the cushion-regulating 
valve. This brings the dash pot 
to rest quietly, and without shock. 
Any air in the vacuum chamber is 
forced out through the opening at 
the bottom, and the vacuum is thus 
maintained. In some recent types 
of dash pots, a spring is used to 
cushion the plunger. 

371. Governor. — The governor 
used on most Corliss engines having 
a releasing valve gear, is the Watt, 
or pendulum governor. Fig. 281. 
The governor balls are pivoted to 
the top of a spindle by ball anns. 

The spindle is driven through 
bevel gears, one gear being attached to the lower end of the spindle 
and the other to the pulley shaft and pulley which is driven by a belt from 
the engine shaft. The spindle of the latest types of govern(>rs revolves at 
two or three times the speed of the engine shaft. This permits smaller 
weights to be used and increases the sensitiveness of the governor. The 
spindle revolves in a vertical column attached to the engine frame, and, 
at its upper end, is surrounded by a movable sleeve to which a yoke con- 
nected to the ball arms is attached. I’he sleeve is connected by a side 
rod to a double rocker arm to which the governor rods are connected. It 
rises and falls with change in speed and thus determines the position of 
the knock-off cams and consequently the point of cut-off. A movable 
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Fig. 281. — Fly ball, or Pendulum, 
(governor. 



GOVERNOR 


363 


collar is located on the spindle to prevent the balls from rising loo high, 
and a dash pot is attached to the side rod to prevent sudden fluctua- 
tions in the action of the 
governor. 

A recent form of Corliss 
governor, made by the 
Allis Chalmers Co., has 
heavy weights acting a- 
gainst a spring. The 
weights and springs replace 
the balls and the force of 
gravity of the Watt gover- 
nor. This makes a more 
compact, but a more com- 
plicated form of governor. 

All rotating parts arc (m- 
closcd in a st-atioiiary case 
which is filled with oil. 

Loaded governors, Fig. 

282 , that have a heavy 
weight mounted on the 
spindle sleeve, are used ex- 
tensively. This type of 
governor is more powerful 
than one without the 
weight, and it can be oper- 
ated at a lower speed without loss of sensitiveness. 

A safety stop is ordinarily attached to the govi’iiior. Should the 
governor balls fall to their lowest position for any reason, the safety stop 



moves the cam-plate lever into such a position that the safety cams located 
on the cam-plate lever will prevent the latch plate from picking up the 
valve arm, and steam will not be admitted to the cylinder. 
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Typical Corliss diagrams, showing the effect of the operation of the 
Corliss governor, arc shown in Fig. 283. The diagrams show the rapid 
operation of the valves at admission and at cut-off. 

372. Limitation in Range of Cut-off for Single Eccentric Corliss Valve 
Gear. — Referring to Fig. 284; with the crank on head-end dead center, 

the eccentric will be at^ la. 
The latest point of cut-off will 
occur when the crank is at 2, 
because the eccentric has then 
advanced to its extreme posi- 
tion 2a, and any further move- 
ment will cause the eccentric 
to travel to the left. If the 
latch arm has not been re- 
leased by the governor cam 
before the eccentric is at 2a, 
it will not be released, and 
the valve will not cut-off un- 
der governor action, but will 
be closed by the eccentric in 
the same manner that an or- 
dinary slide valve is closed. 
This limits the (!Ut-off by the 



Fig. 284 . — Illustrating Limitation in Range 
of Cut-off with Single Eccentric. 


governor in a single et^centric engine, with the angle of advance as 
given, to about 0.4 of the stroke. 

By retarding the eccentric to less than 90 degrees, cut-off by the governor 
can be made later. This, however, destroys the atlvantage of the Corliss 
gear, namely, quick opening of valves, because with the crank at dead 
center the eccentric is also nearer dead center aiul the speed of opening of 
the valves is reduced. Retarding the eccentric in this manner also affects 
the operation of the exhaust valves, since they are operated by the same 
eccentric. 

By using two eccentrics, one for the admission valves and one for the 
exhaust valves, the cut-off eccentric may be set to give any cut-off up to 
seven-eighths stroke, and the exhaust valve eccentric may be set to give 
the proper compression and release. 

373. Nordberg Long-range Corliss Valve Gear. — The essential dif- 
ference between t his gear. Fig. 285, and the single eccentric Corliss valve 
gear is that the latch is positively thrown in and out of engagement with 
the drop arm, by means of a lever whicn terminates in a roller rest ing in 
an oscillating cam attached to the valve arm. This cam has two concentric 
circular slots joined by a transition slot. When the roller passes from one 
slot to the other, the latch is released and cut-off occurs- The cam is oscil- 
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lated by the cut-oflf rod attached to the governor, Fig. 286, and receives its 
motion from a sepa- 


rate cut-off eccentric, 
the throw of which cor- 
responds to the length 
of each circular slot in 
the cam. The position 
of the cam and cut-off 
is determined by the 
governor and the cut- 
off eccentric. This gear 
permits higher speeds, 
because only one eeceir- 
tric is used, and gives a 
range of cut-off up to 
0.8 the stroke. The 
movement of the valve, 
given by this gear, is 



shown by tlie valve Fjq. 285. — NordberK T^)ng Hango Valvo Gear. 


ellipse, Fig. 287. 





286. -- Nordberg Engine with Long Range Valve Gear. 
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374. Nordberg High-speed Corliss Valve Gear. — The ordinary releas- 
ing Corliss gear is limited in speed because of the inability of the releasing 

mechanism to operate satis- 
factorily under high speeds. 
The Nordberg high-speed 
valve gear is adapted to 
speeds as high as 250 r.p.m. 
The essential difference be- 
tween this type and the long- 
range cut-off gear is that the 
trip mechanism is symmetri- 
cal with respect to the cen- 
tral plane, and does not 
have heavy overhanging 
parts. The valve stem and 
arm arc supported by two 
bearings which support the 
stem on each side of the 
Fia. 287. — Viilvc Ellipse for Admission Vjilve latch. 1 hc valves are made 
operated by Nordberg Long Range Valve Gear. four-ported, to reduce the 

travel of the valve mechan- 
ism, and the dash pot is mounted on top of the valve bonnet. 

376. Positively Operated Corliss Gears. — Engines liaving this type 
of gear are sometimes called four-valve engines. The typical Corliss valve 
motion is attained by using a system of small links, proport ioned to give 
the valve the desired motion. The pins on which the links oscillate arc 



Fig. 288. — Ideal Non-releasing Corliss Valve Gear. 
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made of hardened steel. In the Ideal non-releasing gear, shown in Fig. 288, 
the exhaust valves are driven by one eccentric and the steam valves by 
another. The steam-valve eccentric rod is connected to a positive gear 
motion attached to the side of the frame, and is connected separately to 
each steam valve. 

The link motion is 
shown in Fig. 289. 

The links move in 
an oil bath and are 
s 0 proportioned 
that the valves nv 
main at rest while 
closed, during their 
unbalanced period, 

for approximately Pjq 289. — Ideal Link Motion to operate Valves, 
one-half a revolu- 
tion of the engine. The valves arc opened and closed rapidly while 
balanced; that is, with the steam pressure nearly the same on both sides. 
The element s of this motion are shown in Fig. 290, where lines represent, the 
various parts of the gear. With the eccentric at 1, the various links arc 
at the corresponding points also marked 1. The rocker arm is moved by 
the eccentric, and drives the valve linkages for each end. To each end 
of the rocker arm is pivoted a lever on which is formed a cylindrical tail rod 




that slips through a trunnioned guide, which s('rv(‘s as a fulcrum. At a 
proper point on th(^ sliding lever, a link, which drive's the valve arm, is 
pivoted. The corresponding points of the linkage and eccentric i)ositions 
are marked. This gear can be operated at speeds greatly in excess of those 
used with the releasing gear. 

376. Corliss Valve Setting. — The principles that apply to the setting 
of the plain “ D slide-valve engine are applicable to setting Corliss valves. 
The valves of four-valve engines may be set by essentially the same method 
as that used for Corliss valves. The method used in setting Corliss valves 
is as follows: 
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1. The head- and crank-end dead-center positions are determined, as 
explained in Art. 3G0, page 352. 

2. The bonnets covering the rear end of the valves are removed and the 
marks on each valve and seat verified. The mark on the end of each valve 
locates the position of the working, or opening edge, of the valve, and a 
corresponding mark on each seat locates the opening edge of the port. 

3. The length of the eccentric rod is adjusted to make the rocker swing 
through equal angles on each side of its vertical position. This may be 
tested by using a plumb bob and marking each position on the floor. The 
dash-pot rods should be short enough to escape being caught and bent when 
turning the engine “ over in making this test. 

4. The reach rod is next adjusted, if it is adjustable, to make the wrist 
plate swing through ecpial angles (*ach side of its vertical position, when the 
engine is turned over. Marks are usually found on the hub, supporting 
the wrist plate. The outside marks locate the extreme positions of the 
travel of the wrist plate, and a mark midway between the outside marks 
locates the vertical position. On the hub of the wrist plate a single line 
will be found. When this line coincides with the central line on the hub, 
the wrist plate is vertical, or central. This position (;orrcsponds to that of 
the slide valve in mid-position, and it is the position of the wrist plate 
when measuring the laps. 

5. The steam arms are hooked up, the wrist plate placed central, and 
the steam valves given the proper amount of lap, by adjusting the lengths 
of the steam links. The best method of measuring the amount of lap is 
by using a pair of dividers and a scale. The exhaust links arc next, adjusted 
to be line-and-line, or to have a small clearance. See Table 2(1 for proper 
laps and leads. 


TABLE 26. - LAPS AND LEADvS FOR CORLISS VALVES 


Diaineler of 
Cylinder, In. 

T..ap of Sleiim 
Valve, Tn. 

Lap of Kxhaust 
Valve, In. 

I>oa<i of Steam 

V^alve, In. 

S 

3 

16 

A 

I 

3 2 

10 

3 

16 

A 

I 

32 

12 

3 

16 

A 

A 

14 

1 

i 

i 

A 

16 

1 

4 

1 

6 

.1 

3 2 

18 

1 

4 

1 

6 

A 

20 

1 

4 

1 

A 

22 

A 

A 

A 

24 

A 

A 

A 

26 

A 

A 

A 

28 

A 

A 

A 

:io 

A 

A 

A 

32 

i 

i 

A 

34 

3 

6 


A 

36 


1 

4 

A 
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6. The crank is now placed on head-end dead center, the steam valves 
hooked up, and, with the wrist plate connected to the reach rod, the 
eccentric is moved around the shaft in the direction the engine is to run^ 
until the steam valve nearest the piston shows the desired lead. The 
eccentric is next fastened on the shaft and the engine shaft turned in 
the direction it is to run, to the other dead center and the lead noted. If 
the leads are not the same, the connection between the wrist plate and 
eccentric is shortened or lcngi.hencd slightly or the length of the steam link 
changed to give the desired lead. This affects the steam lap, but not 
seriously. 

7 . The length of the dash-pot rod is adjusted to give the proper latch 
clearance, by turning the eccentric; first, to one extreme of its travel and 
lengtliening or shortening the dash-pot rod to have the latch block clear the 
latch by about inch, and then, to the other extreme and making the 
same adjustment. 

8. The governor rods arc adjusted to give equal cut-off at each end, as 
follows: Block the governor halfway between its up and down positions 
and see if the rocker arm to which the governor rods are attached is 
about at right angles to a line midway between the governor rods. Place 
t,he piston at one-quarter stroke and raise the governor slowly until the 
valve is released by the latch Block the governor in this position and 
turn engine over, to see if cut-off o(;(;urs at same point for the ot her end. 
If it docs not, shorten or lengthen the governor rod for that end to make 
the latch release the valve. Block the governor in a new position and 
see if (uit-off is equal on each end. A few trials may he needed to strike 
an average. If desin^d, the governor may be blocked in its running 
position. 

9. The governor balls are now placed in their lowest position and 
safety stop or cam adjusted, as the case may be, to prevent the latch from 
picking uj) the hook. 

10. Th(^ correctness of t he settings is tested by means of an indicator. 
Art. 395, page 395. For double eccentric Corliss engines, the eccenti'ic is 
placed (;entral with no lap on any of the valvt's, and the steam valves set 
as for a single eccentric. The exhaust eccentric is set by placing the piston 
at sev(m-(*ighths stroke and advaiuung (lu* (‘ccentric until the exhaust valve, 
at the end the piston is approacfhing, is just beginning to close. The piston 
on the opposite end is next placed at seven-eighths stroke, and the process 
repeated for the other exhaust valve. 

If there is any doubt as t o the direction in which to move the eccentrics, 
remember that the eccentric shoxdd always he set to have steam valve opening 
when crank starts from dead center, in direction engine is to run, and that the 
exhaust valve at same end should be closing. 
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377. Poppet-valve Engine. — The poppet-valve engine is used to a 
greater extent in Europe than in the United States. The Lentz poppet- 
valve engine was developed in 1899. Since that time many improvements 



Fig. 291. — Poppett Valve Engine Cylinder. 

have been made and it is now usimI extensively. Poppet valves are adapted 
to high speeds and can be used with superheated steam. 

A common type of poppet-valve engine cylinder, shown in Fig. 291, 
has two steam and two exhaust valves, each valve consisting of two cast- 
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iron disks joined by a cylindrical laxly. The faces of the upper and lower 
disks rest on scats in the valve cage when the valve is closed, and the fonn 
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Pig. 292. — Lentz Poppet-Valve Compound Engine. 

of the valve makes it nearly balanced. The valve* remains stationary when 
closed. The valve stem passes through a stuffing box in the valve cage, 
and is attached to a 
valve -stem guide 
which operates a- 
gainst a spring at 
the top of the bon- 
net. The valve cage 
and bonnet are re- 
movable and arc bolt- 
ed to the top and 
bottom at each end 
of the cylinder. 

Steam passages con- 
nect the valve seat 
and the cylinder. 

The Lentz pop- 
pet-valve gear is 
shown in Fig. 292, 

and the admission 293, — Admission Valve Gear of Lentz Engine, 

valve gear in more 

detail in Fig. 293. The valve stem extends from tlie valve through a 
bearing that serves as a stuffing box. In order to prevent loss of steam. 
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the valve stem has grooves cut around its circumference where it slides 
in the bearing. 

A spring which closes the valve presses on the upper end of the valve 
stem and bears against an oscillating cam. The cam is moved by an 
eccentric located on a lay shaft, which runs the length of the engine and is 
driven by bevel gears from the main shaft.* Each valve has a separate 
eccentric. The exhaust-valve eccentrics are fixed on the lay shaft to open 



Fig. 294. — Governor of lientz Poppet Valve Engine 


and close the exhaust valves at the proper time. The steam -valve ec- 
centrics are slotted, and are under the control of the governor, which regu- 
lates the speed by changing the point of cut-off. 

The small centrifugal governor. Fig. 294, is mounted on a sleeve which 
rotates on the lay shaft. The governor sleeve carries a pin, connected to 
the eccentric in such a way that it moves the eccentric on a block, which is 
fixed on the governor shaft, thus changing the eccentricity, and conse- 
quently the length of time the valve remains open. 

A poppet-valve engine made by the Nordberg Engine Co. differs from 
that previously described, in that the cylinder proper is a straight barrel 
without valve passages. The valves, together with the steam and exhaust 
passages, are located in the cylinder heads, which arc bolted to each end 
of the barrel. The valves are positively opened and closed, without the 
aid of a spring, by a cam which acts on a roll plate pivoted to the bonnet 
and attached to the valve stem. The operation of this engine is similar 
to that of the Lentz engine. 

378. Unafiow Engine.f — In the engines previously described, steam 
enters the cylinder at each end, and is exhausted at the same end at which 
it enters. The walls of the cylinder and cylinder head are thus cooled by 
the exhaust steam, and when live steam is again admitted to the cylinder 

* In the latest tjrpe of this engine, the lay shaft is omitted, the admission valves are 
operated by an eccentric controlled by a shaft governor, and the exhaust valves by a 
fixed eccentric. 

t This type of engine is also called unijlow. 
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and some of it is 3 ^ 80 ^^*^*** "^'*^** surfaces of the cylinder, 

den'iST; - 

cylinder at the ends and, after cut-off and 



Fkj. 295. — Unaflow Kngirio C ylindor. 


exhausted throuKti ,,orts arranged aroun.l the center of the cylinder and 
uncovered by the piston near the end of the stroke. The steain thus flows 
m one direction through the cylinder, and the cylinder walls and heads are 
not cooled by the cxliaiist steam. 

The cylinder of the unaflow engine. Fig. 295, is made slightly different 
from the cylinder already considered, in order to accommodL the valves, 

to nr!'*’ ‘’f ® “ce made with a passage for live steam 

to prevent radiation loss from the cylinder head. There are two steam pop- 

^ valves, operated as for the poppet-valve engine shown in Fig. 291. 

le exhaust valves are omitted, and their function is performed by the 
piston, which IS made long for that purpase. The exhaust ports have a 
large area which permits the steam to escape rapidly, as the e.xhaust is 
only open for a short, time. The exhaust passage is formed by a ring cast 
around the cylinder and connected to the exhaust pipe at the bottom. 
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The hhiropoan unaflow engine is generally operated condensing; that 
is, the exhaust, pressure is Ik'Iow t he pnvssure of t lu^ atmosphere. ( Compres- 
sion, beginning as soon as tlu^ [)iston covers the exhaust ports on its return 
stroke, tak('S place during 90 per cent of the stroke. When the engine is 
operating condensing, the final pressure will reach the initial steam-pipe 
pressure, but, when it is operated non-condensing, will rise above steam- 
pipe pressure with ordinary clearances. To pr’event this rise in pressure 
when operating non-condensing, the following methods are emidoyed: 

1. Increasing the clearance by using clearance' pot;kets in cylinder heads, 
controlled by hand-operated relied valves as illustrated in Fig. 295, or 
by concaving the enels of the piston. 

2. Using automatic relied valves. 

3. Using exhaust ports in the piston. 

4. Using auxiliary exhaust ports to delay compression. 

The additional clearance necessary varies with the steam pressure and 
for low steam pressures may be as high as 20 pe'r e^ent. 

The Skimu'r unaflow engine shown in Fig. 296 is a high spewed engine 
which runs at speeds ranging from 250 to 275 r.p.m. When operating 



Fig. 29G. — Skinner Unaflow Engine-Valve Gear Side. 


condensing, an excessive pressure during compression is preventea by using 
auxiliary exhaust ports, located near each end of the bore of the cylinder, 
as shown in Fig. 297, where the piston and double-beat poppet valves are 
in such a position that exhaust is taking place at the crank end and admis- 
sion at the head end. 

The steam valve gear consists of two lifter bellcranks operated by a 
rocker arm located in a case containing oil and moved by a rocker and reach 
rod connection to the inertia type governor. One end of each lifter bell- 
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crank supports a hardened steel roller, which at all times bears against the 
cam on the rocker bar, and the other end makes contact with a se(. s<uew 



Img. 297. “ Cylinder of Skinner Unaflow p]ngine. 


at the upper part of the valve stem for all positions before that of cut-off, 
after which there is a small clearance in order to permit the valve to close 
tightly. Tho inlet valves are thus 
opened by t he cams on t he rocker bar 
and are closed by a spring local (h 1 in the 
valve bonnet and surrounding tho valve 
st(‘ni, which is grooved and made a close 
fit in the sleeve, in whi(di it slides, in 
order to prevent leakage of steam at, 
this point. The position of the rocker 
is controlled by the governor, which 
(changes the amount of movement and 
position of the cams, thereby changing 
the point of cut-off to meet the load 
requirements. 

The auxiliary exhaust valves are de- 
signed to open and close under no 
difference in pressure, and are operated 
by a cam driven by a fixed eccentric lo- 
cated on the opposite side of the engine 
from the steam valve gear. These 

valves arc of the poppet type and are Auxiliary Exhaust Valve 

so arranged that the engine may be of Skinner Unafiow Engine. 
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operated either condensing or noii’-condensing, without loss of efEciency, 
by moans of an aufomatic (lisoiiftaKin#? dovico. 

VVlion opomtinj? condonsinfr, Mic auxiliary exhaust valves are not used; 
when operating non-eondensing, th(i auxiliary exhaust valves are auto 
matically opened by the device shown in I'ig. 21)8. An idler is located 

on a shaft which is free to 




move axially under tlie action 
of a spring located in a pocket 
connected to the exhaust pipe. 
A shear cam, operated by the 
engine valve gear, through a 
connection to the shear cam 
shaft, raises the exhaust valves 
when in the position shown. 
The spring around the valve 


Fio. 299. — Indicator Diagram from Skinner stem has just enough tension 


Unuflow Engine. to insure quick closing at high 

speeds. 

Under vacuum, the tension in the spring on the idler shaft is overcome, 
the idler is moved out of register with tiie cam driven by the valve gear,' 
and the exhaust valve remains closed. Should the vacuum be lost, the 



•a. OAA funnaoe Gaa 

Jug. 300. — Buckeye Locomobile — Sectional View. 


spring moves the idler between the valve stem and cam, the auxiliary 
exhaust begins to function, and the engine automatically operates non- 
condensing. A typical indicator diagram is shown in Fig. 299. 

The unaflow engine manufactured by the Nordberg Mfg. Co. uses a 
long-range high-speed Corliss valve gear for the admission valves, and 
additional clearance is olitained by using clearance pockets. 
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379. LocomobUe Engine. -The locomobile. Fig. 300, which i. con- 
structed in sizes up to 800 horsepower, is essentially a complete, efficient 
powei plant. The engine is compound, that is, has two cylindeis, the 
steam passing from one into the other and ,KM-fonning work in both, and 
IS mounted upon the shell of an iuteriially-fired boiler. The cylinders of 
the engine are located in the smoke box. Steam passes from the boiler. 



Fig. 301. — Indicator Diagrams from Buckeye Locomobile. 


tlirough the superheater, and into the high-pressure cylinder. From the 
high-pressure cylinder the steam i)asses tlirough a reheater, directly to the 
low-pressure cylinder, thence to the condenser. The feed and condenser 
pumps are run by the main engine. Gases from the furnace pass l)ack 
around the superheater and receiver, and then rise around the cylinders 
to the smoke connections at tiie top. The stuffing boxes for the piston 
and valves are of special construction to withstand the high temperatures 
to which they are exposed. 

The governor is a centrifugal inertia governor. Art. 349, page 334, and 
controls the steam piston valves on the high-pressure cylinder only. 
Typical diagrams from tlu’ locoiiiobih' engine are shown in Fig. 301. 
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REVIEW QUESTIONS 

1. What advantage is obtained by using four valves in place of one, to control the 
distribution of steam? 

2. Name the various types of Corliss valve gears. 

3 . Fkplain the method of operation of the .standard Corliss valve gear, 

4 . To about what proportion of the stroke is the cutrofif limited on a single eccentric 
Corliss engine? 
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6. Mention two methods used to increase the proportion of the stroke at which 
cut-off can occur on a single eccentric Corliss engine. 

6. Explain how the Corliss long-range valve gear differs from the standard Corliss 
valve gear. 

7. What is meant by a poppet-valve gear? 

8. Describe the Lentz poppet-valve gear. 

9. What is the advantage of a unaflow engine over a double-flow engine? 

10. Describe the method emjfloved to change the operation of the Skinner unaflow 
engine from (jondensing to non-condensing. 



CHAPTER XIX 

•STEAM ENGINE INDICATOR AND ITS APPLICATIONS 
STEAM ENGINE EFFICIENCIES AND LOSSES 

380. Foreword. — A steam engine indicator is an instrument which 
records graphically the variation in the pressure of the steam, occurring in 
the cylinder of an engine during the stroke of the piston. This graphi(;al 
record, when made for one revolution of the engine, is a (closed curve, (tailed 
an. indicator diagram. It is formed by (1) a horizontal movement of the 
paper in exact correspondence with the movement, of the piston, and (2) 
a vertical movement of the pencil in exacd. ratio to the pressure exerted in 
the cylinder of the engine. I' he length of the diagrayn, therefore^ repreaentH 
the length of the stroke to a reduced sc<de, and its height at any point represents 
the pressure on the piston at the corresponding point in the stroke. The indi- 
cator diagram may be used for the following purposes: 

1 . To furnish data for calculating the power developed by an engine. 

2. To supply information regarding the accuracy of the setting of the 
valves. 

3. To estimate the theoretical amount of steam used by the engine. 

381. Description of the Steam Indicator. — There are many makes of 
indicators which differ mainly in details of construction, the essential 
oi)erating parts being nearly the same in all. Two typical makes will be 
d('scribed, to give* information covering the most common tyjX3S. Steam 
engine indicators may be classified as: 

1. Inside spring. 

2. Outside spring. 

3. Continuous. 

The essential parts of the steam indicator are as follows: 

1. A piston arranged to move in a cylinder and upon which the steam 
pr(?ssurc acts. 

2. A pencil motion, made of a number of small links, arranged to move 
the outer end of a pencil arm in a direction parallel to the piston, and to 
amplify its movements. 

3. A piston rod connecting the piston and the pencil motion. 

4. A spring, interposed bet ween the piston and pencil motion, to measure 
the pressure in pounds per square inch. 

5. A drum, which, can be rotated about its vertical axis and which carries 
the paper upon which the graphical record is made. 

379 
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The indicator is ordinarily attached to a short length of pipe leading into 
the clearance space of the cylinder. Steam from the cylinder enters below 
the piston, compresses the spring and moves the pencil arm, which stands 
at a height proportional to the steam pressure in th(' engine cylinder. The 
drum, upon which the indicator card* is held, is rotated by a suitable con- 



Fig. 302. — Sectional View of Crosby Inside Spring Steam Indicator. 

nection to the crosshead. As the rotation occurs, the pencil is pressed 
against the indicator card and a line is drawn, wliicdi is produced by a (com- 
bination of these two movements and which forms the diagram. 

382. Crosby Inside Spring Indicator. — A sectional view of this instru- 
ment is shown in Fig. 302. The cylinder in which the piston slides is made 
of an alloy suited to the varying temperatures to which it is subjected. It 
is held between an upper and a lower casting, from which it is separated by 
a space, forming a steam jacket f(3r the cylinder. The upper casting carries 
an arm, to the outer end of which the drum is attached, and its lower end 
is threaded inside to screw on the top part of the bottom casting. A 

* The term card is here used to denote the paper upon which the diagram is drawn. 
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series of vent holes in this casting serve to maintain atmospheric pressure 
above the piston. A cap scnnvs into the upper part of this casting and 
liolds the sleeve carrying the pencil motion in place; in the center of the 
cap is a hole fitted with a hardened-steel bushing which guides the upper (md 
of the piston rod. The lower casting carriers a tapered sleeve and nut, at 
ite .lower end, by which the indicator is att.ach(jd to the indicator cock. 

The piston has an area of I square inch, and is a hardened cylindrical 
tool-steel shell having a transverse web near its center, with a hub proje(;t ing 
above and below the web. The part of the hub above the web is thrc'adt'd 
inside to receive the lower end of tlu; hollow steel 
piston rod, and has a longitudinal slot into which fits 
a cross-wire on the lower end of the spring. The part 
of the hub below the web is threaded for a hexagonal- 
headtid screw, having a concave bearing in its upper 
end. The lower end of the piston rod is thread(^d to 
screw into the hub of tlie i)iston, and above the threaded 
])art is a shoulder having a (circular channel, on its 
under side, which fits ov(;r a machined portion of the 
hub and previuits it from spreading. The upper end 
of the piston rod is thrc'aded inside and screws on a 
thn^aded rod attached to the pencil motion. This 
permits changing th(^ position of the pem^il point by 
turning the i)iston I'od with the attached spring. The 
fundamental principle of the pencil motion is that of 
a pantograph paraUel motion. 

The spring. Fig. 303, is made of a single piece of (.^tor. 
s[)ring-stcel win' wound from the middle; into a double 
coil, and fastened to a metal head threaded inside to screw on the 
inner threaded portion of the cap. The; lower end of the s[)nng has 
a cross-wire, midway on which is staked a small bead. When in position 
this bead is held between the lower end of the piston rod and the upper 
end of the piston screw. By this connection a ball and socket joint is 
formed, which prevents binding of the piston. 

Indicator springs are made of various sizes of wire, to git e a satisfactoiy 
height of diagram when used with different, steam pressures. A number, 
known as the scale of the spring, is stamped on one of the flanges of the 
spring. TJm number repremits the presmTC in pounds per square inch which 
would compress or elongate the spring sufficiently to move the pencil point one 
inch. The most- common scales of si)rings used in steam indicators are: 
4, 8, 12, 16, 20, 30, 40, 60, 60, 80, 100, 120, 150, and 180. 

The scale of the spring should be such that the diagram will be about 
If inches high. 

The drum is a hollow, thin metal cylinder, closed at one end. Its open 
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end fits tightly over a hub which turns on a bearing formed by the drum 
spindle. The lower end of the spindle is screwed into the supporting arm, 
with its upper end projecting through a hole in the top of the drum. A 
guide pulley bracket, held in place by a knurled lock-nut, fits over the 
screw part of the spindle below the supporting arm. The drum is rotated 
against the action of the drum spring by a cord wound around the hub of 
the drum. By changing the posit ion of a small screw in th() hub, the instru- 
ment can be prepared for use on either right- or left-hand engines. 

The drum spring is helical wit h its lower end attached to the hub, and the 
upper end to a cap with a square hole which fits over a squared shoulder on 
the drum s[)indle. The tension of the drum spiing can be changed, as 
required for the speed, by lifting the cap and turning in the proper direction. 
The higher the st)eed the greater the tension required. 

A small handle, adjustable by a screw against a stop, is attached to the 
sleeve carrying the pencil motion, and th(i pressure of the pencil against 
the paper on the drum can thus be regulated. It should be sufficient to 
give a clear line with minimum friction on the paper. 

Method of attaching spring. — To place a spring in the instrument tlu^ 
cap is unscrewed, and the pencil motion, sleeve, piston, and piston rod an^ 
lifted from the cylinder. The piston rod is unscrewed from the piston and 
pencil motion, and the piston-screw backed part way out. The piston 
rod is inserted into a hollow wrench provi(l(‘d for this purpose, and the rod 
and wrench inserted into the spring, until tlui head on the cross-wire rests 
on the concave end of the rod. The piston is th(*n screwed on the rod as 
far as it will go, or until the upper end of the hub is brought against the bot- 
tom of the channel. The piston-screw is tightened and the piston rod 
screwed on the threaded part of the swivel head of the pencil motion, until 
the head of the spring is firmly fastened to the cap. The cap is then re- 
leased and the turning continued until the top of the piston rod is flush with 
the shoulder at the swivel head. In this position the atmospheric line should 
be at the proper height. If it is desired to change its position, the piston and 
cap are turned clockwise to lower, and counter clockwise to raise the atmospheric 
line. One turn changes the position of the pencil point J inch. The piston 
and its connecting parts arc now placed in the cylinder, and the cap 
screwed down. The cap should always be examined before steam is turned 
on, to make sure it is i)roperly screwed in position. 

383. Thompson Inside-spring Indicator. — This instrument. Fig. 304, 
differs somewhat from the Crosby indicator, and is of more rugged con- 
struction throughout. The pencil motion is a Watt parallel motion, and 
the drum spring is a fiat spiral, the tension of which is controlled by an 
adjusting disk and a lock-nut wit h a left-hand thread. The indicator spring 
is made of a single helical coil of wire fastened at each end to inside- 
threaded ferrules ; one end of the spring screws on the piston and the other 
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on the cap. The piston rod is made of several parts, Fig. 305; its lower 
part is solid and is screwed firmly into the hub of the piston, which is made 




Fi(i. 304. — Outside and Sectional Views of Thompson Inside Spring Steam Indicator. 


of brass and grooved to minimize leakage of steam. The upper part is 
made hollow and is threaded to screw over the threaded upper portion of 



Fio. 305. — Indicator Piston and Spring for Thompson 
Indicator. 


the lower part. It. slides in a hole in the cap, and acts as a crosshead to 
guide the piston. A small rod is attached at its upper end to the pencil 
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motion by an adjustable yoke, and at its lower end is shaped to fit between 
the upper and lower parts of the piston rod to form a flexible joint. The 
atmospheric line is adjusted by changing the position of the yoke on its rod. 

The spring is easily 
placed in this instru- 
ment by unscrewing the 
cap and lifting the at- 
tached parts from the 
cylinder. After the 
small pin, with knurl- 
ed end, which fastens 
the yoke to the pencil 
arm, has been un- 
screwed, the spring 
may be screwed firmly 
to the piston and then 
to the cap. The yoke 
is again attached to 
the pencil arm by the 
pin, and after the cap 
has been screwed in 
position, the operation 
is complete. 

This instrument is 
made for cither right- 
or left-hand engines. 
384. Outside - spring 
Fig. 306. — Crosby Outside Spring Indicator for Taking Indicator. The new 
Continuous Diagrams. Oosby outside-spring 

indicator. Fig. 306, is 

illustrative of this type of instrument. The spring is outside the 
cylinder and is always at room temperature. The piston is made nar- 
row and is, in form, the central portion of a sphere. It has an area 
of one square inch and the indicator springs are consetpiently made of 
larger-sized wire than those for inside spring indicators. The spring is 
easily attached to an extension of the piston rod which extends above the 
spring supporting frame, by unscrewing the adjusting screw and lock- 
washer and screwing the threaded portion of the spring to the spring sup- 
port, with the bead on the cross-wire in the slotted upper end of piston rod 
extension. With this done, the small nut at the top is screwed against the 
bead and locked. The atmospheric line is changed by changing the position 
of the lock-washer, against which the lower end of the spring rests when in 
position. 
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386. Continuous-diagram Indicator. — To obtain continuous records 
over an extended period of time, an indicator must be used that will permit 
the taking of diagrams in rapid succession. Fig. 306 shows such a device 
attached to the drum of a (h-osby indicator. A roll of paper 12 feet long 
and 2 inches wide is located on a spindle within an opening in the shell 
of the drum. The paper passes from this roll around the drum and inward 



54% X 60 Direct Running Porter-Alien Horizontal Single Condensing Engine. 80 Lb. Spring 

Fig. 307. — Continuous Indicator Diagram. 

to a central cylinder, concentric with the shell of the drum, to which it is 
attached. Upon the top of the drum is a ratchet wheel which automatically 
unwinds a small length of paper from the roll and winds it on the inner 
cylind(‘r, thus giving a series of diagrams which overlap each other slightly, 
as shown in Fig. 307. A knurled head, loosely at4 ached to the drum spindle 
at the top, can l)(^ adjustc'd to move the paper around the drum by different 
amounts as desired, thus providing a method of controlling the distance 
b(d wecn diagrams. 

386. Indicator Piping and Cocks. — The indicator is connected to the 
cylinder l)y an indicator cock. Fig. 3()8a, and short ^-inch pipe. The 
piping connections .should he as .short and direct as possihky with few bends^ 
to reduce condensation and lo.ss of pressure to a minimum. The straightway 
indicator cock consists of a casting threaded at both ends and having a 



circular passage from (*nd to end. At right angles to this passage is a 
conical plug having a wooden handle The upper end of the passage in 
the casting is tapered to form a tight joint with the tapered portion of the 
indicator coupling. With the handh' of the plug parallel to the pipe, a 
straigh t passage is made to the cylinder. When the handle is at right angles 
to the pipe, the passage to the engine is closed, and the indicator is connected 
to the atmosphere by a small hole at the side of the casting. 

A three-way cock, Fig. 308/;, is sometimes used with a single indicator 
for both ends of the cylinder; it is better, however, to have a separate 
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indicator for each end of the cylinder. With the handle of the three-way 
cock vertical and toward the indicator, the passage between the indicator 
and cylinder is closed. When swung to the right, the left connection to 
the C 3 dinder is open. In general, the opening is to the end opposite that 
toward which the handle is swung in opening. 

387. Reducing Motions. — A redmimj motion is used to reproduce the 
motion of the cresshead on a smaller scale. The drum of the indicator is 

attached to the reducing 
motion by a cord, which 
should be as short as pos- 
sible, and thus it is made 
to move with the cross- 
head. The number of 
inches of the travel of the 
piston represented by one 
inch in Icmjth on the dia- 
gram is called the ratio of 
reduction. To be satis- 
factory, the reducing mo- 
tion should be propor- 
tioned to give a length of 
diagram ranging from 2^ 
to 4 inches. The reduc- 
ing motion should be ac- 
curate, all its joints should 
be free of loosimess, and 
its parts should be light 
and rigitl. 

The pantograph reducing motion, Fig. 309, is well suitc'd for slow moving 
engines. The indicator cord must lx* attached to the device at a point 
lying on the broken line ac, connecting the fixed point and the crosshead 
connection. The ratio of reduction is then nf divided by nf. The four-bar 
linkage, /n6{/, should be an exact paralkilogram, and the chord to the drum 
should be parallel to the center line of the engine when leaving the linkage, 
or the reduction will not be in the above ratio. 

The reducing wheel, Fig. 310, is portable and easily manipulated. The 
indicator is attached directly to the wheel casting, which in turn is attached 
to the indicator cock The cord from the indicator passes around a small 
pulley, driven from the crosshead by a string wound around the larger, or 
driving, pulley. The movement of the driving pulley is (iomrnunicated to 
the drum-cord pulley through a set of spur gears. The ratio of reduction is 
the number of teeth in the driven gear divided by the number of teeth in the driving 
gear multiplied by the diameter of the driving pulley divided by the diameter of 
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, ,, , . . I V( ^(aih. A .spring located in the .spring 

ca.sc keeps the driving (^ord taut. * ^ 

388. Accuracy of Indicator Diagrams. - It is possible to ol.tain accurate 
diagrams only when the indicator satisfies the following conditions- 

.1. Equal changes in preasure should he accompanied by equal move- 
ments of the pencil point. This requires an accurate pencil motion and 
spring. 

2. Equal distances on the diagram should correspond to equal distances 
traveled by the piston. This rapiiH's a true cylindrical drum turning on ■ 
it,s true geometric axis, a 

cord that does not strideh, j» 

and an accurate rediu^lng S 

motion. 

389. Method of Taking — — - 

Diagrams. —A satisfactory ■ 

method of taking indicator .H I ;1 ^ 

diagrams is as follows: I -ir^l v -nr-UYrt 

1. The indicator cocks are iB I | ^ 

opened and the steam is ^ t- ^ 

permitted to blow out any \ C”. , 

dirt, after which the indi- ' 

cator is attached and the " js) ' v ^ 

length of the indicator cord • ^ ^ \ \ 

adjusted to prev(*iit the m- S ' v' — ^ \ / I 

dicator drum striking the _ ** w F f a / ' 

drum stop-pin at either end | 

of the stroke. The indica- 
tor cord should always leave 

the reducing motion parallel Reducing Wheel, 

to the center luu' of the en- 
gine cylinder, and the hook on the cord should bo so attached that it will 
not slip and yet will lie easily loosened. 

2. The tension of tlu' drum is adjust (‘d for the speed and the paper placed 
on the drum by folding one (‘iid over about j-inch, and hooking this l)end 
over the longer of the paper clips; th(' paper is then looped around the drum 
and under the shorter clip, and with the forefinger and thumb the card is 


Jhd/caibr^' [ 


. 7 / 




Fkj. 310. — Crosby Reducing Wheel. 


pulled down on the drum, at the .same time it is kept tight against the drum 
by pulling outward on the ends Iield between the thumb and finger. The 
paper may have a pri'pared or a plain sui’face. The prepared paper 
requires a brass stylus, which will make a black line on the zinc oxide coat- 
ing of the paper, while the plain paper requires only the lead of a pencil. 
The coated side of the prepared paper should be outward. 
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3. The pencil is adjusted against the paper to give a fine clear outline 
without undue friction on the paper. 

4. The indicator cord is attached to reducing motion and the indi(;ator 
cock partially opened to permit steam to blow through the cock into 
the atmosphere, thus removing water from the pipe connections to the 
indicator. 

5. The indicator cock is next opened wide and the pencil point is pressed 
against the paper. If the pencil is held against the drum for too long a 
time, several diagrams will be obtained, in case the load is varying. 

6. The indicator cock is now closed and the pencil pressed against the 
paper, to draw the atmospheric line. 

390. Indicated Horsepower, i.hp. — The indicated horsepower is the 
power developed in the steam cylinder y as determined from the indicator 
diagram. 

Horsepower, as previously defined, equals the product of a force in 
pounds multiplied by the velocity in feet per minute at which the force is 
moving, divided by 33,000 or, as given in Art. 54, page 08, 

Horsepower = (80) 


The force acting on the piston of a steam engine changes from point to 
point. Its mean value in pounds per square inch is obtained from the indi- 
cator diagram, by dividing the area of the diagram by its length and multiplying 
by the scale of the indicator spring. This pressure is called the mean effec- 
tive pressure, or m.e.p. The total force equals the mean effective pressure, 
Py in pounds per square inch multiplied by the net area of the piston. A, 
in square inches, against which the pressure acts. It should be noted that 
the area of the crank end of the piston is less than that of the head end by the 
area of the piston rod. 

The velocity of the piston in feet per minute equals the length of the 
stroke in feet, L, multiplied by the number of working strokes per minute, N. 
Substituting these values of force and velocity in Equation (80), there results 


Indicated horsepower, i.hp. 


PLAN 

33,000 


(81) 


For a double-acting engine, the total power equals the sum of t he indi- 
cated horsepower for each end, or 


Tnfoi ; nr. - 4. 

Total I.hp. . 


(82) 


in which P* and Ah refer to the head end and Pc and Ac to the crank end. 
In these equations for indicated horsepower, gg is constant for a given 
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engine and is known as the engine constant. When making a large number 
of calculations, the engine constant should be computed for each end of the 
cylinder. The indicated horsepower is then found by multiplying the 
engine constant by the mean effective pressure and th(j number of revolu- 
tions per minute. 

It should be noted that the actual mean effective pressure is not the 
average pressure acting on one side of the piston. It is the average pres- 
sure acting on one side of the piston less t.hat acting on the opposite side. 


Example 37. — The followiiij? data were taken from a 12 in. by 24 in. Allis-Chaliners 
Corliss engine running at 102.9 r.p.im: diameter of piston rod 2-ig in,; scale of indicator 
spring, 80 lb.; area of head-end diagram, 2.04 sq. in.; area crank-end diagram, 1,85 
sq. in.; length of each diagram, 3.76 in. 

Find: (a) Engine constant for each end, (b) total indicated horsepower. 


Solution. — (a) Head-end constant . . . 

Crank-end constant 
, (b) Head-end i.hp 


Mean effective pressure 


Jd’Ah 

' 33,0(M) 

J£Al 

33,000 ■ 


24 X 113.10 


= 0.00685 


12 X 33,0(K) 

24 X (113.10 - 3.76) 


12 X 33,000 
= Head-end constant X N X P 
= 0.00685 X 102.9 X 43.40 = 30.5 
- ftrea of diagram X scale of spring 
length of diagram 
2.04 X 80 


=0.00664 


3.76 


- = 43.40 


Crank-end i.hp = 0.00664 X 102.9 X 39.40 = 26.8 

I or: 

Crank-end m.e.p = X 80= 39.40 

^ 3.7() 

Total i.hp. - 30.5 + 26.8 = 57.3. 


391. Method of Finding the Area of an Indicator Diagram with a 
Planimeter. — The area of an indicator diagram is found by means of a 



Fig. 311. — Fixed Arm Polar Planimeter. 


planimeter, Fig. 311 , which is an instrument used to obtain the areas of 
irregular figures. It has a guiding arm joined to a tracing arm by a hinged 
joint. The guiding arm has a point used as a pivot and held in a fixeil 
position by a small weight. The tracing arm carries a tracing point, 
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which is moved over the outline of the figure to be measured. Fixed to 
the tracing arm is a small calibrated wheel, which revolves as the arm is 
moved. This wheel is divided into ten ecjual parts, each part representing 
one scjuare inch. A complete revolution of the measuring wheel measures 
an area of 10 square inches. The area of the figure ecpials the difference in 
the readings on the recording wheel and vernier taken at the beginning 
and end of tra(*ing around the figure. 

The vernier, Fig. 312, is an auxiliary scale placed alongside the main 
scale to make it possible to secure an accurate reading of the hundredths 
place, which otherwise could only be estimated. The vernier scale is 
generally equal to the length of nine divisions on the main scale, and is 
divided into ten equal parts. 

Each vernier scale division is 
therefore one-tenth of a scale 
sub-division shorter than a sub- 
division of the main scale. To 
read, locate the scale mark be- 
fore the index, and then look 
forward until a line of the ver- 
nier coincides with a line on the 
scale. Record the vernier read- 
ing as the last digit. The Fk}. ;U2. — Rolling Wheel Showing Vernier, 
reading shown is 3.43. 

The planirneter shown in Fig. 311 has a fixed tracing arm. Planimeters 
often have adjustable tracing arms which must be set to the proper scale 
before using. The area, as given by the planinieter, of a figure drawn to 
scale, must be corrected for the scale to which the figure is drawn, to obtain 
the actual area. 

The indicator card, on which the diagram to be measured is drawn, 
should be fastened, by thumb tacks, to a piece of paper having a smooth 
unglazed surface for the wheel to roll upon; and the fixed point on the 
guiding arm should then be located so that th(i wheel will not come in 
contact with the edge of the card. The best location for the fixed point 
is above the card and with the arms making approximately 90 degrees 
with each other when the tracing point is midway between its extreme 
right and left positions on the figure. 

A clean-cut mark, R, Fig. 31 1, is first made on the diagram. The tracing- 
point is placed on this mark and the reading on the wheel and vernier taken. 
The tracing point is then moved clockwise over the outliiu^ of the diagram 
to the starting point and a second reading taken. The difference in these 
two readings is the area in square inches. Care should he taken to start and 
stop at the same point 

The length of the indicator diagram is obtained by drawing fine lines 
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perpendicular ( o ihe atmospheric line from ( he extreme ends of the indicator 
diagram, and moasuring the length l>et,w(‘en these lines on the atinospherie 
hue. The area, as found above, divid(‘d by the length and multiplied by 
the scale of spring equals the mean ejfedive pressure. 

When a planimeter is not available, the mean effective pressure may be 
foupd by dividing the diagram into 10 equal parts, and then measuring the 
height of lines drawn at the center of each area enclosed by the diagram. 
The sum of these heights^ if all points on the expansion curve are above the 
hack pressure line, divided by 10 and multiplied by the scale of spring will be 
the mean effective pressure If there are points on the expansion line be- 
low the back pressure line, the corresponding heights must be subtracted 
instead of added. 

392. Brake Horsepower. — The brake horsepower is the power delivered 
by the crank shaft of the engine, as determined by a brake mounted on the fly- 
wheel or brake drum. The power is absorbed by the brake as friction and 
appears as heat. 

A typical Prony brake, shown in Fig. 313, consists of an arm, one end of 
which bears on a standard that rests on a scale. The opposite end is shaped 



to fit on the flywheel or brake drum, and supports an adjustable band, 
which passes around the pulley. The amount of friction, and consequently 
t he load on the engine, is controlled by tightening or loosening the band. 

The power absorbed by a brake is obtained by using the fundamental 
equation 

jj force X velocity per minuXe 

Horsepower = 3 ^ 0 ^ - 

Let r = radius of the brake drum measured in feet. 

N = revolutions of engine shaft per minute. 

F - resistance at circumference of wheel of radius r, lb. 
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R = gross load on scale, lb. 

w = tare weight on scale, lb. 

W = net load on scale, lb. = /2 — w. 

a - length of brake arm in ft. = horizontal distance between center 
of brake-drum shaft and the point of support at scale. 

The work absorbed in friction ecpials the force times the distance. 
Expressed as an equation. 

Work of friction - F X 2TryN (83) 

The force, F, is not known. The equivalent load, W, acting at the end 
of the brake arm of length a, may be used instead, since by the principle of 
moments Fr = Wa. 

Placing these values in the fundamental horsepower equation, there results 
Brake horsepower ^ h.hp, = .... (84) 

The brake tare is the effective weight of the brake arm resting on the 
scale with the brake band loose. Its value is obtained by revolving the 
flywheel first forward and then backward, reading the load on the scale in 
each case. The speed in each direction should be the same. The weight 
on the scale when running forward is the weight of the arm acting on the 
scale plus friction; and when running backward, the weight of arm acting on 
the scale minus friction. Adding these weights eliminates the friction fac- 
tor and gives twice the tare weight. For example; the weight when run- 
ning forward is 38 pounds and backward 34 pounds; the tare weight then 
equals 38 plus 34 divided by 2, or 36 pounds. The net scale load is found 
by subtracting the tare weight from the gross scale reading. 

Example 38. — An 8 in. by 12 in. steam engine is fitted with a Prony brake having 
an arm 54 inches long. During a test, the gross weight on the scale wa.s 120 lb., the tare 
weight was 20 lb., and the revolutions per minute 221. Find the brake horsepower. 

Solution. — Using Equation (84) 

2 iraWN _ 2 X 3.14 X 4.5 X 100 X 221 
- 33,000 33,000 “ 

fl = ^ = 4.5 ft.; TP = 120 - 20 = 1001b.; N = 221 

Friction horsepower. — The friction horsepower represents the power 
lost in friction and is found by subtracting the brake horsepower from the 
indicated horsepower. 

393. Mechanical Efficiency. — This efficiency is the ratio of the power 
output of the engine, as measured by the brake, to the power developed by 
the steam in the cylinder of the engine, as obtained from the indicator 
diagrams. Expressed as an equation, 

Mechanical efficiency = (85) 



Line of Zero Volume 


WEIGHT OF STEAM USED 393 

Example 39. — UsinR the data from Example 38, in which the indicated horse- 
power was 21.7, find the mechanical cflScency of the engine. 

Mechanical efficiency = = 0.87 or 87 \)er cent. 

394. Weight of Steam used, as Shown by the Indicator Diagram. — 

When the diagram is used to calculate the theoretical amount- of steam 
used, the results obtained arc only approximate, since water may be mix(Hl 



Fia. 314. — Indicator Diagram marked for Calculation of Diagram Water Rate. 


with the steam at entrance, the steam condenses during admission, and 
steam leaks past the valves. This calculation is, however, customarily 
included in the calculated results of an engine test, and the method of mak- 
ing it should be understood, or incorrect conclusions may be drawn there- 
from. 

Reference is made to the indicator diagram shown in Fig. 314. Lines 
representing zero volume and zero pressure arc drawn upon the indicator 
card and are laid off to the proper scale. The zero-volume line is located 
by multiplying the length L of the diagram l)y the pei’ cent clearance and 
laying it off as indicated, and the zero-pressure line is located by measuring 
to the proper scale, below the atmospheric line, a distance corresponding to 
the pressure of the atmosphere. At t he point of cut-off or at release, there 
is a certain weight of steam represented by the volume of the cylinder up to 
that point, including the clearance volume. At the point of compression 
there is a weight of steam represented by t he volume enclosed between the 
piston and cylinder head. This weight is known as cushion steam, and 
its amount is found by multiplying the volume of the cylinder at the 
point of compression by the density of the steam corresponding to the 
absolute pressure at that point. The difference between the weight of 
steam at cut-off or release and at compression is the cylinder feed. It 
represents the weight of steam supplied per stroke. 
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To compute the cylinder feed as found from the diagram, it is necessary 
to choose the points of compression and release. The point of release is 
us(xl instead of the point of cut-off since at tliat point the amount of re- 
evaporation, on expansion, is included in the volume, and the net result is 
nearer to the actual steam used than it would be if the volume and 
weight were taken at cut-off. 

Let L = length of stroke, ft. 

Li = length of the cylinder up to the point r)f release, including the 
distance represented by the clearance volume, ft. 

1/2 = length of the cylinder up to the point of compression, including 
the distance represented by the clearance volume, ft. 

N = revolutions per minute. 

A = net area of piston, sq. in. 

The volume of steam present at release = LiA — 144: and at com- 
pression = L 2 A -r- 144. The weight of the steam at release equals the 
volume present at release multiplied by the density of the steam, IFi, at 

the absolute pressure at release = • 

144 

Similarly, the weight of steam at compression = • The net weight 

of steam supplied per revolution = - LiWa). 

The weight of steam for N revolutions per minute = 'y— {LiWj — L 2 W 2 ). 

The weight of steam used per indicated horsepower per hour is, therefore, 

60 AN {LiWi - UW 2 ) 

144 13,750/(11^1 - L,Wi)\ 

PLAN p-[ L ) • • 

33,000 

The values corresponding to L, Li and L 2 may be taken from the indicator 
diagram, since lengths on the diagram are proportional to the length of 
stroke. 

Example 40. — The following data were taken from a 12 in. by 24 in. Corliss engine 
running at 102.9 r.p.m.; clearance of head-end, 7.89 per cent; clearance of crank-end 
7.40 per cent. 

Head-end diagram data: Li = 4.03 in., La = 0.38 in.. Pi = 22.4 lb. per sq. in. abs.. 
Pa = 28 lb. per sq. in. abs., L = 3.87 in., Wi = 0.055 lb. per cu. ft., W 2 = 0.068 lb. per 
cu. ft., m.e.p. = 42.8 lb. per sq. in. Find the theoretical weight of steam per indicated 
horsepower per hour, from the diagram. 

Solution* — Substituting in Equation (86) 
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Wei^t of steam per i.hp. per hr. = 


13750 iWxLi - W^U) 


m.c.p. 


L 


13750/ 0.055 X 4.03 - 0.068 X 0.38 \ „ 

' ^ { 07 ) = 


For the crank end, by a similar calculation, the weight of steam per i.hp. = 13.30 lb. 
Weight of steam per i.hp. per hour for whole engine = ~ 14 75 


A method of estimating the weight of steam used by a steam engine, 
by means of the indicator diagram, is reported in the Trans. Am. Soc. 
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M. E., April, 1912, and is known as Clayton’s analysis. It is (dainied t hat 
this analysis accounts for the effect of initial condensation, and that results 
within 4 per cent of the weight, of st(‘am used, as determined by a test, 
can be obtained. The indicator diagrams are transferred to logarithmic 
cross-section paper, as shown for one diagram in Fig. 315. The expan- 
sion and compression lines then become straight lines, and the value of 
//, in the e(iuation PV^ = C, can be obtained from the slope of the lines. 
Using the value of n thus obtained for the expansion curve, and a curve 
showing the relation between experimentally determined values of the 
fpiality of steam at cut-off, Xcj and values of n for expansion, the actual 
weight of steam used per revolution may be approximated for engines wit h 
the same type of cylinder as was used in determining the Xc and n 
curve. 

396. Valve Setting with an Indicator. — In setting valves l)y means of an 
indicator, the diagrams taken fiom both ends of the cylinder are made to 
show a proper distribution of steam and to be as nearly alike as possible, 
except for a slightly later cut-(jff on the crank end to allow for the reduction 
of piston area by the piston rod. For a slide-valve engine, this is done by 
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Fig. 316. — Corliss Indicator Diagrams showing Faulty Valve Settings. 
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adjusting the length of valve stern and changing the position of the eccentric 
until the diagrams appear satisfactory. 

Typical indicator diagrams showing faulty valve settings are shown in 
Fig. 316. A careful study should be made of these diagrams as a guide to 
proper valve setting by the indicator method. 

It should be remembered that the information furnished by the Indicator 
diagram, regarding the setting of the valves, is purely a matter of infcrc^nce. 

It is often difficult to determine the point at which an event on the dia- 
gram occurs, because the curves run into each other gradually, without 
clearly defining the point of separation of the curves. The point can be 
easily located by producing both curves along their regular trend until the 
curves meet; the point of tangency is the desired point. 

396. Theoretical Indicator Diagram. — The theoretical indicator dia- 
gram is shown in Fig. 317, by dotted lines, for both condensing and non- 
condensing operation. These diagrams differ from the actual diagrams, 
which are shown by solid 
heavy lines. An engine 
capable of giving the 
theoretical diagram 
would operate without 
clearance or compres- 
sion; the valves would 
open and close instan- 
taneously ; the s t e a m 
would enter the cylinder 
without drop in pressure 
during admission, and 
at the pressure in the 
boiler; the exhaust pres- 
sure would be that of the atmosphere for a non-condensing engine, 
and of the condenser for a condensing engine; and the expansion would 
be according to the equation PV = a constant. This equation is used 
because it is easier to construct than the adiabatic curve, to which the 
actual expansion curve, doubtless, more nearly coincides. 

The expansion curve, or rectangular hyperbola, may be construct ed by 
drawing BG perpendicular to the atmospheric line through the point of 
cut-off, and also a horizontal line through the same point. From 0, the 
point of intersection of the line of zero pressure and zero volume, diagonal 
lines are drawn cutting each of thes<* lines, as at 1-1 and 2-2, and from 
these points of intersection are drawn horizontal and veHi(;al lines. The 
point of intersection, K, locates one point on the curve. By drawing a 
number of diagonal lines, a sufficient number of points may be located to 
draw the curve. 



Fig. 317. — Diagram Factor Non-Condensing Engine. 
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397. Theoretical Mean Effective Pressure. — In the discussion of the 
actual steam indicator diagram, it was shown that the mean ordinate 
equaled the area divided by the length of the diagram. Applying the same 
reasoning to Fig. 317, there results 


Mean ordinate = 


Area ABCEO-F DEO 


Length 0 E 

Area A B C E 0 = Area A BGO area B C EG 


(87) 


= OA XOG+P,FilogX' 

y\ 

Let 0 A = Pi = initial absolute pressure, lb. per sq. in. 
OG = Fi = volume of cylinder at cut-off, cu. ft. 

C P = P 2 = absolute pressure at release, lb. per sq. in. 
0 E = V 2 = volume of cylinder at release, cu. ft. 

D E = P3 = absolute exhaust pressure, lb. per sq. in. 


Substituting these symbols in Equation (87), there results 

PiVi + PiV^hg,^^- 

Theoretical m.e.p. = 

V 2 

Dividing this equation by Vi and representing ~ by r, the expression 
for the mean effective pressure becomes 

Theoretical m.e.p. = — ^ — P 3 .... ( 88 ) 


The ratio — = r is known as the ratio of expansion and is the ratio of 
Vi 

the volume of steam at the end of the stroke to the volume at cut-off. 


Since the area of the piston is constant, ^ = 7 ^ , and the reciprocal of r is 

V 2 


the fraction of the stroke completed at cut-off. With a cut-off occurring 
at one-quarter of the stroke, the number of expansions r would be (1 -7 J)j 
or 4. 

A comparison of an act ual and a theoretical diagram for the same condi- 
tions shows that the actual diagram is smaller than the theoretical, because 
of imperfections in the working of the actual engine. During admission 
there is a loss in pressure caused by throttling of the steam when passing 
through the restricted openings and also by initial condensation. The 
valves do not open and close instantaneously, and a loss results, as shown 
by the rounded corners at cut-off, release and compression. Release occurs 
before the piston has reached the end of the stroke, and compression starts 
before the piston has completed the exhaust stroke. 
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Since the actual diagram is smaller than the theoretical, the probable 
m.e.p. may be obtained from the theoretical m.e.p. by multiplying it by a 
diagram factor, which is equal to the actual m.e.p. divided by the theoretical 
m.e.p. It varies for different engines, as shown in Table 27. 

Example 41. — An 8 in. by 24 in. Corli.ss ongino runs at 110 r.p.m. Initial stwirn 
pressure 100 lb. per sq. in. gage; back pressure 11.7 lb. [)er sq. in. abs.; cut-ofT at one- 
quarter stroke. Find (a) the theoretical m.e.p., (h) the probable m.e.p. if the diagram 
factor Ls 85 per cent, and (c) the probable indicated horsepower. 


Solution. — Using Equation (88), 

(a) Theoretical m.e.p. = - - ^ ^ 


114.7 (1 -f 1.38) 


— 14.7 = 53.6 lb. per sq. in. 


Pi = 100 + 14.7 = 114.7 lb. per sq. in. abs.; r = 4 
loge r = 2.3 logio r = 2.3 logw 4 = 2.3 X 0.6020 = 1..38 
P3 = 14.7 11). per sq. in. abs. 

(h) Probable m.e.p. = 53.6 X diagram factor - 53.6 X 0.85 - 45.4 lb. persq. in. 


(c) Prol)ablc horsepower = 


33,(K)0 


4.5.4 X 2 X 50.27 X 110 X 2 
33,000 


30.4 


L = 24 in. = 2 ft.; N = 1 10; A = \ mP = 1 X 3.14 X 64 = 50.27 sq. in. 


TABLE 27. — DIAGRAM FACTORS FOR SIMPLE ENGINES* 


Typo of Encitio 

I>i,a«ratn I’artor 
Por Cent 

Simph^, slide vjilvc 

55 1 0 00 

85 to 90 
.55 to SO 

75 to 85 

55 1 0 70 

Simple, Corli.s.s 

CornpouiKl, slide valve 

(yornpound, Corliss 

Triple <*xpiin.sion 



From "Heat Cower EnKinecrinp:,” llirshfeld and Barnard. 


398. Rating of Engines. — It is customary for lUMnufacturors to rato 
steam engines on a basis of (he indicated liorsi'power, when the? cut-off 
occurs at, one-quarter stroke and witli a specified sleani pressure at tlui 
throtth' valve. 

399. Methods of Stating Steam-engine Performance. — The perform- 
ance of steam engines is customarily stated in the following ways: 

1. Weight of steam used, pounds p(*r hour or per i.hp.-hour. 

2. Heat consumption, B.t.u. per i.hp.-hr. or fxir i.hp.-minute. 

3. Thermal efficiency, jKir cent. 

4. Rankine cycjle ratio, per c(mt. 

5. Mechanical efficieiuy, per cent . 

6. Duty, for pumping engines (Consult Art. 504, page 518). 
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400. Weight of Steam Used. — When stated as the weight of steam per 
unit of power, this method of stating engine performance is known as the 
water rate of the engine. The water rate is of small value when comparing 
engines, because of variations in the initial steam pressure, quality of 
steam, and back pressure. For small variations of these quantities, it is 



Fig. 318. — Typical Economy Curves — Non-Condensing Operation, Simple Engines. 


customary to correct the water rate to conditions taken as standard. This 
should not be done when the variation in these quantities is over a few 
per cent. The variation in the water rate of a few typical engines, with 
the power output, is shown in Fig. 318. When the total weight of steam 
used per hour, by an engine having a throttle governor, is plotted against 
the indicated horsepower, it will show a straight line, known as Willans 
line. 

401. Heat Consumption. — This affords the best method of comparing 
the performance of engines. The number of heat units consumed by the 
engine per hour is found by multiplying the weight of steam used in pounds 
per hour by the difference between the total heat in one pound of steam 
at the average absolute pressure and quality found in the steam pipe near 
the throttle valve, and the heat in one pound of water at the temperature 
of saturated steam at the average absolute pressure existing in the exhaust 
pipe near the engine. 

Example 42. ~ The weight of steam used by an 8 in. by 18 in. Murray Corliss en- 
gine, during a test, was 780 lb. per hr.; steam pressure, 120 lb. per sq. in. gage; ex- 
haust pressure, 0.10 lb. per sq. in. gage; barometer, 14.6 lb. per sq. in.; quality, 0.977. 
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Find (a) the heat consumption per hour, (6) the heat consumption per i.hp. when the 
i.hp. equaled 26.4. 

Solution. — (a) Heat consumption = weight of steam per hour X (xiLi + — Aj) 

in which xi ~ quality of steam = 0.977 

Li = latent heat of steam at initial abs. pressure =872.25 B.t.u. 
hi = heat of liquid at initial abs. pressure = 320.90 B.t.u. 
hi — heat of liquid at abs. exhaust pressure = 180 B.t.u. 

Absolute pres.sure at throttle = (120 + 14.5) = 134.5 lb. jjer sq. in. 

Al^olute pressure at exhaust = (0.10 + 14.5) = 14.6 lb. per sq. in. 

Heat consumption = 780 (0.977 X 872.25 + 320.90 - 180) = 774,600 B.t.u. 

774 000 

(6) Heat consumption per i.hp. per hr. = — = 29,300 B.t u. 


402. Thermal Efficiency. — The tJwrnial efficiency of an engine is the ratio 
of the heat converted into useful work to the heat supplied^ measured above the 
temperature corresponding to the pressure of the exhaust steam. It is com- 
monly based on the steam used per i.hp.-hour. 

The heat converted into useful work equals the heat equivalent of the 


i.hp. per hour. Each horsepower hour is equivalent to 

2547 B.t.u. per hour. 

The heat supplied equals W {Ih — / 12 ) 


33000 X 60 
775.4 


in which W = pounds of steam as supplied, per i.hp.-hr. 

Hi = total heat above 32 deg. fahr. per pound of steam, at initial 
conditions prevailing before the throttle valve. 
hi = heat of li(iuid above 32 deg. fahr. in one pound of water, at 
the tornperature of saturated steam at exhaust pressure. 


Thermal efficiency = 


2547 

W {Hi - hi) 


(89) 


Example 43. — Using the data given under Example 42, page 400, find the thermal 
efficiency. 

Solution. — By substituting proper values in Equation (89) 


Thermal efficiency 


2.547 

' 29.5 (1173.08 
2547 


= 0.087, or 8.7 i)cr cent 


403. Rankine-cycle Ratio, or Engine Efficiency. — This efficiency is 
sometimes called potential efficiency or efficiency ratio. It shows the ex- 
tent to which the performance of the actual engine y expressed in heat units y 
approaches the heat available, for an ideal engine working on a Rankine 
cycle. This cycle is shown in Fig. 319, and is the accepted standard for 
comparing engine cycles. 

To obtain an indicator diagram or cycle of this kind, the walls of the 
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Initial Absolute Pressure 


cylinder and the piston would have to be non-conductors of heat; the 
expansion after cut-off would be adiabatic, that is, without receiving or 
giving up heat during the expansion and it would be continued until the 

pressure equaled the back pres- 
sure; the action of the valves 
would be instantaneous; the 
steam passages would bo of 
sufficient area to prevent wire- 
drawing; the engine would oper- 
ate without clearance; and all 
of the energy taken from the 
steam would be converted into 
useful work. 

The efficiency of the Rankine 



Back Pressure 


Fig. 319. — Diagram showing the 
Rankine Cycle. 


cycle may be expressed as an equation as follows: 

Heal available Hi — Ih 


Rankine efficiency = 


Heat .supplied Hi — /12 


(90) 


in which Hi = total heat above 32 deg. fahr. in one pound of steam at the 
absolute throttle pressure, B.t.ii. 
h 2 = heat of liquid at the temperature corresponding to the 
exhaust pressure, B.t.u. 

H 2 = total heat above 32 deg. fahr. in one pound of steam after 
adiabatic expansion to the absolute exhaust pressure, 

B.t.u. 


The value of H 2 eipials X 2 L 2 + / 12 , and it may be found from the Steam 
Table, provided the quality at exhaust (X 2 ) is known. This (piality may 
be found from the Mollicr (.'hart. Fig. 76, page 100, or from the relation 

+di = + O 2 , since with an adiabatic expansion there is no 

ii J 2 

heat change and the entropy at cut-off equals the ent ropy at release. In 
this equation, x - quality, L = latent heat, d — entropy of liquid and 
T = al)solute temperature. All these values, with the exception of X 2 i 
may be found from the steam tables, as explained in Chapter IV, pages 88 
to 100. Values of the efficiency of the Rankine cycle are given in Table 
28 for different conditions of steam at inlet and exhaust. These values 
represent the maximum attainable thermal efficiency. For further study 
along this line, consult Steam Power Plant Engineering ” by Gebhardt. 

The Rankine-cycle ratio __ Thermal efficiency of the actual engine. 
referred to i.hp. Thermal efficiency of the ideal engine. 

2547 . Hi - H 2 
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403 


2547 

w (ih - ih) 

in which the S 3 nnbols are as defined in Arts. 402 and 403 


(91) 


TABLE 28, — RANKINE-CYCLE EFFICIENCIES AND THEORETICAL 


WATER RATES 



i Dry urul Sal uruted Sleuin 

Superheated Steam 

PreiAsure 

Lb. |M)r 

Sq. In. 

♦Cond 

oasiiij; 

t Noii-coii<JcaMiiig 

Super- 

CondetLsing 

Non- 

Conden.Hing 

Abs. 

Rankine 

Efficiency 

Waler- 

rato 

Kankino 

Efficiency 

Water- 

rate 

heat 

“F. 

Rankii'o 

Efficiency 

Rankine 

Efficiency 

.50 

29.48 

8.98 

8.98 

28.51 




100 

28.47 

7.85 

13.88 

18.22 

272.2 

29.8 

15.4 

150 

30.60 

7.26 

16.6.5 

15.08 




200 

31.88 

6.94 

18.60 

13.44 

218.1 

.32.9 

19.7 

250 

32.93 

6.70 

20.05 

12.42 




300 

33.76 

6.52 

21.22 

11.71 

182.5 

34.5 

22.0 

400 

35.10 

6.25 

23.07 

10.73 

155.2 

.36.1 

23.7 

500 

36.06 

6.07 

24.46 

10.10 

132.7 

3() . 7 

25.0 

600 

36.84 

5.94 

25.. 57 

9.66 

113.4 

37.3 

26.0 


• Back pressure J pound per aq. in., abs. t Back pressure 14.7 lb. per sq. in., abs. 


Example 44. — Data as given in Example 42, page 400. Find the Rankine-eycle 
ratio. 

Solution. — Using Equation (91) and data as given, 


Rankine-eycle ratio = 


W{Hi - lU) 


2547 

29.5 (1173.08 - 


1011.77) 


W — 29.5 lb. per i.hp.-lir. 

Hx = xLx + A, = 0.977 X 872.25 + 320.9 = 1173.08 B.t.u. 
Hi == X‘iU + /i 2 = 0.856 X 971.7 + 180 = 1011.77 B.t.u. 



Values of the liankiiK'-cyole ratio are given in Table 29 for a few typi(‘al 
steam engiiK's, in order to give an idea of the value of this ratio for modern 
types of steam engines. 

The data necessary to (^mipute tln^ various steam-engine efficiencies are 
obtained by making tests as explained in Chapter XXII. 

404. Heat Losses in the Steam Engine. — It has been shown under 
engine efficiencies, that the actual steam engine has a lower efficiency than 
the ideal. This is caused by losses the most important of which are: 

1. Cylinder condensation. 

2. Leakage of steam. 
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3. Clearance volume. 

4. Incomplete expansion. 

5. Wire-drawing. 

6. Friction of the engine parts. 

7. Moisture in the entering steam. 

8. Heat discharged in exhaust steam. 

9. Radiation and other small losses. 

Some of these losses are preventable, while others are inherent in the 
machine and cannot be prevented. 


♦ TABLE 29. -VALUES OF RANKINE -CYCLE RATIO FOR TYPICAL 

STEAM ENGINES 





Operating Condition.s 

1 


Type of Engine 

Tnd. 

hp. 

Rise 

Initial 
Prejwuro 
lib. per Sq. 
In. Gage 

Back 
Pressure 
Jib. per S(i. 
In. Abs. 

Suixjr- 
heiit 
“ F. 

Ilankine 

Cycle 

Ratio 

Water 

Rate 

Locomotive 








single valve... 

975 

22 X 28 

196.0 

atmos. 


55.6 

23.4 

Ames 

248 

17 X 16 

100.0 

atinos. 


65.9 

26.0 

Buffalo Forge. . 

86 

12 X 12 

80.0 

3.0 


40.4 

27.5 

Corliss 

237 

21.6 X 13.3 

103.5 

atmos. 


79.5 

11.7 

Nordberg Pop- 








pet Valve 

Erie City Lentz 

123 

15 X 18 

130.0 

atmos. 


80.0 

13.4 

248 

19 X 21 .simple 

133.0 

atmos. 


87.5 

16.1 

Worthington 
Pump Engine 








648 

Triple Exp. 

146.8 

0.78 

87 

72.5 

10.0 

McIntosh (& 








Seymour 

2202 

29 X 60 X 56 

158.0 

2.30 

92 

79.8 

11.2 


• From Tablm 81 and 83 '* Steam Power Plant Ennineering, ” Gebhardt. 


Cylinder Condensation. — This loss is the result of hot steam coming into 
contact with cooler surfaces, which absorb heat and produce condensation. 
The difference in the weight of steam as calculated from the indicator 
diagram and that actually used is caused mainly by cylinder condensation. 
This loss is the largest loss in a steam engine and varies from 16 to 20 per 
cent of the total loss. It is increased by using large clearances, and high 
ratios of expansion, because the volume of steam entering is then small 
in proportion to the volume of the cylinder and consequently a greater 
proportion of it is condensed. 

Cylinder condensation may he reduced by using compound engines^ una- 
flow and poppet-valve engines^ by decreasing the clearance volumCj increasing 
speedf decreasing ratio of expansion by making cut-off occur later ^ and by 
using superheated steam. 

Leakage and Clearance. — The amount of leakage past the piston and 
valves is difficult to detennine, but tests have shown that it may amount 
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to from 4 to 20 per cent. The greater the wear of the parts upon which 
the steam acts, the greater is the leakage. It is gn^atcr with saturated 
steam than with superheated steam. This loss is generally included as a 
part of the condensation loss. 

The loss caused by clearance is mainly that resulting from increased con- 
densation. The greater the i)roportion of the clearance volume to the 
total cylinder volume, the greater is the loss. The clearance volume of 
engines varies from 1 per cent for large engines having short steam pas- 
sages to around 12 per cent for small high-speed engines. C'learance 
affects the economy because of its effect on the ratio of expansion. Shorten- 
ing the cut-off increases the ratio of the clearance space to the volume of the 
steam supplied, and hence increases the loss. 

Loss caused hy Incomplete Expansion and Compression. — This loss is 
unpreventable, because the loss which results from having release occur 
before the expansion is complete is more than offset by reduced cylinder 
condensation since the cylinder walls are maintained at a higher tempera- 
ture. 

Compression is desirable to produce a smooth-running engine and, for a 
certain ratio of compression volume to clearance volume, means a saving 
in the amount of steam used. 

Loss from Wire^irawing. — This loss is principally a loss in power 
resulting from the reduction in the pressure acting on the piston. The 
reduction in pressure is caused by restricted openings for the passage of 
steam. It is greatest in engines using single valves to control the distribu- 
tion of steam. The use of multi- valve engines, such as Corliss and poppet 
valve, prevents this loss. 

Loss from Friction. — The friction loss represents a loss in power, and 
varies fi-om 4 to 20 per cent. It is larger when running under load than 
when under no load, because of the greater pressure on guides and bearings. 

Loss from Moisture. — Unless a separator is used, the steam which con- 
denses in the steam pipe passes through the engine as inert matter and 
reduces the work performed per pound of water and steam discharged. 
As this does not represent an actual loss, the performance of the engine 
is generally based on dry steam. 

Loss from Heat Discharged in Exhaust Steam. — This loss is large and 
represents from 75 to 95 per cent of the heat supplied. Its amount depends 
upon the pressure against which the engine exhausts, an increase in the 
back pressure increasing the loss. In computing the quantity of heat in 
exhaust steam, the quality of the steam at exhaust must be known. This 
is a variable quantity, but tests have shown that its average value is 
approximately 90 per cent. Its value can be closely estimated by the 
following method: 
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Heat in the exhaust steam, II 2 = Hi — Hr 777- 

W 

in which Hi = total heat \m' pound of entering steam, B.t.u. 

Hr — heat loss p(U‘ pound of steam caused by radiation, B.t.u. 
This value may be assumed as 1 per cent of Hi for most 
pract ical cases. 

W = wat(M- rate pei* indicated horsepower. 

H 2 — X'lh'l 4 " 


Substituting this value of H 2 in the above equation, there results 


Hi - Hr - fh 


Xo - 


u 


2.547 

W 


(92) 


Example 46. — The liigh-pressure cylinder of a triple-expansion engine develops 
4 . 5.3 lip.; steam, dry and saturated; throttle pressure, 13.5. .5 lb. per sq. in. abs,; ex- 
haust pressure, ■12.0 lli. jier sq. in. abs.; weight of steam used per hr., 1026 lb. Find 
the quality of the exhaust steam. 


Solution. — Using liquation (92), 


III - II, - hi - ^ lli)3.2r. - 11.93 - 238.8 - 

7 = 0.935 

9.33.0 

Hi at 135., 5 lb. = 1193.25 B.t.u.; Hr - //i X .01 = 11.93 B.t.u.; hi at 42 lb. = 
238.8 B.t.u.; Li at 42 lb. = 933.5 B.t.u.; W ~ = 35.9 lb. per i.hp. per hr. 


406. Methods of improving Economy in the Steam Engine. — The 

following methods arc used to increase the economy of steam engines: 

1. Increasing boiler pr(\ssure and rotative speed. 

2. Decreasing back pressure (Chapter XXVI). 

3. Superheating the steam. 

4. Steam-jacketing the cylinders (in some cases). 

5. Compounding and using reheating receivers between cylinders 
(Chapter XX). 

6. Using unaflow engines. 

By increasing the boiler pressure, with other conditions remaining the 
same, a higher theoretical efficiency is obtained. The limit of the increase, 
at the present time, appears to be about 000 pounds per square inch. 
Leakage of steam and cylinder construction an^ the limiting factors. 
Present practice ranges from 90 pounds per square inch for low-pressure 
engines to 175 for unaflow condensing engines, 210 for locomotives, and 250 
for marine engines. 

An increase in the rotative speed of an engine does not always result in 
increased economy, much depending upon the type of the engine. High- 
speed cngin(*s, as a class, have the advantage of being more compact for a 
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given power, are simple in construction and are relatively low in first cost. 
They are, however, subject to quite rapid depreciation and, unless specially 
balanced, to excessive vibration, and are less economical in steam (!on- 
sumption. 

The saving effected by using superheated steam is mainly a saving 
resulting from decreased initial condensation. The amount of steam 
used is reduced approximately 1 per ccait for each 10 deg. fahr. increase in 



Fig. 320. — Water Rate Curve of Unatlow Engine compared 
with Two otlicr Types of Engines. 


superheat, the limit of the increase in superlicat being about 670 deg. fahr. 
Superheated steam requires special valves, such as piston and poppet 
valves; if other valves arc used, trouble will be experienced from warping 
and sticking of the valves. 

The use of steam jackets generally reduces cylinder condensation. 
Their use is (piestionable, however, except for low-speed engines, working 
under steady loads, such as pumping engines. 

The use of a unaflow engine, in which the admission valves and cylinder 
walls are not cooled by the exhaust steam, results in increased economy for 
all loads, because of reduced cylinder condensation. The economy of the 
unaflow engine is equal to that of a compound engine, and, because of its 
flat economy curve, Fig. 320, it can be used over a wide range of loads. 
Economy curves for a simple and a compound engine are also plotted in 
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Fig. 320, to give an idea of the difference in economy at light and heavy 
loads. 
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REVIEW QUESTIONS AND PROBLEMS 

1. Describe the construction of a steam-engine indicator. 

2. Give three uses of the steam-engine indicator. 

3. State the proper .size of indicator .springs for steam prc.s.sures of 100, 150 and 
200 lb. per sq. in. 

4. Explain the method of placing a .spring in the following indicators: (a) Crosby 
inside spring, (b) Thompson inside spring. 

6. What is the purpose of a reducing motion? Name two types. 

6. A reducing motion like that shown in Fig. 300, page 386, is attached to a 6 in. by 
6 in. engine. Find the length of bar fn to give a diagram 21 in. long, if of equals 18 in. 

7. Describe the pro{X)r method of taking an indicator diagram. 

8. Develop the indicated-horsepower cejuation from fundamental considerations. 

9. A Corli.s.s engine provided with a Prony brake has the following dimensions: 
area of cylinder, 50.27 sq. in.; length of stroke, 18 in.; area of piston rod, 2.77 sq. in.; 
length of brake arm, 63 in. The following data were taken during a two hour test: 
barometer, 29.52 in. mercury; pressure at throttle, 118.5 lb. per sq. in. gage; pressure 
in exhaust main, 1 lb. per sq. in.; quality of steam, 0.99; net weight on brake scales, 
250 lb.; weight of condensate, 1463 Ib. 

Area of diagrams: H. E., 3.00 sq. in.; C. E., 3.10 sq. in. 

Length of diagrams: 4,00 in.; scale of .spring, 80 lb.; r.p.m., 100. 

Find: (a) i.hp,, (b) b.hp., (c) mechanical efficiency. 

10. It is desired to test an 8 in. by 24 in. Corliss engine at full load, which is 25 horse- 
power. The length of the brake arm is 7.86 ft.; r.p.m., 110; and the tare weight or 
the brake scales, 40 lb. Find the proper reading of the brake scales during the test. 

11. Explain the method of using a planimeter to find an area. 

12. An indicator diagram is 3 in. long and has an area of 2 sq. in. What is th( 
mean effective pressure when each of the following springs are used: (o) 160 lb., (6 
60 lb., (c) 20 lb.? 

13. A 60-lb. spring was used to produce the diagram shown in Fig. 283, page 362 
The clearance for each end was 6 per cent, and the atmospheric pressure 14.7 lb. per sc 
in. Find the water rate from the diagram. 

14. Compare a theoretical indicator diagram with an actual diagram, stating th 
points of difference. 

15. An 18 in. by 24 in. double-acting steam engine gives the following data: initii 
steam pressure, 110 lb. per sq. in. gage; quality of steam, dry; exhaust pressure, 2 11 
per sq. in. gage; barometer, 28.5 in. mercury; cut-off, one-quarter stroke; r.p.m 
120; diagram factor, 0.80. 

Find: (a) theoretical m.e.p., (6) actual m.e.p., (c) probable i.hp. 

16. Using the data of Example 9, find: (o) the thermal efliciency. (5) Rankin 
cycle ratio. 
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17. An 8 in. by 12 in. engine uses 500 Ib. of steam per hour. Steam pressure, J lO.il 
11). per sq. in. gage; quality 0.09; indicated horsepower, 21.5. Engine operating non- 
condensing with pressure of atmosphere, 14.7 lb. per sq. in. 

Find: (a) thermal effieiency, (b) Rankine-cycle ratio. 

18 . Name the sources of heat loss in a steam engine. Which of these losses is the 
greatest? 

19 . Name three methods of increasing steam-engine economy. 



CHAPTER XX 

COMPOUND AND MULTIPLE EXPANSION ENGINES 


406. Foreword. — Compound and multiple-expansion engines use steam 
at high pressure. After expanding and doing work in the first, or high- 
pressure, cylinder, the steam passes to one or more larger cylinders, where 
it does more work by expanding to a low pressure. 

The principal object of compoundimj is to rcAluce the amount of steam used 
per horsepower per hour, by redudruj the loss resulting from condensation of 
the entering steam. If the expansion of tlu' steam takes place in two or 
more cylinders, the difference in pressure and, therefore the difference in 
temperature, in each cylinder is less than it would Ix^ if the whole expansion 
occurred in one cylinder. (Consequently, the initial condensation of steam 
on the walls of the cylinder is reduced 

The loss of heat by radiation, from compound engines, is somewhat 
larger than for a simple engine, on account of the larger surface of the 
cylind(^rs; and, in addition, the friction losses may be greater because of 
the larger number of moving parts. 

If the gain by decreased conckmsation so far exceeds the loss by increased 
radiation and friction, as to allow for increased cost, the use of the compound 
engine is justified. This generally occurs when the initial steam pressure is 
over 100 pounds per square inch Compound engines usually have the 
additional advantage of more uniform turning effqrt and smaller sizes of 
the separate parts 

The nominal size of a compound engine is stated in terms of diameters 
and the stroke, beginning with the smaller cylinder. Thus the size of an 
engine having high- and low-pressure cylinders 15 and 24 inches in diameter 
respectively, and a stroke 48 inch(is long is written, 15 X 24 X 48 inches. 

407. Classification. — (.'ompound engines are classified in the following 
ways: 


1. By position of 
cylinders 


Center lines 


Vertical 

Horizontal or inclined 
Horizontal and vertical 


2. By arrangement of 
cylinders 


Axis in same center line; tandem compound 

^ ^ , f duplex compound 

(ycnter lines parallel 1 . 

^ I cross compound 

Center lines at right angles; angle compound 
410 
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3 . 


By number of 
cylinders 


Two cylinders 


Three cylinders — 


( duplex 
tandem 

cross-compound 
angle compound 

triple expansion, having high, 
intermediate, and low pressure 


Four cylinders — 


cylinders 

quadruple expansion, having 
high, first and second inter- 
mediate, and low pressure 
cylinders 


If two cylinders of a four-cylinder engine' are low-pressure cylinders, the 
engine is called a four-cylinder, triple-expansion ('iigine. Threeveylinder 
conq)Ound engines, like the inclined engines used on large side-wheed 
steamers, have one high-pressure and two low-pressure cylinders, one on 
each side of the high-pressure cylinder. A verti(;al compound engine is 
sometimes called “ a fore-and-aft ” compound, from its use on shipboai’d. 
An angle-compound engine has a horizontal high-pressure cylinder and a 
vertical low-pressure cylinder, the connecting rods bearing on the same 
(a-ank pin. 

408. Receivers. — If the cranks are at 90 degrees with each other, as in a 
(;ross-compound engine, a considerable part of the exhaust stroke of the 
high-pressure cylinder is still to be completed when cut-off comes in the 
low-pressure cylinder. For this reason, a receiver or storage vessel is 
provided to receive sbaim from the high-pressure cylinder and to furnish 
it to the low-pressure cylinder, as required, when the high-pressure cylinder 
is not exhausting. The volume of the re(!eiver is ordinarily about twice 
the volume of the low pressure cylinder, and the pressure is such that the 
work performed in each cylinder is nearly equal. 

If the engine has a single crank, as in the tandem arrangement, or if the 
cranks are at 180 degrees, steam passing from the high-pressure cylinder 
enters the low-pressure (cylinder up to cut-off. This cut-off is made late, 
and steam then remaining to be exhausted from the high-pressure (ylinder 
is compressed, up to the end of the st roke, in the pipe connections between 
the cylinders. Such engines are called non-receiver compounds, or 
“ Woolf ” engines. 

Receivers may be used between the cylinders on triple- and quadruple- 
expansion engines. They often contain reheating coils into which live 
steam is passed for the purpose of adding heat to the working steam. 

409. Tandem-compound Engines. — '^Phe tandem-compound engine. 
Fig. 321, has two cylinders, high and low pressure, arranged on the same 
center line. The piston rod of the high-pressure cylinder is attached to 



412 


COMPOUND EI^GINES 



to 

W 




o 


O 


'O 



d 

£ 


the low-pressure piston. The 
power developed in the high- 
pressure cylinder, plus that 
developed in the low-pressure 
cylinder, is transmitted by 
the low-pressure piston rod, 
crosshead, connecting rod, and 
crank to the shaft and fly- 
wheel. 

Steam is admitted first to 
the high-pressure cylinder, 
where it performs work. 
During the admission and 
expansion period for the head 
end, steam is exhausted from 
the crank end through a short 
pipe connection to the proper 
side of the low-pressure piston 
to move it in the same direc- 
tion that the high-pressure 
piston is moving. Thus, the 
back pressure in the high- 
pressure cylinder is the for- 
ward pressure in the opposite 
end of the low-pressure cylin- 
der, except for a small loss in 
pressure which occurs in pass- 
ing through the ports and 
pipe connections. 

This type of engine occupies 
less floor space than other 
compound engines of equal 
capacity, but the cylinder 
nearest the shaft is less 
readily accessible for repairs. 

410. Cross-compound En- 
gines. — The cylinders of a 
cross-compound engine, Fig. 
322 , are placed side by side, 
the space between them allow- 
ing room for the valve gear, 
flywheel, and generator, in 
case one is used. Each cylin- 
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der has its piston, piston rod, crossiiead, crank, and valve gear, which 
are proportioned in accordance with the work to be done in the cylinder. 



The cranks are of the overhung type and generally are set at an angle of 90 
degrees to each other. 

This engine, with cranks at right angles, is usually provided with a 
receiver. The path of the steam is from steam supply to high-pressure 
cylinder, thence to receiver, to low-pressure cylinder, and to exhaust pipe 
under normal running conditions. When the engine is started, if the crank 
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pin of the high-pressure cylinder is at dead center, a by-pass in the pipe 
connections allows steam from the supply Une to be admitted directly into 
the low-pressure cylinder. Thus the steam acts to advantage on the low- 
pressure piston, which is near the middle of its stroke while the crank is at 
90 degrees with the line of centers. As in the tandem-compound engine, 
the length of stroke in both cylinders is made the same. 

The space required for the cross-compound engine is larger than that 
occupied by the tandem engine of the same capacity. The parts which 



Fig. 323. — Indicator Diagrams from 28" X 60" X 60" Cross-compound Engine. 

transmit the power may be made lighter for the same total output, since 
the power is exerted through two separate sets of members. The turning 
force on the crank shaft is steadier, and, for the same uniformity in rota- 
tional effort, the flywheel may consequently be lighter than for a tandem 
engine. 

Indicator diagrams from a 28 X 60 X 60 inch cross-compound engine are 
shown in Fig. 323. 

411. Duplex-compound Engine. — This engine, Fig. 324, has the high 
pressure and low-pressure cylinders made in a single casting. The center 
lines of the cylinders are parallel, and the pistons and piston-rods are 
attached to a common crosshead. The reciprocating parts including the 
connecting rod and crank shaft, with counter-weights, are clearly shown. 
A piston valve is used. 
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412. Angle-compound Engines. — An anglo-compound engine is shown 
in Lig. 325. It consists of a frame carrying a horizontal high-pressure 



Fig. 324. — Seclion of Ball Duplex Compound Engine. 

cylinder and a viu’tical low-pr(\ssure cylinder, together with their reeii)ro- 
cating parts, (loniu'cting rods, and a common crank-pin shaft and flywhed 
'J'hc connecting rods arc arrangi'd side by side on a ciank pin of double 



Fig. 325. — Ball Angle-compound Steam Engine. 
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the usual length. The counter-weight is placed directly opposite the 
crank pin, and is arranged to balance the inertia thrust of the horizontal 
reciprocating parts, when the crank pin passes the horizontal centers, and 
similarly to balance the vertical reciprocating parts when the crank pin 
passes the vertical dead centers, provided that both sets of moving parts 
are made to weigh the same. The engine is thus well balanced and may 
be run at speeds higher than ordinary. The torque, or the tendency of 
a force to turn a body about a point, is nearly constant, and a lighter 
flywheel can be used than with a simple engine of the same capacity. 
A shaft governor controls the high-pressure valve; the low-pressure valve 
is operated by a single eccentric. The pipe connections, with an enlarge- 
ment of the pipe near the high-pressure cylinder furnish sufficient receiver 
space between the cylinders. 

413. Cylinder Ratio and Expansion Ratio. — The cylinder ratio for 
multiple expansion engines is the ratio of the piston displacement of the low- 
pressure cylinder to that of the high-pressure cylMer, Since the stroke is 
made the same for all the cylinders, the volumes are to each other as the 
areas, or as the squares of the diameters. 

For a compound engine, if C = cylinder ratio, L = stroke, d = diameter 
of the high-pressure cylinder, and D = diameter of low-pressure cylinder, 


L 7r/4 D2 
L t/ 4 


(93) 


The ratio of expansion^ or number of expansions of steam^ RJor a compound 
engine, is the ratio of the volume of the low-pressure cylinder to the volume in 
the high-pressure cylinder at ciU-off, 

If r = number of expansions in the high-pressure cylinder, then 


^ X L X = volume at cut-off in high-pressure cylinder, and 


R = L 




-[ixtX=^]-r5.rC. 


(94) 


No account of clearance volume is taken in the above ratios. 

Example 46. — A cross-compound engine hits the following dimensions: high-pres- 
sure cylinder, 20 in. diameter; low-pressure cylinder, 40 in. diameter; stroke, 30 in. 
Cut-off in high-pressure cylinder at one-quarter stroke. Find the cylinder ratio and 
the ratio of expansion. 

Solution. — Using Equations (93) and (94), with proper substitutions, 

1 .1 ^ 1900 . 

Cylinder ratio “ ” " 4 ^ “ ^ 

Ratio of expansion = /2 = rC = 4 X 4 = 16. 


Modem compound condensing engines of the stationary type use steam 
at pressures from 125 to 175 pounds gage. Triple-expansion marine 
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engines generally use steam at 150 to 200 pounds gage, and quadruple- 
expansion marine engines at 175 to 225 pounds gage. 

The cylinder volumes corresponding to these pressures range approxi- 
mately as in the following table: 


TABLE 30. — CYLINDER RATIOS FOR COMPOUND AND MULTI- 
EXPANSION ENGINES 


Kind of Engine 

Range of Ratio 

Order of Cylinders in which 
Ratio is expressed 

From 

To 

Compound 

1 to4.2 

1 to2.3to6 

ltoL8to3.6to7.8 

lto4.6 

1 to2.5to7.8 

High to low 

High to intermediate 
to low 

High to Ist interme- 
diate to 2nd inter- 
mediate to low 

Triple expansion 

Quadruple expansion. 


Non-condensing engines using pressures from 100 pounds to 125 pounds 
have cylinder ratios from 2.5 to 3.25. 

The tendency is toward much larger cylinder ratios for compound 
engines, tests having shown good economy with ratios as high as 7.0 to 1.0. 

Cut-off in the high-pressure cylinder of stationary engines ranges from 
0.25 to 0.4 stroke, under normal load conditions, and from 0.55 to 0.75 
stroke for marine engines. 

Triple-expansion engines are used in stationary practice, where the load 
is steady, as in pumping stations. 

414. Indicated Horsepower. — The horsepower of a compound or mul- 
liple-expansion engine is the sum of the horsepowers developed simultaneously 
in the cylinders. The power for each cylinder may be found from the 
indicator diagrams, as explained in Art. 390, page 388. 

Example 47. — A 20 X 40 X 30 in. vertical cross-compound engine, with both 
piston rods 4 in. in diameter, running at 14.5 r.p.m., gave data from indicator diagrams 
as follows: Scale of indicator springs; high pressure, 80 lb.; low pressure, 16 lb. 

Mkan Effective Phessurb 
High pressure Tow pressure 

Area Length M.e.p. Area Length M.e.p. 

H.E 2.36 3.9.5 47.80 H.E 2.72 4.05 10.71 

C.E 2.89 3.95 58.-53 C.E 2.93 4.05 11.57 

Piston Areas 

H.E. area = 314.16 sq, in. H.E. area = 1256.64 sq. in. 

C.E. area = 301.59 sq. in. C.E. area = 1244.07 sq. in. 

Find the i.hp. of the engine. 

Solution. — Using Equation (82), page 388, and the data as given, the horsepower 
of the engine is found as follows: 
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High-pressure 

cylinder 


Low-pressure 

cylinder 


H.E. i.hp. 
C.E. i.hp. 


PLAN 

33,000 

PLAN 

33,000 


47.80 X 2.5 X 314.16 X 145 
33,000 

58.53 X 2.5 X 301.59 X 145 
33,000 


= 165 


= 194 

359 


H.E. i.hp. 
C.E. i.hp. 


PLAN 

33,000 

PLAN 

33,000 


10.74 X 2 5 X 1256.6 X 145 
33,000 


148 


11.57 X 2.5 X 1244 X 145 
33,000 


= 158 

306 


Total horsepower for the engine, 


665 


416. Rated Horsepower. — The probable, or rated, horsepower can be 
calculated from the dimensions of the engine and the stated conditions, 
by considering that all the power could be developed in the low-pressure 
cylinder, except for practical reasons. In tlie actual engine, the same 
weight of steam, on the average, is exhausted per stroke from the low- 
pressure cylinder as is admitted to the high-pressure cylinder, and conse- 
quently the work may be figured as though it were all done in the low-pres- 
sure cylinder, with the total number of expansions equal to R. A suitable 
diagram factor is applied, to find the mean effective pressure. Thus, if 

AT = revolutions per minute. 

Pi = initial pressure, lbs. per sq. in., absolute. 

Pa = back pressure for low-pressure cylinder, lbs. per sq. in., absolute. 

f = diagram factor. 

C = cylinder ratio, and R = Cr. 

Cut-off in high pressure cylinder at ^ part of the stroke. 


M.c.p. = / “ Psjlb. per sq. in. 

Rated horsepower for a double-acting engine = 

in.e.D. (lb.) X L (ft.) X Area L.P. cylinder (sq. in.) X2X N 

• 

The rated horsepower for a stationary engine is generally calculated 
with cut-( 3 ff in the high-pressure cylinder at onc-(juarter stroke. 

416. Diagram Factors for Compound Engines. — Slide-valve engines, 
0.55 to 0.80; Corliss engines, 0.75 to 0.85; triple-expansion engines, 0.55 
to 0.70. 

417. Governing Compound Engines. — The compound engine is gener- 
ally governed (1) by controlling the length of admission of steam into the 
high-pressure cylinder, with cut-off on the low-pressure cylinder fixed in 
one position, or (2) by simultaneous cont rol of cut-off in both cylinders. 

The governor may be of the loaded-pendulum type, or of the centrifugal- 
inertia type. The total work done by the engine is proportional to the 
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amount of steam admitted into the high-pressure cylinder. The didrihu- 
tion of work between the cylinders is controlled by the cut-off in the low pres- 
sure cylinder and is generally such that the total work is cqmdly distributed 
between the cylinders. 

In case (1), with fixed low-pressure cut-off, the work is evenly divided 
for only one set of conditions. In case (2), the distribution of work is 



Fia. 326. — Combined Indicator Diagram made from Diagrams shown in Fig. 323. 


controlled l)y low-prcssun^ ciit-olT whicdi is under control of the governor 
at- all loads. It. may be adjusted by hand while the ('iiginc is running. 
Early cut-off in the low-pn^ssure cylinder increases the receiver prt'ssure, 
since a smaller volume of steam is withdrawn than for a late cut-K^ff. 
This increases the back pressure in the high-pressure cylinder and reduces 
the work done there, thus increasing the work done in the low-pressure 
cylinder if the total work remains the same. Therefore, in adjusting the 
valve gear to equalize the loads, if more work is to be done in the low-pres- 
sure cylinder the governor-rod yoke is adjusted to give earlier cut-off in 
that cylinder, thus inen^asing the receiver pressure. Later cut-off in the 
low-pressure cylinder reduces the receiver pressure', so that more work is 
done in the high- and less in the low-pressure cylinder. The receiver pres- 
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sure for a condensing engine, with initial pressure 160 pound gage, and 
27-inch vacuum, is about 11 pound gage. 

418 . Combined Diagrams. — Indicator diagrams taken from tluj cyl- 
inders of a multiple-expansion engine may be redrawn to a common scale 
of pressures and volumes, giving what is called the “ combined diagram.” 
This diagram, Fig. 326, shows the change in pressure of the steam and its 
change in volume, from the time of its entrance to the high-pressure cyl- 
inder until it leaves the low-pressure cylinder. It reveals the drop in pres- 
sure between the cylinders and shows whether or not the receiver and pipe 
connections between the cylinders have sufficient capacity for the steam 
present when the diagrams were taken. 

The combined diagrams for a compound engine may be laid out as fol- 
lows: Redraw the low-pressure diagram, Fig. 323, using a convenient 
number of points, to the same length but with a pressure scale suitable for 
both diagrams. Lay out the zero of pressure axis, or axis of volumes, at a 
distance below the atmospheric line equal to the barometric pressure to 
scale, and the zero of volume axis at a distance from the end of the diagram 
equal to the per cent of clearance volume in the low-pressure cylinder times 
the length of the low-pressure diagram. The length of the high-pressure 
diagram, to the same scale as the low-pressure diagram, is found by dividing 
the length of the latter by the cylinder ratio. The high-pressure diagram 
is laid out, beginning at a point distant from the zero of volume axis by an 
amount equal to the per cent of clearance volume in the high-pressure 
cylinder times the length of the high-pressure diagram, to the reduced 
scale. 

419 . Economy of Compound Engines. — Standard-typo compound 
engines, having a single valve for each cylinder, generally require from 22 to 
27 pounds of saturated steam per i.hp. per hour, non-condensing. It should 
be stated that compound engines are seldom run non-condensing and then 
usually for small sizes. With a standard vacuum of 26 inches of mercury , 
the water rate is decreased about 20 per cent. 

For four-valve engines, the water rate with saturated steam may be 
from 17 to 22 pounds per i.hp. per hour, non-condensing. When operating 
condensing, the water rate may be 12 to 14 pounds per i.hp. per hour, 
depending upon the initial conditions of the steam and the vacuum. 

For saturated steam, the triple-expansion Allis Corliss pumping engine 
at Chestnut Hill, Boston, has a record of 10.33 pounds of steam per i.hp. 
per hour, corresponding to 196 B.t.u. per minute. 

Using steam at high pressure and superheat, compound condensing 
engines having poppet valves, unaflow engines, and locomobile engines have 
shown better economy — in some exceptional cases, as low as 6 to 8 pounds 
per i.hp.-hour. 
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REVIEW QUESTIONS AND PROBLEMS 

1 . What is the principal reason for compounding steam engines? 

2 . How may compound engines be classified? 

3. Why are receivers used? 

4 . Describe concisely the arrangement of the tandem-compound engine. What 
advantage has it over other compound engines? 

6 . Answer for the cross-compound engine lus in Question 4. 

6. Answer for the angle-compound engine as in Question 4. 

7 . What is “cylinder ratio,” and what is ratio of expansion? 

8 . A double-acting cross-compound steam engine, 12 X 22 X 30 in. has cut-ofif 
at quarter stroke in the high-pressure cylinder. What is the cylinder ratio? What is 
the rate of expansion? 

9. Using data in Problem 8, with initial steam pressure, 125.3 lb. gage; back pres- 
sure, 4 lb. abs.; r.p.m., 130; diagram factor, 0.75; find the probable horsepower. 

10 . Given the following data from a test on a 28 X 52 X 48 in. Corliss cross-compound 
condensing engine, calculate the i.hp. : 

Indicator diagrams: High-pressure, head-end area 1.33 sq. in., length 3.89 in.; crank- 
end area 1.47 sq. in., length 3.89 in.; scale of spring, 80 lb. Low-pressure, head-end 
area, 1.46 sq. in., length 3.77 in.; crank-end area, 1.52 sq. in., length, 3.77 in.; scale 
of spring, 20 lb. Diameter of both piston rods, 6 in.; r.p.m., 82; at switchboard 
amperes, 600; volts, 615. 
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METHODS OF LUBRICATION 
ENGINE ACCESSORIES 

420. Foreword. — The rubbing suifacos of metal bearings are never 
perfectly smooth; even when they are highly polished, small depressions 
and elevations can be seen under a microscope. Under pressure, these 
depressions and elevations interlock and resist the moving force, and the 
movement of such contact surfaces, relative to each other, produces friction 
and wear. Friction produces heat, which is a form of energy and in this 
case represents a loss of work, the amount of this loss varying from 5 to 20 
per cent of the total i)ower dc^velopcMl by the (uigine. The distribution of 
the fri(5tion loss in a b inch by 12 inch, straight-line engine, having an 
unbalanced slide valv(?, is approximately as follows: main bearing, 35.4 per 
cent,; piston and rod, 25 per cent; crank pin, 5.1 per cent; crosshead and 
wrist pin 4.1 per cent ; valve and rod, 20.4 i)er cent; eccentric strap, 4.0 per 
cent. 

To reduce the loss caused by f riction, a lubricant is placed between the sur- 
faces. If the supply of lubricant is suflicient, an oil film is formed between 
the surfaces, and the n'sulting friction is mer(‘ly fiuid friction, or resistance 
of the molecules of the fiuid to motion. The loss from fiuid friction is much 
less than that resulting from poorly lubricated surfaces in which the oil 
fibn is not formed. 

It would be impossible to operate machinery without lubrication, as the 
frictional heat developed would soon destroy the bearing surfaces. 

The selection of the proper lubricant may mean a large increase in the 
economy of the engine. This selection is an important problem, which 
calls for a knowledge of iho characteristics of lubiicants and the best 
methods of applying them. 

Lubricants us(h 1 for engines may be classified as solid, such as graphite, 
semi-solid, such as heavy greases, and liquid. The most common liquid 
lubricant is mineral oil. 

421. Characteristics of Oil. — An oil, to be efficient as a lubricant, should 
have the following characteristics: 

1. Sufficient body, or combined capillarity and viscosity, to form an oil 
film betw(Hm the bearing surfaces. 

2. Least fluid friction compatible with sufficient body. 

422 
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3. Freedom from tendency to decompose*, or change in composition by 
gumming, on exposure to air or in use. 

4. Absence of acids or properties liable to injure metal with wliich it 
comes in contact. 

5. High temperature of vaporization, and low temperature of solidifica- 
tion. 

(). Freedom from grit and foreign matter. 

In the selection of a suitable lubricant, the points to be considered ai*e* its 
cost, its efficiency in reducing friction, and its durability uneler wear. 
Some of the best lubricating e)ils are toe) expensive* to permit their gene'ral 
use as lubricants while many cheap oils have small 
lubricating power; other oils have all the desired 
epialities, but they soon wear out anel lose their lubil- 
cating power. Some oils, such as linseed e)il, are liable 
to gum so seriously as to prohibit their use as lul)] i- 
cants; while many lubricants contain injurious acids 
which have bccui used as clarifiers and have not Ix'en 
completely removed. Many lubricants, because of 
their low boiling-points, cannot be used in steam cylin- 
ders, and others are liable to congeal when subjected 
to low temperatures. The viscosity or the ’property of 
an oil that determines its rate of flow, is perhaps the 
most important (piality, as it is a mejisure of the* 
ability of the oil to form and maintain an oil film. 

The viscosity required depends upon the load to l)e 
carried, the temperature, and tlie speed. For light 
loads and high speeds, a light-body oil should l)e 
used, and for heavy loads and slow speeds a heavy- 
body oil. In any case, the body should be such as to 
form an oil film and still keep the fluid friction at a 
minimum. In general, the price of an oil is of small 
importance in comparison with its lubricating proper- 
ties. 

422. Methods of Testing Oil. — To determine the Fig. 327. — Hydrom- 
physical characteristics of an oil the following tests arc eter and Jar. 
made: 

Specific Gravity Test. — The specific gravity of oil is taken as its weight 
compared with that of the same qmntity of water at 60 deg. fahr. To deter- 
mine the specific gravity of liquids lighter than water, a hydrometer, 
Fig. 327, is used. It has a weighted glass bulb with a stem that is graduated 
to read in degrees Baumd, when used for oil. The greater the Bailing 
reading, the lower is the specific gravity. Degrees Baum6 are changed 
to specific gravity as follows: 
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Specific gravity at 63.5 deg. fahr. = 

In making a test, the hydrometer is placed in a jar of the oil and floats 
in a vertical position at a depth depending upon the density of the oil. 
The specific gravity is determined by the depth to which the hydrometer 
sinks, as shown by the markings on the stem with the oil at 63.5 deg. fahr. 

The gravity test determines the uniformity in weight of an oil, but does 
not give any reliable conclusion regarding its lubricating value. 

The cold test is made to determine the temperature at which oil ceases to 
flow. It must be carefully made or the results will not be satisfactory. A 
bottle of oil is placed in a freezing mixture, and, by frequent inspection of a 
thermometer fitted through the cork of the bottle, the temperature at which 
th(i oil congeals is obtained. 

The pour test is made by freezing the oil in a partly filled bottle. The 
bottle is then removed from the freezing mixture and the temperature at 
which the oil will flow from one end of the bottle to the other is noted. 

The flash-point test indicate fi the lowed temperature at which vapor from 
an oil will ignite^ hut not continue to burn, when an open flame is brought near 
its surface. It is made by applying heat to the oil, placed in a cup, and 
raising its temperature to the point of vaporization. 

The fire test is a continuation of the fltish point test and indicates the 
temperature at which the vapor of the oil will continue to burn. Its value 
is small as regards the value of a lubricant for bearings, because bearing 
temperatures rarely exceed 140 deg. fahr., while tlie lightest oils have flash 
points of over 300 deg. fahr. 

423. Viscosity Test. — The Sa 3 d)olt Universal Viscosimeter is used in 
the United States for measuring viscosity. By its use the viscosity is deter- 
mined as the time in secmids required for a known qv/intity of oil, at a definite 
temperature, to flow through an orifice of a known size. 

The oil to be tested is placed in the standard oil tube, at the bottom of 
which is a small standardized outlet. The standard tube is surrounded by 
water or oil at t he test temperature When the oil inside the tube reaches 
the test temperature, which is generally from 104 to 140 deg. fahr., since these 
are the bearing temperatures in steam engines, the plug at the bottom of 
the tube is removed, and the oil is allowed to flow into a glass flask of 60 
cubic centimeters capacity. The time required to fill the flask is obtained 
by using a stop watch. 

424. Methods of Lubrication. — The surfaces requiring lubrication in an 
engine may be divided into sliding and rotating surfaces. Flat sliding 
surfaces, such as the crosshead shoes, tend to scrape the oil from the guide, 
unless the corners are slightly rounded to prevent it; in general, such 
surfaces are imperfectly lubricated. Rotating surfaces, such as the journal 
in its bearing, tend to draw the oil in between the surfaces, because of the 
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viscosity of t he oil. Bearings an‘ ordinarily made with a clearance amount- 
ing to 0.001 inch per inch of diameter, wliich permits the oil to form a lilni, 
when supplied in sufficient amounts. Bearing surfaces are generally 
grooved to assist in distributing the oil. Sliding surfaces, such as that of 
the piston in the cylinder, are more difficult to lul)]icat(\ 

The methods used to lubri(;ate steariMuigine bearings may be classified as 
follows: 


1. For individual bearings 


Hand oiling 
Drop-fe(?d oiling 
Ring or chain 
Wiper 
Clreasc cup 
Oily waste 


2. For group l)earings 

3. Cylinder lubrication 


j Splash system 
I CJravity circulating system 

f Hydrostatics lubric^ator 
I Mechanically operated lubricator 


The methods listc'd in group 1 give imperfect- lubrication, as the oil is 
supplied in limited amounts. King or chain oiling where applicable, is 
the best of these methods. Oil-bath and forced-feed methods give nearly 
perfect- lubrication, since the oil is supplied in a sufficient amount to main- 
tain an oil fihn. 

Hand oiling is used for small bearings in which the rubbing speed is low, 
such as the moving parts of t he valve gear. Oil is fcnl into an oil hole in 
the bearing cap, by an oil can having a flexible bottom. It then spreads 
and gradually works its way to the ends of tlie bearing. The oil hole is 
often coverc*d with an oil cup having a spiing-actuated cap which closes 
and keeps dust from getting into the' bearing 

Drop-feed oiling consists in fc'cding a fairly regular supply of oil to thc^ 
bearing. The device's used for drop-feed oiling are the wick-fecxl oiler, 
generally used to lubricate the main and thrust bearings of marine engines, 
and the sight-feed oiler. 

The wick-feed oiler has an oil chamber cH)vered by a cap, a siphon oil 
tube projcicting above the oil level, and a wic;k made of strands of woolen 
yarn. The wick dips into the oil and has its longer end projecting into the 
tube. Oil is drawn from the oil chamber by capillary action and drops on 
the shaft. 

The sight-feed oiler, Fig. 328, is the most common type of oiler, and is 
easily regulated to feed the desired cpiantity of oil. The bottom of the 
glass oil chamber, which is used to show the height of oil, is made of brass 
and contains a conical seat at the bottom of a central sleeve. An adjusting 
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needle valve screws into the top of the cap, which is provided with a hole 
for filling. By turning tlio milled collar, the position of the needle is 
changed with respect to the conical seat, and the rate of feed regulated. 

With the sin all handle at- 
tached to the top of the 
needle horizontal, a spring 
inside the tube pushes the 
neiHlle against the conical 
seat and stops the flow of 
oil. When it is vertical the 
oil will feed as regulated. 
The rate of flow is observed 
through a sight hole placed 
in the base. 

Sight-feed drop oilers are 
often arranged with multiple 
feeds, as shown in Fig. 354, 
page 455, in which there are 
seven oil feeders controlled 
by seven different needle 
valves lo(;atod in oil tubes 
that deliver the oil to the various bearings. 

The crank pins of ov(‘rhung cranks ar(‘ often oiled by a special arrange- 
ment, Fig. 329, using drop-feed oilers to regulate the rate of flow. The oil 
tube, bent to foi m a right angle, has one end attached to the crank pin and 



Fi( 3. 328. — Sight Feed Oiler. 



Pin Oiler. 


the other end enlarged to form a spherical chamber. The tube is of such 
length that the (diamber is in line with the axis of the main shaft. Oil 
flows from the sight-feed drop oiler, usually fixed to a railing or standard, 





CIRCULATION OILING SYSTEM 


427 


through a feed tube, and drops into the chamber, from which it is delivered 
to the crank pin by centrifugal force and enters the bearing through hoU's 
drilled in the crank pin, as shown. 

A telescopic oiler is used on many engines to lubricate the crosshoad 
pin. A sight-feed oil cup delivers oil to a tube, which slides up and (h)wn 
in a tube attached to the crosshead. Oil flows from tin* oil cup through 
the tubes to the wrist pin, and then through drilled lioh's to the bearing. 

An oil wiper is often used to lubricat.e the crosshoad pin of slow-ruiiTiing 
engines. A wick, lubricated from a drop oil cup, hangs in th(^ j^ath of the 
wiper. The wiper strikes the wick and the oil thcr(^on drops into the body 
of the oiler and flows to the wrist pin bearing, through holes drilled in the 
wrist pin. 

A grease cup, Fig. 330, is used to lubricate eccentrics and other slow- 
moving parts. Grease is placed in the cup Ix'low the cup piston, when' it 
is under a pressure produced l)y a light spring. When the bearing becomes 
sufficiently warm, some of the gn^ase is melted and lubricates the bearing. 
When not in use, the small flanged nut raises the piston and removes the 
I)ressure from the greas(‘. 

Ring and chain oiling are used to lubricate the main bearings of high- 
speed engines. Th(‘ b(*aring housing forms an oil reservoir in which oil is 
maintained at a level sutliciently high to have th(‘ lo\v('r ends of th(‘ lings 
submerged. One or two rings or chains surround the shaft and dip into 
the oil. The rings revolve with the motion of th(‘ shaft and cai’iy oil to 
the top of the shaft. The oil is then distributcMl to the bearing l)y the oil 
grooves. The surplus oil flows to the ends of ih(i bearing and drops back 
into the oil reservoir, where it is sometimes cooled by water (arculating 
through coils of piping. 

Splash oiling is employed to luliricate a number of bearings in an en- 
closed casing. It is used extensively with small vertical and horizontal 
high-speed engines. The enclosed crank chamber, Fig. 331, contains oil 
at such a level that the crank pin diiis into the oil at ea(;h revolution. The 
level of the oil is maintained constant by using an overflow connection. 
The crank disk, revolving inside the crank chamber, dips into the oil, 
and thus oil is picked up, and is thrown off the revolving »im by centiifugal 
force. Oil wells or pockets, cast on the inside of the casing, collect the oil 
and lead it through various channels, tubes, or troughs to the i)arts requir- 
ing lubrication. The main b{\‘mngs and ('ccentrics, crank pin, crosslu'ad 
pin, and crosshead guides ar(^ lubricated eitluu' directly by means of oil 
spray or indirectly by means of the oil troughs. 

425. Circulation Oiling System. — There arc two systems embodying the 
oil circulation principle: 

1. Non-pressure oil circulat ing system. 

2. Pressure oil circulating system. 
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426. Non-pressure Oil Circulating System. — By this system the oil 
delivered to the bearings is not under direct pressure. It is employed to 
lubricate automatically the main bearings, crank pins, crossheads, cross- 



head guides; or, in general, most of the external moving parts in medium 
and large sized steam engines. 

A typical syst^'in is shown in Fig. 332. Oil flows by gravity from the 
supply tank, through distributing pipes, to sight-feed glasses in each pipe 



Fiu. 332. — Non-pressure Oil Circulating System. 

line, and the amount flowing to each bearing is regulated by needle valves 
at the sight-feed glasses. From the bearings, t he oil drains through return 
oil pipes back into the sump tank, or lower part of the b(;d. An oil pump, 
driven by the engine, pumps the oil from the sump, either through an oil 
cooler or directly into the supply tank, which is provided with an overflow 
pipe to return the surplus oil to the sump tank. 
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427. Pressure Oil Circulation System. — Oil is delivered by this system, 
as directly as possible, to the various bearing surfaces requiring lubricat ion. 
It is used on enclosed types of steam engines and turbines. For description 
see Art. 478, page 492. 

428. Lubrication of Internal Parts of the Steam Engine. — The internal 
parts of the steam engine, such as the valve, valve rod, piston, and piston 
rod, are exposed to steam temperature conditions. The valve and piston 
are not in view, and the condition of lubrication is not easily determined. 
For this reason, correct lubrication of these parts is more difficult to accom- 
plish than that of the external moving parts. 

Experience has shown that only by the use of a correct grade of high- 
quality cylinder oil, especially selected to suit the operating conditions of 
the engine and applied in the 
correct manner, to the right 
pla(!e, and in the proper quanti- 
ty, will the valves and pistons 
of steam engines operaie at 
highest efficiency with minimum 
wear. Only sufficient oil should 
be used to ensure an unbroken 
oil film. 

Cylinder oil is an oil having a 
heavy body. It u ordinarily 
introduced by a lubricator into 
the steain line at a point just 
above the stop valve. The oil is 
broken up and carried by the 
steam to the internal parts. The 
following types of lubricators 
are used: 

1. Hydrostatic lubricator. 

2. Mechanically operated lu- 
bricator. 

429. Hydrostatic Lubri- 
cator. — This lubricator, Fig. 

333, is widely used Ix^cause 
of its simplicity. It consists of a chamber having two connections to 
the steam pipe leading to the engine. The chamber is filled with oil 
and water the relative amounts of which are shown by a gage glass. 
At the bottom of the chamber is a drain cock for draining off the 
water before refilling the lubricator through the filling plug. When refill- 
ing, the valves in both steam connections to the lubricator should be closed, to 
prevent oil from being blown out when the filling plug is removed, and causing 
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426. Non-pressure Oil Circulating System. — By this system the oil 
delivered to the bearings is not under direct pressure. It is employed to 
lubricate automatically the main bearings, crank pins, crossheads, cross- 



head guides; or, in general, most of the external moving parts in medium 
and large sized steam engines. 

A typical syst^'in is shown in Fig. 332. Oil flows by gravity from the 
supply tank, through distributing pipes, to sight-feed glasses in each pipe 
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line, and the amount flowing to each bearing is regulated by needle valves 
at the sight-feed glasses. From the bearings, t he oil drains through return 
oil pipes back into the sump tank, or lower part of the b(;d. An oil pump, 
driven by the engine, pumps the oil from the sump, either through an oil 
cooler or directly into the supply tank, which is provided with an overflow 
pipe to return the surplus oil to the sump tank. 
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two upper ball valves and through a nozzle. Oil-drops form around the 
guide wire and rise through the water in the sight-feed. T\u) oil then 
passes a non-return valve and is forced through the check valve to the 
atomizer in the steam pipe. The 
rate of feed is controlled by two 
adjusting nuts located below the 
sight-feed. 

The best method of distribut- 
ing cylinder oil to the cylinder 
and valves is the atomizing 
method. Oil is introduced 
through an atomizer, which is 
spoon-shaped on its upper side 
and has slots (extending through 
it, into the steam flowing to the 
(•ylinder. Steam at high velocity 
impinges against the upper sur- 
face of i\w atomizer and forces 
the oil through the slots. This 
breaks fh(^ oil up into a fine 
spray wliich enters the cylinder 
with the steam. 

All types of engine valves are 
efficiently lubricated by this 
iiK^thod, and the piston rod is 
also lubricat(Hl in a most eco- 
nomical manner. In multi-cyl- 
inder engines, each cylinder after 
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Fig. 334. — Positive Pressure Cylinder 
Liif)ricator. 


tl>e first is lubricated by oil carried by the exhaust steam from the preced- 
ing cylinder. 

In vertical steam (mgines, less oil is recpiinnl for the piston and cylinder 
than for horizontal engines, because there is less pressure between the 
piston, the piston rings and the walls of the cylinder. 

In horizontal steam engine’s the cylinder’ takes the pressure caused by 
the weight of the piston sliding on the cylindej-, in addition to the pressure 
caused by the piston rings. The ext ra pressure produced by the piston is 
sometimes removed by a tail rod, an ('xtension of the i)iston rod passing 
out through the rear head and comu'cdiHl to a t ail-rod support. The weight 
of the piston is then carried by the (uosshead and tail-rod guides. 

431. Effect of Oil in Exhaust Steam. — A part of the oil us(‘d to lubricates 
the internal parts of t he steam engine passes out with the exhaust steam and 


is present in one of two forms: (1) oil in suspension, or (2) oil in emulsion. 
Oil in suspension is in the form of globules that can be removed from the 
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steam by an exhaust-steam oil separator. The globules of oil which are 
not extracted from the steam in the separator in the exhaust pipe line will, 
in the case of condensing engines, mix with the condensed steam and pass 
to the hot well, where the greater portion will rise to the surface and can be 
skimmed off. Filters using sand, wood or wool may be used to retain the 
globules, in case the pump suction is not taken low enough in the hot well 
to avoid drawing in the “ float ” oil. Oil in emulsion consists of very 
minute particles of water coated with an oil film. The particles, whi(!h are 

so small that the exhaust-steam sepa- 
rator will remove only a portion of 
them, may be removed by chemical 
precipitation or electrical treatment. 

Oil in emulsion has a milky appear- 
ance, due to the mixing of the oil with 
the steam. With only a small per- 
centage of oil present in emulsion, the 
water is almost clear. Oil in emulsion 
will not rise to the surface in the hot 
well, and cannot be removed by feed- 
water filters. 

When in this form, the oil combines 
with the impuriti(\s in the feedwater 
and coats the luxating surfaces of the 
boiler, thus retarding the flow of heat 
and causing damage, and often failure 
of the boiler by overheating. 

A splash guard, made of sheet 
metal, is used to j)revcnt oil from l 3 c- 
ing thrown from the revolving crank 
pin and connecting rod end over the 
floor and walls of the building. The guard collects th(> escaping oil and 
drains it into the base of the frame. For a typical installation sec Fig. 
322, page 413. 

432. Engine Accessories. — The throttle valve, Fig. 335, is placed near 
the engine cylinder to control the flow of steam to the engirn*. It (consists 
of a cast-iron body having two flanges. One is bolted to t he engine cylinder 
and the other to a flange on the main steam line. A valve scat is machined 
in the body of the valve, upon which a valve disk acts. The position of the 
disk is controlled by a spindle which passes through a stuffing box. The 
threaded portion of the spindle is supported by an outside yoke, and 
carries a handwheel by which the valve is opened and closed. 

The cylinders of steam (mgines arc generally protected, by a relief valve 
or an explosion diaphragm, against dangerous rise in pressure caused by 
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water from an undrained pipe or foaming boiler. The reUef valve is a small 
safety valve which opens to let the water escape from the cylinder. The 
explosion diaphragm is a cast-iron disk having an accurately pre-dctermincd 
section which will give way and release the water as soon a.s the pressure 
rises 50 per cent above initial steam pressure. Hand-operated valves are 
provided to shut off the diaphragms when necessary 
433. Steam Separator. The steam separator removes the entrained water, 
which collects at the bottom of a steam pipe and which is the result of moisture 
in the steam when it leaves the boiler and of condensation in the steam line. 
Unless this water is removed from the steam it may be carried into the 
cylinder, be caught between the piston and cylinder head, and result in 
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Fig. 336. — Cochrane Baffle-type Separator. 

bi caking the cylinder head; if carried into a turbine it may pit and wear 
the blading. Ihe danger from water in steam is increased when the 
yelointy or firc^ssure of th(^ steam is increased. Hteam turbines, reciprocat- 
ing engines, st eam pumps, or other equipment utilizing live steam should be 
protected by separators. The economy of engines and turbines is increased 
by decreasing the moisture content of the steam. 

Steam sepai’ators may be classified as: 

1. R(weis('-curr(‘nt s('j)arators, in which the direction of flow is abruptly 
changed, usually thi’ough 180 degree's. The water in the steam, because of 
its gieatei weight and ineitia, is thrown into the n'ceiving vessel while 
the steam, being light ('r, pass(*s on. 

2. Centiifugal-force separators, in which a rotaiy motion is imparted 
to the steam, and the water is thus separated from it. 

3. Separators having baffle plates, placed in the path of the steam, to 
which water adheres and from which it then falls to a chamber below the 
plates. 

4. Separators using screens in which the separation is brought about by 
mechanical filtration. 
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434. Separator with Baffle. — The baffle type of separator, shown in 
Fig. 336, consists of an upper and a lower chamber. A single solid baffle is 
located in the upper chamber, directly across the path of the steam. On 
the baffle are vertical ribs which prevent the steam current from scrubbing 
particles of water from the baffle. The steam, after striking the baffle, has 
its direction changed through 180 degrees and passes through a port at 
each side of the baffle. The water separated from the steam, runs into the 
lower chamber and is removed through a drip connection at the bottom. 

Receiver Separator. — This type of separator has a large chamber, or 
receiver, which serves both as a receiving chamber for the water removed 
from the steam and as a steam reservoir to equalize the steam flow through 
the steam pipe to the engine. If a receiver separator is installed, a smaller 
size of steam pipe may be used. The action of this separator usually 
depends upon the change in direction of steam flow. 

The water which collects in separators is generally removed automatically 
by a float or bucket trap. 

Live-steam se|)arators may be located as follows: 

1. Inside the boiler, as in marine and locomotive boilers, where the 

steam piping is short, and rocking of the boiler induces excessive 
priming. Separators thus used are known as dry pipes. 

2. Between the boiler and engine, preferably close to the engine. When 

thus located, a receiver separator is generally used. 

436. Oil Separators. — Oil permitted to remain in exhaust steam used 
for heating accumulates upon the heating surfaces of radiators and lowers 

their heat-transmitting 
power. It also forms a 
condensate unsuitable for 
boiler feed. Oil separa- 
tors work upon the same 
general principle as steam 
separators, with changes 
in construction to adapt 
them to oil. The ma- 
jority are compact and 
operate by splitting the 
steam into many small 
streams with frequently 
changing direction. The 
oil is trapped by baffle 
Fia. 337. — Stratton Oil Separator. plates, so arranged that 

once the oil is separated 
it cannot be picked up again by the steam. The oil collects in a reser- 
voir at the bottom of the separator and is removed as in the steam 
separator. 
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The combined reverse-flow and centrifugal oil separator is illustrated by 
the Stratton separator, Fig. 337. It consists of a vertical cast-iron cylinder 
with an internal central pipe extending from the outlet downward to al)oiit 
half the length of the separator. An annular space is thus formed between 
the cylinder and the central pipe. The current of entering steam is de- 
flected by a curved partition and thrown tangentially to the side of the 
annular space. The velocity of the entering steam produces the centrifugal 



Fig. 338. — Oil FilU^r. 


action, which throws the oil and water to the side, whence it runs down 
around the outer shell into th(‘ lower part of the cylinder. The steam fol- 
lows the spiral course to the bottom o the central pipe and hiis its direction 
of flow changed through 180 degrees. Wings arc placed in the bottom of 
the separator to break up the whirling motion of the water and allow it to 
settle quietly at the liottom. This separator uses a spray of water to 
condense any oil in the form of vapor before it enters the separator. 

436. Oil Filter, — Oil wliich drains fi om bearings contains fine particles 
which should be removed before the oil is used again. For this purpose an 
oil filter, of which Fig. 338 is typical, is used. It consists of a cylindrical 
tank within which are several compartments, one for pure oil, one for waste 
oil, and one for wat(T. At the bottom of the water chamber is a coil to 
warm the oil when cold and thus hasten the action of the filter. Waste oil 
is poured in at the top and is passed through a thick layer of waste and into 
a pipe which leads to the bottom of the water chamber. The oil leaving this 
pipe is forced to spread out in a thin layer by two baffle plates, and is thus 
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exposed to the action of the waier which washes it out. The oil then rises 
t hrough a second layer of waste into the pure oil chamber near the top of the 



Fia. 339. — Centrifugal Type Exhaust 
Head. 

438. Back-pressure Valve. — This 
sure in the exhaust piping from engine 


filter and is ready to be used 
again. 

437. Exhaust Heads. — When 
engines are operated non-condens- 
ing, the oil and water in the ex- 
haust steam is removed by an 
exhaust head, before the steam is 
discharged into the atmosphere 
where the oil is likely to damage 
the exposed roofs and walls. 

Exhaust heads are made of 
cast iron or sheet steel, the 
former being generally preferable. 
Figure 339 shows an exhaust head 
using the principle of centrifugal 
force and change in direction of 
the steam flow. The separated oil 
and water are removed by a drain 
pipe connected at the bottom of 
th(‘ chamber. 

^alve prt; vents excessive back pres- 
1 , and is called a back-pressure valve 



Fig. 340. — Pratt & Cady Lever and Fia. 341. — Cochrane Multiport Back 
Weight Back Pressure Valve Pressure Valve. 


in non-condensing plants and an atmospheric relief valve in condensing 
plants. There are many types of back-pressure valves, two of whi(;h are 
shown in Figs. 340 and 341. The Cochrane valve consists of several 
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disks located on a deck plate which carries guide posts for the prc'ssun? 
plate. A dashpot is attached to ihc underside of the valves to pnwent 
sudden (dosing. When the pressure in the exhaust piping Ixicoines grcatcu* 
than the pressure of the atmosphere plus that produced by th(^ springs, 
the valve disks rise and relieve the pressure. The opening pressure can Ix^ 
changed by changing the position of the pressure plate. 

The Pratt and Cady back-pr(‘ssure valve has a weighted k'ver to 
regulate the opening pressure. The valve is of the double-disk type 
having wings to guide it properly. The disks are often provided with a 
dash pot to prevent pounding. 

439. Compound and Vacuum Steam Gages. — These gages, Fig. 342, 
arc used to indicate the pressure of the exhaust steam. The vacuum 



Fkj. 342. — Vacuum and Compound Gages. 


gage, of cit her the Bourdon tuljc or diaphragm type?, is us(‘d for pressures 
bc'low that of the atmosphere and is usually calibrated to read in inches of 
mercury. The construction of a Bourdon tyjx' of vacuum gage is similar 
to that of the pressure gage, but th(‘ j)osition of the tube is reversed to 
make the gage pointer move (dockwis(\ The area of the tube section 
decreases as the vacuum increases, instead of increasing from its condition 
at atmospheric pressure, as in the prossui-(‘ gage. 

The compound gage is used to indicate either a pressure in pounds per 
square inch or a vacuum in inches of mercury The zero reading on the 
dial is at the top or at the left side, as in the figure. The needle pinion 
is under the control of a system of levers so arranged that when under 
vacuum the needle moves counter-clo(?kwise, and when under pressure, 
clockwise As generally calibrated, it reads pressure from 0 to 30 pounds 
per square inch or vacuum from 0 to 30 inches of mercury. 
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REVIEW QUESTIONS 

1 . What is the efTect of friction in the moving parts cf a steam engine, and how is 
this effect partially overcome? 

2 . Name three characteristics of a good lubricating oil. 

3 . What tests arc made upon oils, and what does each tell regarding the lubricating 
properties of the oil? 

4 . Name four methotls of lubricating engine bearings, and state which is the best 
and why? 

6 . Explain the operation of a hydrostatic lubricator. Why is such a lubricator used? 

6 . Describe the non-pressure oil-circulating system. 

7 . Name three engine acce.s.sorics and state the use made of each. 

8 . Describe the operation of (a) a baffle steam separator, (5) centrifugal oil separator. 

9. What is the purpose of an exhaast head? 

10 . How is oil prevented from being thrown on the walls and floor of the building 
by the revolving crank pin of an engine? 
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STEAM ENGINE TESTING 

440. Foreword. — Tests of steam engines are usually made for the 
following purposes: 

1. To determine the weight- of steam used by the engine per indicated 

horsepower per hour at various loads. 

2. To deteniiine the mechanical efficiency. 

3. To observe the operation of the engine under different running con- 

ditions. 

The data obtained from these tests may be used for the same general 
purposes as tliose mentioned under Art. 20G, page 193. 

Apparatus and Instruments Necessary for a Test. — The customary 
tests made on a steam engine require the following instruments and a[)- 
par’atus to obtain the required observations: 

1. Tanks and platform scales to weigh the water, or a suitable water- 
meter calibrated in place. 

2. Graduated scales attached to the water glasses on the boilers, if 

the steam \ised is determined by measuring the boiler feedwater. 

3. Condenser, to condense the steam in order to obtain its weight, or, 

in special cases, a steam-flow meter calibrated in position. 

4. Thermometers, pressure and vacuum gages. 

5. Steam calorimeters. 

(). Barometer. 

7. Steam-engine indicators. 

8. Planimeters. 

9. Tachometer, revolution-counter, or other speed-measuring device. 

10. Friction brake, or dynamoriKter if available. 

441. Water Measiurement. — In making engine tests, it is often de- 
sired to measure the cooling wat('r passing through the condenser. With 
small condensers, this can he done hy weighing; where the quantity of water 
floiving is large, some form of wetr, orifice, nozzle, I enturi tube, or water- 
meier must he used. These d(*vices should be carefully calibrated in po- 
sition. 

A satisfactory type of weir is shown in Fig. 343. It consists of a 90- 
degree sharp-edged V-not-ch, cut in a bronze plate and so placed in a tank 
that the water to be measured passes over it. The amount of water 
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passing can bo coniputod by empirical formulae, such as Professor Thomp- 
son’s formula, which is in general use, 

Q = 2.544 (96) 

in which 

Q = volume of water flowing, cubic feet per second. 

// = head on the weir in feet of water. 


The head on the weir is the height shown in the drawing between the 
bottom of the V and the surfaces of the water. This height is obtained by 



a hook gage provided with a scale and vernier. A reading of the gage is 
first made when the hook is on the level with the bottom of the V-notch. 
With water flowing over the weir, a second reading is made, when the 
gage has l)een raised until the point of the hook begins to pii'rce the sur- 
face of the water. The difference in these two readmgs gives the heady H. 
These measurements must be made with the water nearly quiet; other- 
wise a correction must be made for the velocity at which the water ap- 
proaches the weir. 

A typical water-meter, used to measure water under pressure, is shown 
in Fig. 344. It is known as the pulsating-diaphragm meter and consists 
of an inclined shaft attached to the diaphragm. Tliis shaft travels around 
in contact with a small peg on a plate, which moves the counting mechan- 
ism through a system of gears. The frame has side chambers which are 
alternately filled and emptied, thus producing the “ pulsating ” motion 
that operates the recording mechanism. The diaphragm divides the 
measuring chamber into two compartments of equal volume, one of which 
is being filled while the other is being emptied. Meters are generally cali- 
brated to read in cubic feet of water flowing. 
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442. Measurement of the Quantity of Steam. — The host method of 
measuring the steam iis('d is by disci iai|?inj»: the steam into a surface con- 


denser and vveif^iiing the 
condensate. When this 
method is used, all leaks in 
the condenser should be re- 
paired, or proper correction 
sh.ould be made for the a- 
rnount of leakage. When a 
surface condenser is not 
available, the amount of 
steam used can be obtained 
by measuring the feexl-water 
to the boiler supplying the 
engine In this case, assur- 
ance must be had that all 
the steam from the boiler 
passes to tln^ engine, and 


Dial 



allowance must be made for Fin. 844. — Pulsating Diaphragm Water Meter. 



Fia. 345. — St. John's Steam Flow Meter. 


all water wasted through steam 
\ traps or separators locat(‘d in 
i the steam pipe supplying the 
1 engine. 

! Where it is not possible to 
I measun^ th(^ amount, of steam 
i by either of the previously 
mentioned methods, a steam- 
flow meter connccltKl into the 
steam pipe line may be used. 
This instrument is ordinarily 
calibrated to iudicate the amount 
of steam flowing in pounds per 
hour or in boiler horsepower. 

The St. John’s steam-flow 
meter, shown in Fig. 345, con- 
sists of a cast-iron body con- 
nected directly into the steam 
line. This casting contains the 
inlet and outlet passages, and 
has a brass valve seat located 
in the inlet passage. The valve 
is a tapered plug attached to 
a guided valve spindle, which 
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has a dash pot attached to its lower end to steady the movement of 
the valve. A forked lever above the valve transfers its movement to 
a pciK'il arm, and a clock mecliariism moves a 
calibrated ribbon of paper past the pencil, and 
makes a record of the amount of steam flow. 

This instrument operates on the principle that, 
with a unifonn difference of pressure on two sides 
of an orifice through which steam is passing with 
a constant initial pressure, the quantity of steam 
passing bears a direct relation to the area of the 
orifice. The valve controlling the opening of the 
orifice is so tapered that the amount of steam 
flowing through the orifice, formed by the valve 
and its s('at, bears a dir(^ct proportion to the rise 
of th(^ valve. 

Steam enters below the valve and passes through 
the orifice to the outlet. The current of steam 
is prcv(‘nted from impinging directly on the valve, 
by a deflector cast as a part of tlu^ body casting. 

443. Methods of Measuring Speed. -— The hand 
revolution counter, Fig. 346, is much used for low 
speeds. It consists of a frame in whi(*h a spindle 
revolves. One end of tlu^ spindle carries a worm 
which meshes with a worm wIhh'I driving a plate 
calibrated in revoluiions; the other end carries a suitable point for 



Fig. 346. — Hana Revo- 
lution Counter. 



Fig. 347. — Stroke Counter. 
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connection to the shaft. The point is pressed against the shaft, ami 
the revolutions are counted for one or two iiiinutes. A stop watch should 
be used to observe the time. 

The stroke-counter, Fig. 347, is suitable for low speeds. It has a frame 



Fkj. 348. — Elcotric Tafhotneter. 


on which ar(‘ located a tiain of gears having dials with nuinl)ors attached 
to the gear spindh's. The first gear is niovc'd by a ratchet wheel, which 
in turn is moved by a l(‘ver with a rix(*d ('cc(‘ntric i)in requiring a certain 
length of stroke. The outer end of the lever is attach('d to some rc'cipro- 
cating part of the engine and moves the ratchet wheel one tooth for each 
revolution. A spring-pressed pawl is provided, to pievent the rat(‘het 
wheel from moving backward and to hold it in the i)roper position to per- 
mit reading the numbers The first disk reads units, the second tens, 
the third hundreds, and so on. 

For high speeds, an electric tachometer, Fig. 348, a portable, geared 
hand tachometer, Fig. 349, or a chrononietric tachometer is used. 

The eleciric tachometer has a permanent inagiu't, ])(*tween the poles of 
which an armature revolves. An electromotive force, proportional to the 
speed, is set up, and is read by a voltnu'ter calibrated to read revolutions 
per minute. 

The portable instrument shown in Fig. 349, has a case in which are 
located the operating parts. The main spindle carriers a set of gears which 
can bo moved along the spindle by a Ihuinb screw located on the front 
side of the instrument. Another shaft supports a si'cond set of gears 
which drive the control i) 0 ]tion of the instruimuit and thus move the in- 
dicating hand. The instrument can Im^ set foi- difTc'rent speed ranges, 
by moving the sliding gears to mesh with the various-sized gears on the 
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Fig. 349. — Centrifugal Geared Hand 3'achomcter. 



stationary shaft. The operation of this instrument depends upon the 
change in centrifugal force, acting on the internal rotating parts, at 
different speeds. 

The Von Sicklin-Elgin chronometric tachometer consists essentially of 
a set of gears, which move the indicating hand over a scale, and an accurate 
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watch mechanism, which 
hand moves. 


measures the period of time through which 


the 



The method of usin^r it is (‘vident. from a study 


small amounts of power, 
of the figur(\ 

Another typi' of brake, or dynainoineter, used to iiK'asure the power of 
largo engines, is t he water brake. Fig. 35 1 . T'his brake has a disk atl aehed 
to the shaft, trarisinittiiig power and revolving in oil Ix^tween t wo copper 
plates. A dusting which is free to rotate surrounds the disk and (ilates 
and forms a chamber into which water under pressure is admitted. The 
pressure of the water forces the plates against the revolving disk, and the 
water carries away the heat resulting from friction. The friction i)induc(>d 
tends to rotate the frame, but is prevented from doing .so by weiglits hung 
on a calibrated arm attached to the frame. A special valve is provided 
to maintain a constant pressure of wafer on the brake, regardless of small 
pressure changes in the supply. Power is computed in the same way as 
for the Prony brake. 


446. Preparation for the Test. — A careful (‘xaminat ion should be made 
of the engine and the apparatus required in the test. The condition of 
the inside of the cylinder, valves, and valve seats should be ascertained. 
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and notes made of all points which might affect the results. The cylinder 
and valves should be tested for leaks, and if a condenser is used its packing 
should be examined for air leaks. For this purpose a candle flame may be 
used to detect the leaks, or the piping and condenser may be filled with 
warm water under sufficient pressure to show the leaks if any exist. 

The diameters of ihet engine cylinders should be obtained when cold, 
and the clearance obtained by finding the weight of water required to 
fill the clearance space. To determine the clearance by this method, 
the engine is set on dead center, and the clearance space filled from a 
quantity of water previously weighed. The water remaining when the 
clearance space is filled is subtracted from the original weight, to give the 
weight of water required. In con veiling t his weight to volume, allowance 
must be made for the temperature of the water used. All air pockets 
should be vented to obtain accurate results. If there is leakage past the 
piston and valves, its amount should be allowed for by having the clear- 
ance space full and allowing it to settle for a certain length of time, then 
filling the clearance space again and obtaining the amount used to refill. 
The time required for filling, leakage, and refilling should be taken. The 
amount of water, IKi, required to fill the clearance space is then 

Wi=W--^^ ( 97 ) 

in which 

W = weight of water poured into clearance space. 

IV = weight of water to refifi. 

T == time to fill clearance space. 

t = time for leakage. 

h = time to refill. 

For large engines it is necessary to compute the clearance volume from 
working drawings of the engine. 

If a surface condenser is used to determine the amount of steam used, 
it should be examined for leakage in the condenser tubes, by operating the 
condenser under vacuum with all steam shut off and observing the rate 
at which water is discharged by the condensate pump. 

All imtrunients should be carefully calibrated before and after test. 

The indicator springs should be calibrated under conditions as similar 
as possible to those prevailing in actual use. They should preferably be 
compared with a standard dead- weight tester, or a standard gage known 
to be correct. The calibration should be made for at least five equidistant 
points, and the arithmetical mean should be used as the average scale. 

Platform scales should be compared with standard weights. 

446. Conduct of Test. — The conditions under which the test is to be 
run should be maintained throughout. 
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The test should not be started until all the apparatus has been in oper- 
ation for a sufficient length of time to be thoroughly warmed, and uniform 
conditions have been established. The time should then be noted and the 
observations started. The test should continue from three to ten hours, 
depending on conditions, and readings should bo taken at least every 
fifteen minutes, or oftener if conditions fluctuate. Wide fluctuations 
should be recorded by recording instruments. 

Each indicator card should be marked with the date, make and size 
of engine, number of card, time, scale of spring, and end of cylinder. 
One card of each set should be marked with the readings of the steam and 
vacuum gages. 

A log of the test should be made, on which should be entered readings of 
steam and vacuum gages, thermometers, calorimeters, speed indicators, 
load-measuring devices, and steam used. These readings should be 
obtained at practically the same time the indicator diagrams arc taken. 
The areas, lengths, mean effective pressures, and cut-offs [shown by 
the diagrams should be placed on the log, and a set of representative indi- 
cator diagrams should be selected for inclusion in the record. 

447. Calculation of Results. — Before any calculations are made, the 
data should be examined carefully, and any observations which are obviously 
incorrect should be thrown out. In making cal (dilations involving the 
averages of a number of readings, the following methods may be used: 

1. Primary averages in which all the readings of each instrument are 

averaged and the resulting averages used to calculate the final 
results. 

2. Final averages in which the final result is calculated from each set 

of coincident observations. These final results are averaged as a 
grand average. 

The choice between these two methods depends upon the degree of 
accuracy desired, and the type of formula involved. With a formula 
involving the sum or difference of first powers, either method is satisfac- 
tory; when the fo mula involves fractional powers or powers greater than 
t he first, the method o final averages should be used to obtain the correct 
result-. 

Each item is calculated according to the methods explained in the 
previous chapters. The observations and the results should be tabulated 
in a form, such as shown in Table ^32, page 449, in which roman figures 
indicate obs(U’V(‘d values and bold-faced type shows computed values. 

To determine the point of cut-off from the diagram, the method shown 
in Fig. 352 is used. Through the point of maximum pressure during 
admission, a line is drawn parallel to the atmospheric line. Through a 
point on the expansion line where cut-off is complete, a hyperbolic curve, 
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Cut-off 


Art. 396, page 397, is drawn. The point at which the line through the 
point of maximum pressure intersects the hyperbolic curve is the point 

of nominal cut-off. The propor- 
tion of cut-off is found by divid- 
ing the length up to the point of 
cut-off, Z, by the total length, L. 

448. Calculation of a Heat 
Balance. — For some purposes it 
is often aesired to make a heat 
balance for the engine, using the 
data obtained during the tost. 
Such a heat balance is shown in 
Table 31, and the method of calculating the various items is illustrated. 
The data used in this heat balance were taken from the form given 
in Table 32. 



Fin. — Method of Finding Point of 
Chit-ofT. 


TABLE 31. — HEAT BALANCE FOR AN 8 IN. BY 18 IN. 
CORLISS ENGINE 


Name of Ix).s.s 

B.t.u. 

Per Cent 

Heat supplieil to engirio per hour 

915,018 

814,312 

67,241 

33,165 

100 

88.9 

7.4 

3.7 

Heat carried away by condensing water per hour 

Heat equivalent of t he i.hp. per hour 

Heat lost by radiation, etc 


Heat supplied to the engine per hour equals the weight of steam used 


by the engine per hour multiplied by the quantity of heat per pound of 
steam above 32 deg. fahr. at the absolute pressure and (juality in the 
steam main. 

Example 48. — Weight of steam usetl, 780 pounds per hour; quality equals 0.977; 
absolute steam pressure, 134.5 lb. {Xjr .scp in.; exhaust pressure, 15.6 lb. per sq. in. abs. 
Find the heat supplied per hour. 

Solution. — Heat per pound - x L\ -{-hi = 0.977 X 872.3 T 320.9 = 1173.1 B.t.u. 
Heat supplied, B.t.u. jier hour, equals 780 X 1173.1 = 915,018. 

Heat absorbed by the circulating water per hour (npials the weight of 
circulating water multiplied by the rise in tonip(*rature of the water in 
passing through the condenser. As an equation. 

Heat absorbed — Weih — (98) 

in which Wc = weight of circulating water per hour, pounds. 
ii = temperature at outlet, deg. fahr. 
k = temperature at inlet, deg. fahr. 

Example 49. — Wc us observed during test given in Table 33, on page 449, = 21,715 
lb. per hr. k = 55.5 deg. fahr.; k = 93.0 deg. fahr. 
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Find the heat absorbed by the circulating water per hour. 

Solution. — Heat absorbed = 21,715 (93.0 - 55.5) = 814,312 B.t.u. 

Heat equivalent of the i.hp. per hour equals the number of indicated 
horsepower multiplied by tlie heat equivalent of one horsepower hour 

= i.hp. X — — = i.hp. per hour X 2547 

Example 60. — The indicated horsc|3ower, as shown by the engine test, Table 32, 
e(pials 26.4. Find the lieat equivalent of the i.hp. 

Solution. — Heat in B.t.u. = 26.4 X 2.547 = 67,241. 

Heat lost by radiation and other causes equals the heat supplied per 
hour minus the sum of the heat absorbed by the condenser per hour and 
the heat equivalent of the i.hp. per hour. 

Example 61. — Using the data in tlie three previou.s examples, find the heat lost 
by radiation per hour. 

Solution. — Heat supplied |3er hour, from Example 49 = 915,018. Sum of item.s 
ill Examples 49 and .50 = 811, 312 -f 67,241 = 88l,.553. Heat lost by radiation, etc., 
including friction - 915,018 - 881, .553 = 33,465 B.t.u. 

TABLE 32. - DATA AND RESULTS OF RECIPROCATING 
STEAM ENGINE TEST 
A. S. M. E. Test Code, 1920 


Item 


Name of Item witfi I nita 


1 

2 

3 

4 

5 

6 

7 

8 
9 

10 

11 

12 

13 

14 

15 

16 

17 

18 


General 1 nfoum.ation Description and Dimensions 

Dale of test 

Builder of engine 

Object of test 

I’ypo of engine 

class of service 

Auxiliaries ‘ 

Tyfieand make of condenser etpiipmenl 

Rated caiiacity of condcn.ser 

Rated power of engine 

Kind of valves 

1\ype of governor 

Diameter of cylinder, in 

Diameter of piston rod, in 

Stroke of piston, in 

(deartince volume of head end, per cent 

Clearance volume of crank end, per cent 

Horsoiiower (^instant, head eml 

Horsepower constant., crank end 


Mar. lO, 1919 
Murray Iron Works 
Performance 
Simple 
Mill 

Steam driven 
Wheeler, surface 


25 

Corliss 

Pendulum 


5.56 

5.10 

0.00228 

0.00216 


19 

20 
21 
22 

23 

24 


'Fest Data and Results 

Duration of test, hr 

Average pref^sures 

Barometric pressure, in. of merctiry 

Baromet ric pressure, lb. |mm- stp in 

Pressure in steam pipe netir throttle, lb. per sti. in., gage 
Absolute [iressurc corresponding to item 22, lb per sq. 

in 

Pressure in exhaust pipe near engine, lb. per sq. in 


3 

29.51 

14.4 

120 

134.4 

0.10 
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TABLE 32. - DATA AND RESULTS OF RECIPROCATING 
STEAM ENGINE TEST Continued 

A. S.M. E. Test Code, 1920 


Item 


Numo of Item with Units 


25 


Absolute pressure corresponding to item 24, lb. i>er stp 
in 


14.6 


26 

27 


28 

29 


Average temperatures 

Engine room temperature, deg. fahr 

Temperature of saturated steam corresponding to 

pressure in exhaust pipe near engine, deg. fahr 

Quality of Steam at throttle 

Per cent of moisture in steam, per cent 

Quality 


73 

211.6 

2.30 

0.977 


30 

31 

32 

33 

34 

35 

36 

37 

38 


39 

40 

41 


Total quantities 

Total steam consumed by engine, as measured, 11). . . , 

Total dry and saturated steam consumed, lb 

Hourly quantities 

Steam consumed per hour as measured, lb 

Dry and saturated steam consumed per hour, lb 

Heal consumption 

Total heat above water at 32 deg. fahr. l)er pound of 

steam at throttle, B.t.u 

Heat of liquid at temperature of steam at exhaust 

pre.ssure, B.t.u 

Heat supplied per pound of steam, B t.u 

Heat consumed {)er hour, B.t.u 

Heat available for work per lb. of .steam from adiabat ic 
exf)ansion between inifial conditions and final pre.s- 

surc according to the Hankine cycle, B.t.u 

Indicator diagrams 

Nominal cut-off, per cent 

Mean effective pressure (average), lb. per sq. in 

Speed 

Revolutions per minute, r.p.m 


2340 

2286 

780 

762 


1173.1 

180.0 

1173.1 

774,600 


163.3 

19.6 


102 


42 

43 

44 

45 

46 

47 

48 

49 

50 

51 


Power 

Indicated horsepower developed by whole engine, i.hp. 
Brake horsepower devclojjcd by whole engine, b.hp. 

Friction of engine, hp 

Mechanical efficiency, per cent 

Hconomy results 

Steam consumed per i.hf).-hr. jis measured, lb 

Dry and saturated steam consumed {xir i.hf) -hr., lb.. . 

Steam consumed per b.hp.-hr. as measured, lb 

Dry and saturated steam consumed per b.hp.-hr., lb. . 

Heat consumed per i.hp.-hr 

Heat available according to Rankinc cycle per i.hp.- 
hr., B.t.u 


26.4 
26.6 
0.80 

97 

29.6 

28.9 

30.4 
29.8 

29,300 

4820 


52 

53 

54 


E JJic ie/ncy res alls 

Thermal efficiency referred to i.hp., per cent 

Engine efficiency ba.sed on i.hp., per cent 

Rankine cycle efficiency, per cent 


8.7 

63.3 

16.2 
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REVIEW QUESTIONS AND PROBLEMS 

1 . Name the apparatus rctpiired to make the observations necessary for a per- 
formance test of a steam engine. 

2 . State the purpose of each instrument named in Question 1. 

3 . Name three methods used to mca,surc water, and describe one of them. 

4 . In testing a centrifugal pump, the water discharged was measured by a 90-deg. 
V-notch weir. The hook gage reading was 1.7(52 in. at maximum discharge, zero read- 
ing 1.4537 in. Using Professor Thompson’s formula, compute the flow in pounds of 
water, the observed temperature of which was 67 deg. fahr. 

6. Descril)e one form of steam meter. Under what circumstances should it be 
used to obtain the weight of steam used by an engine? 

6. C'heck items given in bold-faced type in Table 33. 

7 . Explain the meaning of items 30, 46, 52 and 53. 

8 . What is meant by “the method of averages,’’ jis applied to computing the results 
of a test. 

9 . Mention four nietliods of meas\iring speed. Whi<ih nu'thod should be used to 
give accurate rc'adings at high speeds? 

10 . Explain tlie water method of finding the clearance of an engine. 
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449. Foreword. — A steam turbine is a steam enp;ine having a rotating 
wheel or cylinder to which is fastened a scries of buckets,* unitoimly 
spaced, on its periphery. Steam from nozzles or guide passages is directed 
continuously against these buckets, thus causing rotation. Expansion of 
the steam in the nozzles or buckets converts its heat ('lun-gy into energy of 
motion, and gives it a high velocity, which is expendt'd on the moving 
l)lades. The difference in the variom typen of turbiim is dw to different 
methods of using the steam, depending upon the construciion aiid arrange- 
merit of the nozzles, steam passages, and blading. 

The steam turbine is essentially a high-speed machine It is used to 
best advantage with direct connection to electric generators, centrifugal 
pumps and compressors; and with geared connections to marine propellers, 
rolling mills and machinery which should run at low sp(‘ed. 

Steam turbines range in capacity and speed from a few horsejwwer at 
20,000 or 30,000 revolutions pe minute, in the smaller, single-wheel tur- 
bines, to the modern three-cylinder cross-compound turbine having a 
continuous rating of 00,000 kw., with the rotors in the separate cylinders 
running at 1800 and 1200 revolutions per minute. 

The advantages claimed for the steam turbine are comparatively low 
initial cost, low expense for maintenance and attendance, small floor- 
space requirement, light foundations, large overload capacity, freedom from 
oil in the exhaust steam, absence of vibration, uniform velocity of rotation, 
and high efficiency ov('r a wide range of load in large installations. The 
steam turbine can be built in units of greater capacity than is piactical 
with reciprocating steam engines. 

460 Classification of Steam Turbines. — Turbines may be classified 
in the following ways: 

. ^ 1 . f Horizontal 

1. By position of shaft 


2. By pressure of the entering steam 


High prevssure 
Low pr('ssure 


* The terms blade, bucket and vane are u.sed interchangeably by varioas man- 
ufacturers of steam turbines. Blade \s generally applied to react ion turbines, and bucket 
to impulse turbines. The term bucket will l)e used in this chapter to avoid confusion. 
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3. In accordance with the action of the steam 


Impulse 

Reaction 

Combined impulse and 
reaction 


4. By method of subdividing the flow of energy | Pressuri^ stage 
in the buckets | Velocity stage 


Axial flow 

5 By direction of flow of the steam with re- 

lation to the bucket wheel Double flow 

Tangential flow 
Radial flow 


6. By number of cylinders used to expand the 
steam 


Single cylinder 
('orn pound cylinder 
Multiple' cylinder 


461. General Types of Steam Turbines. — In an impulse type of 
turbine the expansion and consequent change in pressure of the steam occurs 
entirely within the nozzles, which direct the steam in jets against the moving 
buckets. 

In a reaction type of turbine the steam is directed against the moving 
buckets by guide vanes or orijices, and the pressure of the steam changes as 
the steam expands through both stationary guide vanes and inoving buckets. 

The forces of impulse and reaction are present, in both these types, and 
the designation is made in accordance with the predominating effect. 
The meaning of these terms can be made clear by considering a jet of steam 
issuing from a stationary nozzle and impinging against a movable flat 
plate. The force causing the plate to move is duo to impulse, because 
it is a force acting in a forward direction. The jet as it leaves the nozzle 
exerts a reaction, or backward, force upon the nozzle. As applied to com- 
mercial turbines, impulse and reaction are illustrated by a nozzle, Fig. 
3536, discharging against a movable curved plate. Tiie force causing 
motion of the plate is a combination of impulse and reaction, and is greater 
than the impulse or the reaction force acting alone. Buckets are thus 
made with a shape that reverses the jet of steam as much as is practical, 
thereby increasing the force acting on the bucket. The forms of buckets 
used in commercial impulse and reaction turbines are shown in Fig. 353a 
and c. 

In a multi-pressure stage turbine the total drop in pressure is divided 
into a number of small pressure drops, each of which is used as though in 
a separate turbine, and all the wheels of the turbine are carried on a com- 
mon shaft. In the impulse type of pressure-stage turbine, the total 
drop in pressure of the steam, from inlet to exhaust outlet, is divided be- 
tween two or more sets of impulsc-tyi)e nozzles, each set having its row 
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of moving buckois. Tlio reaction turbine, from its construction, is a 
multi-pressun^ stag(' turbine, each stage being (‘onsickired as made up 
of a single row of stationary vanes and its corresponding row of moving 
buckets. The multi-pressure stage construction is also called pressure 
compounding. 

In the multi-velocity stage turbine, there are two or more rows of moving 
buckets to take up the velocity of the jets of steam, which is expanded 
from initial to final pressure in one set of nozzles. The steam is dinxded 



Fig. 353. — Action of Jet in Steam Turbines, and Commercial Forms of Impulse and 

Reaction Buckets. 

by the nozzles upon the first row of moving buckets. The steam leaving 
the first row of buckets is re-directed against a second row of moving buckets 
by the first row of stationary vanes, and so on through the vailous rows 
of buckets used to absorb the velocity. 

The object of multi-staging is to reduce the rotative speed of the turbine 
shaft. When the entire expansion occurs in a single set. of nozzles, as in 
the De Laval single-stage turbine, using a single row of bucket s, the velocity 
attained by the jet of steam is between 3500 and 4000 feet per second. 
The velocity of the corresponding buckets is between 1200 and 1400 feet 
per second for best economy. This speed is prohibitive, except with 
wheels having a small diameter,* on account of the strength of the ma- 
terials required. By using multi-stage velocity turbines, the velocity 
of the buckets may be made less, since the initial velocity is taken up in 

* In the De Laval single-stage turbine the diameter of the wheel, to the center of 
the buckets, in a 5 hp. turbine, is 3.94 inches, and the rotative speed is 30,000 r.p.m. 
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flexible shaft, which carries a nickel-stccl wheel having a single row of 
drop-forged steel buckets, around it periphery. A sec^tion of the rim 
of the wheel. Fig. 356, shows the buckets with bulb shanks forced into 
slots in the wheel. The upper ends of the buckets have projections, 
which fit closely together, forming a continuous ring around the cir- 
cumference. On account of the high velocity of rotation, 20,000 to 

30,000 r.p.m., the shaft is made light 
and flexible to permit the wheel and shaft 
to rotate about the center of mass and thus 
to prevent vibrations. 

The bearings are made in halves, lined 
with anti-friction metal, reamed inside, and 
ground true outside. The outer bearing 
carries most of the weight on the shaft 
and has a spherical scat in the casing. 
This gives flexibility and makes the bear- 
ing self-aligning. A helical spring, held in 
position by a cap, presses the middle bearing 
against its seat. The inner bearing is flex- 
ible and free to oscillate, and acts as a 
stuffing box to prevent leakage of steam 
from the casing. These bearings are oiled 
from a central reservoir. 

Small disk wheels have holes through the 
center, and arc forced on tapered sleeves 
shrunk on the shaft. The larger wheels are made solid for greater 
strength, and are bolted to flanges on the shaft. The thickness of the 
wheel section is increased from the rim to the center to aid in equalizing 
the stresses in the wheel. At the base of the rim, below the buckets, it 
is made thin enough to confine a break to that part of the wheel, in case 
of damage to the row of buckets. 

Steam passing through the throttling governor, Fig. 357, enters the 
expanding nozzles, in the steam chest, which are controlled by needle 
valves adjusted by hand. The number of nozzles depwids on the size 
of the turbine, and ranges from 1 to 15. The cross section of the nozzles 
is generally round, though square or rectangular sections are sometimes 
used; their shape is such that the steam attains a maximum velocity 
during expansion. The nozzle is located to direct the high-velocity jet 
against the bucket, at the proper angle to give minimum impact at en- 
trance. 

The speed of the turbine shaft, which is too high to be properly utilized. 
Is reduced by means of reduction gearing. The pinion has helical teeth 
cut on an enlargement of the flexible shaft. It meshes with and drives 


Too Section 
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a largo holical goar on a shaft- diic'ctly coupled to the generator shaft. 
The teeth on both pinion and g(‘ar are cut in two I’ows, one row cut right- 
hand and the otlicr left-hand, at an angle of 45 degn'es. This construc- 
tion is necessary for qui(4 and efficient operation at high speeds and pre- 
vents end thrust, or endwise movement of the shaft. 

The gear case is substantial, and carries ample bearings for the pinion 
and gear shaft. The gear centers are of ca.st iron with steel rims shrunk 



Pig. 357. — Throttle Valve and Governor De Laval 35-kw. Turbine. 


on them. The teeth are cut on the rim wit h great accuracy and, if they 
are maintained in propei' alignment with suitable lubrication, the wear 
after long periods of operation is slight, since the pressure on the teeth at 
ihe high speed of rotation is low. 

The governor is a simple (centrifugal throttling governor, Fig. 357, 
generally attached to the slow-sixced shaft of the reduction gear. It 
controh the speed by regulating the pressure of steam admitted to the nozzles. 
The governor weights are (‘ylindrical and surround a helical spring. 
Thiis spring rccsts on a collar, against which pins in the governor weights 
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bear. Knife-edges on the governor weights bear against a fulcrum on the 
main governor support. When the speed increases above normal, centrif- 
ugal force causes the governor weights to swing farther apart. This 
compresses the governor spring and moves the central spindle to the 
right, thus moving the bell-crank lever and operating the double-disk 
poppet admission valve to reduce the opening for steam, thus reducing 



the speed. The admission va!v(* is normally held open by a spring at- 
tached, outside, to the l)ell crank. An adjusting nut screwed into the 
governor body controls the initial compression of the governor spring, 
and hence the speed of the turl)ine. 

When the turbine is operated condensing, (piick closing of the admission 
valve in case of emergency does not decrease the speed lapidly enough. 
Therefore, it is arranged so that further movement of the governor pins 
compresses a stiff spring in the stationary bell crank, and opens a vacuum 
valve. This admits air to the wheel chamber and decreases the speed by 
reducing the vacuum. This single-wheel turbine is built in sizes up to 
600 horsepower, with peripheral speeds as high as 1300 feet per second. 

The more recent types of De Laval turbines are of the velocity or pres- 
sure-stage construction and will be described as illustrative of these types. 

463. De Laval Velocity-stage Impulse Turbine. —Tlic v(‘locity-stage De 
Laval turbine. Fig. 358, has either two or three velocity stages, with the 
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steam wholly expanded in one set of nozzles and the resulting velocity taken 
up in the rows of moving blades, with the necessary stationary guide vanes 
for re-dirc{!ting the steam upon the moving buckets. The forms of the 



Fkj. 350. — Nozzle and I^ucket Arrangement of Do Laval Velocity-stage Turbine. 


nozzles are shown in Fig. 359. The biu^kets arc similar to those described 
in the previous article. The shaft to which the bucket wheels are keyed 





J60. — Hateau and Curtis Turbine Elements. 


is short and stiff, with a diameter sufficient to i)revent vibration. It is 
supported at each end by a i)lain ring-oiled bearing. Thrust collars at 
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the forward bearing prevent end play of the shaft. Leakage of steam 
around the shaft, from or into the casing, is prevented by metallic ring 
packing held in place by a gland. The speed is regulated by a throttle 
valve under the control of a centrifugal governor mounted directly on the 
turbine shaft. 

464. Multi-pressure Stage Impulse Elements. — The impulse elements, 
consisting of sets of nozzles and the corresponding buckets, for medium- 
and large-sized pressure stage turbines, are of cither the Rateau or Curtis 
t3rpe, Fig. 360. In the Rateau type a pressure stage is formed by ex- 
panding the steam in a single set of nozzles and taking its velocity up by 



Fig. 361. ~ De Laval Pressure-stage Impulse Turbine. 


a single row of buckets, the number of stages depending upon the capacity 
desired. In the Curtis type, the steam is expanded in a single row of 
nozzles to give it sufficient velocity to carry it through two rows of 
moving buckets and oik^ row of .stationary buckets, tlu. nozzles and 
buckets forming one pressure stage. 

Each type has its advantages. The Curtis type is especially suitable 
for high initial pressure. A combination of these types is used on large 
Curtis and Kerr turbines. 

466. De Laval Pressure-stage Impulse Turbine. — This turbine, 
which is made in sizes from 50 to 15,000 horsepower, is illustrative of the 
Rateau type of construction, the geiKual arrangement of the parts being 
shown in Fig. 361. A heavy shaft carries separate bucket wheels, each 
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revolving in a separate chamber between diaphragms held by a cylindrical 
casing. The wheels arc mounted on the shaft by means of tapered bush- 
ings which are drawn into position by a nut. Three bearings supix)rt 


To Coadeasi 



Fi(}, 302. — Labyrinth Packing. 


Driving Spindle U j j I "TUI 

bJ 

Fig. 363. — .Jahns Governor used on Dc Laval 
Multi-sUige Stejini Turbines. 


the shaft, two of which arc ring-oiled and the third a marine type of thrust 
bearing. To reduce the leakage of steam between stages and from the 
casing at the higii-pressure end, removable labyrinth packings, Fig. 3G2, 
carried by the diaphragm and casing, surround the rotating hub and shaft. 
This typo of packing consists of metallic rings carried by the shaft, be- 
tween which are stationary rings supported by the frame. On account 
of the small ch'arances between the rings and shaft and the long zigzag 
path for escape of steam, the leakage is small. The space between the 
shaft and rings may be piped to a lower pressure stage or to the condenser. 
Condensation passing by the packing rings is deflected from the bearings 
by a baffle ring. 

The flow of steam to the steam chest is regulated by a double-seated 
ix)ppct throttle valve under control of a centrifugal governor. Fig. 303, 
of the Jahns type, mounted on a vei-tical spindle driven from the main 
shaft by worm gearing. It consists of cylindrical hollow weights surrounfl- 
ing spiral spr ngs and moving in a horizontal plane. The weights are 
attached to bell cranks which move a sliding sleeve connected to the 
throttle valve. Roller bearings guide the boll cranks both horizontally 
and vertically. 

Steam admitted to the steam chest passes through the first-stage 
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nozzles, which occupy only a part of the circumference and may be con- 
trolled by hand-operated valves. After leaving the first row of moving 
l)uckets, the movement of the steam is reversed in the stationary guide 
vanes, which are set in around the entire circumference of the diaphragm. 
As it leaves the guide vane, the steam is expanded again in short nozzles 
formed between t he vanes in the diaphragm, and is thus re-directed against 





'^^xhausf Ouffet 


Fig. 364. — Outside View of 3(H)0-kw. Curtis Turbine. 

the second row of moving buckets. Tlie path of tlic steam through the 
stages, ('ach consisting of a row of nozzles and buckets, is continuous until 
the pressure has fallen to that of the steam at the exhaust coniK'ction. 
The height of the buckets iniu'eases as the exhaust end is approached, to 
allow for the increase in volume of the steam. 

466. Curtis Impulse Turbine. — Curtis turbines are of the pressure- 
stage impulse type, ranging from the single-stage turbine of small power 
up to 18 or 20 stages in the larger 45, (K)O-kw. units. The 5000 to 10,000- 
kw. turbines were foriiK'rly made with vertical shafts, but in recent years 
the horizontal construction has been used. The smaller turbines have the 
Curtis type of multi-pressure staging, and the larger turbines have a com- 
bination of the Curtis and Rateau typos. 

Outside and sectional views. Figs. 304 and 365, show the general con- 
struction of a miHlium sized hoiizontal Curtis turbine. The casing en- 
closing, the wheels is made of cast iron, and carries the bearings which 
support the shaft. The casing is split horizontally, and the upper and lower 
sections are held together with bolts Non-conducting material, covered 
by sheet-metal, is placed over a part of the casing. The location of the 
steam-operated valve gear, governor, governor shaft and steam con- 
nections is shown. 

The rotating element, consisting of four steel disks or wheels, mounted 
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Fig. 365. — 4-SiaKfi Condensing Curtis Ste<am Turbine — Sectional View. 

on a stiff shaft', is shown in P'ig. 3()(). The first. whe(d eai’ries t wo rows of 
buckets, arranged on the wheel as in Fig. 3()7a and 5; the other whecds 
carry one row each, kkudi wheel runs in a sef)arate ehainher, formed l.)y 
diaphragms supported between the wheels by the frame of tlie tuihino. 




•^ecarfof kVAffe/- jp 

first- Stage Wtee/^ , 



Ii^Q. 366. — Rotating Element of 4-.stage Curtis Turbine, 
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The buckets are made of steel alloyed with nickel, vanadium, or chro- 
mium, the composition depending upon the strength required by the 
bucket sections. They are drop-forged to exact dimensions, and the 
shanks are then milled to form a dovetail tenon, which is inserted into a 
corresponding slot in the rim of the wheel. The lips of the buckets pass 
through slots in shrouding strips, and are riveted over to make a secure 



Fig. 367a. — Method of Assembling Buckets Fig. 367^. — Curtis Turbine Wheel 
— Curtis Turbine. showing Bucket Assembly. 

fastening, the method of attaching the buckets and shrouding being shown 
in Fig. 367a and b The spacing, or distance between the buckets, is fixed 
by a projection on the base of the bucket. The opening made for insertion 
of the buckets into the slot is filled by a spacing block after the last bucket 
is in place. Buckets are now made with slots instead of tenons. The 
stationary buckets are made like the moving buckets and are secured to 
segments which are bolted to the frame. 

The plan and elevation. Fig. 368, of sections through two stages of this 
turbine show the general arrangement of nozzles and buckets. The 6rst 
stage nozzles. Fig. 369, are formed in a plate attairhod to the casing by 
bolts, and extend only a short distance around the wheel rim. Because 
of increase in the volume of the steam as the pressure is lowered, the 
nozzle arc and the arc of the stationary reversing buckets, if used, are made 
progressively longer for the succeeding stages. In the lowest stage they 
extend entirely around the wheel. For this reason also, the height of 
the buckets is increased from stage to stage. Th(i construction of the 
second-stage diaphragm and nozzles is shown in Fig. 370. 
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I’lo. 3<j9. — First Stajce Nozzles Curtis Turbine. 
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An increase in height on the exit side of a bucket is necessary to allow 
for decrease in velocity of the steam. This also accounts for the increase 
in height of the buckets in the same and following stages. 

The bearings have a shell divided horizontally into halves and lined 
with babbitt.. A short length at the center of the shell is made spherical, 



Fia. 370. — Second StuKc Nozzles and Diaphragm, Curtis Turbine. 


to fit into a corresponding seat in the pedestal, foi* [)urposes of alignment. 
The inner bearing, Fig. 371, shows in d(‘tail the arrangement of the parts. 
The upper shell is prevented from rotating by a screw bolt extending into 



a slot in the upper lialf of the shell. Oil iind(‘r pressure is fed through 
piping to the lower half of tlie lining, and a cooling coil, through which 
water is circulated, lies in the lower half of the shcdl below the babbitt 
lining. The outer bearing carries a roller thrust bearing which controls 
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the position of tho rotatinj*; ])arts. An onlar^od view of a babbit thrust 
boarinj^ is shown in Eij^. 372 with the various parts named. 

Leakage o( steam out of the liigh-})ressure (‘asing or between [)r(‘ssure 
stages, or leakage of air into the low-pressure end, is presented by either 
carbon or labyrinth packing. An ass(anbly of the carbon packing is shown 
in Fig. 373. It consists of several segments with overlapping ends held 



used on Curtis Horizontal Turbines. Fig. 373. — Carbon Packing. 

betwc'en the partitions by a packing box, prevented from rotation and given 
a light bearing pri'ssure on the shaft by flat oi* garter springs. To prevent 
entrance of air, steam at a pressure higher than that of the air is admitted 
as indi(!ated. 

The steam flows from the steam jiipe through a strainer in the steam 
chest, and past the governor valve to t he first -stage nozzles. After ex- 
pansion in the nozzkvs, which results in high velocity, the steam strikes 
the first row of moving buckets on the rotor and gives up part of its ve- 
locity. It then passers to the stationary reversing buckets and so on 
through the velocity staging, to the second-stag(^ diaphragm opening and 
into the second-stage nozzles, where it is again expanded and its avail- 
able energy taken up by the buckets. This (‘xpansion and absorption 
are repeated for (^ach pressure stage* of the turbine. 

457. Vertical Curtis Turbines. — Although this type of Curtis turbine 
is being superseded by the horizontal turbine, it is in satisfactory oper- 
ation in many stations, in units as large as 15,000 kw. The general ar- 
rangement of a five-stage turbine is shown in Fig. 374, with the location 
of the governor, throttle valve, and admission valves marked. The 
turbine shell, or casing, which carries the stationary buckets, diaphragms, 



468 


STEAM TURBINES 


and nozzles, rests on an exhaust, base or a condenser, and supports alx)ve it 
the stationary part of th(^ electric generator. The lower (*nd of the ver- 
tical shaft rests on a step bearing, which carries the weight of the shaft, 
turbine wheels, and rotor of the generator. Two spherical bearings, one 

- ' above the turbine and 

the other above the 
generator, keep the 
floinmof— p I shaft in position. The 

' r^- li Cir i step bearing, Fig. 375, 

consists essentially of 
~ ^ cast-iron blocks, 

- [ the upper one doweled 

1 — 1 ~ to the shaft, and the 

I Generator . , , , 

I lower one supported by 

I the base and adjusted 

I ^§1 i hy a large screw with 

I m ^ PTC passing through 

- ' ■■■ - J ThroWa and it to Supply oil or water 

I between the blocks. 

The lubricant, under a 

I pressure of about tiOO 

~ pounds per square inch, 

^ ^ ^Turbine nlad forced out between 

the edges of the blocks 

Wheels and Shaft 

f fil'M- The tur- 
bine wheels consist of 


Generator Bas^ 


p* ThroWa and 
amergency Valve 


^ Wheels and Shaft 


Turbina Base / 

two steel disks riveted 

^ 1 

to a central spider 

^ 1 

carried by the shaft. 

V 

each wheel carrying 

n n ^ 

1 s 

two rows of moving 

Outside View I 

buckets. 


Sectional View L 468. Govemors and 

I Valve Gears for Curtis 

— T — TT , ^ . Turbines. — Both cen- 

Fia. 374. — Half Cro.ss-section of Vertical Curtis . . , . 

T,.rbine and Generator. 

type governors are used 

on Curtis turbines, with three types of valve gears, namely, hydraulic 
or oil-operated, steam-operated, and mechanically operated. In small 
units, a centrifugal governor mounted directly on the shaft controls the speed, 


by throttling the steam pressure. In large units, the speed is controlled hy 
“ cutting out nozzles ” of the first stage^ By this method the amount of 
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■Steam to Paoklng^ 
Carbon Packing 
■Defleotor 
Water Pan 


steam is varied, while the pressure is maintained constant, thereby keep- 
ing a constant velocity in the nozzles and buckets. 

469. Centrifugal Curtis Governor. — A sectional view, Fig. 370, of 
the centrifugal governor used with the hydraulic valve gear shows the 
weights, main spring, governor lever, 
and synchronizing springs, together 
with the other details. The weights, 
main spring, and connection rod are 
revolved by a vertical governor spindle, 
driven from the turbine shaft by a 
worm and worm gear. As the speed 
increases, the outward movement of 
the weights extends the spring, and 
the motion is transmitted by the con- 
nection rod to the governor lever, and 
thence through the valve gear to the 
admission valves. 

The auxiliary spring is used to regu- 
late the speeds through small limits, | 
when synchronizing. Its tension is ad- Adjueting so JlyTI 
justed by means of a handwheel, worm 
and worm gear. 

460. Inertia-type Curtis Governor. — 

This governor, Fig. 377, is used with steam-actuated and mechanical 
valve gears. Its power is derived from the centrifugal force and inertia 
effect of two weight arms pivoted on ball bearings and opposed by a 
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Fig. 370. — ("eutrifugal Governor for Curtis Horizontal Turbines. 
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helical spring. The movement of the weights, toward or away from 
the center of tlie driving spindle, produces a vertical motion, by a pair 
of transmission links. This vertical motion is transmitted through a 
spherical bearing to the governor lever and valve gear. 

461. Curtis Hydraulic-operated Valve Mechanism. — This valve gear 
operates the steam valves by the movement of a piston in a cylinder, to 

which oil under pressure is 
admitted by a pilot valve 
contrcdled by the governor. 
The piston rod has a rack at 
its upper end which engages 
with a pinion on the end of a 
cam shaft. A series of cams 
and levers are arranged to 
raise th(^ steam valves in suc- 
cession as the cam shaft is 
turned. 

The arrangement of the 
[)arts of this gear is shown 
in Eig. 378. As previously 
mentioned, a centrifugal gov- 
ernor is used. A gear oil 
pump, attached to the lower 
(‘lid of the governor spindle, 
furnishes oil under a pressure 
of 75 pounds per square inch, 
for the oil cylinder of the 
valve gear, and at 15 to 25 
pounds per square inch, with 
the aid of a reducing valve, 
for the lubricating system. 
The governor beam is attached 
to one end of the floating 
lever, which is pivoted on a 
pin carried by the pilot valve 
stem. Fig. 379. The opposite 
end of the floating lever is con- 
nected by links to the piston rod of the oil cylinder. When the speed 
(ilianges, the governor beam moves the pistons of the pilot valve away from 
their normal position, which is over the ports of the oil cylinder and oil 
is admitted under pressure to move the piston. This moves the rack and 
pinion and turns the cam bar, which operates the levers that raise or lowc^r 
the steam valves. At the same time, the movement of the piston rod 



Fie. .377. — A.s.«ernbly of Inertia Governor for 
('urtis Turbines. 



CURTIS STEAM-OPERATED VALVE GEAR 


471 


returns the pilot valve to its central position, ready for the next change in 
speed. 

If the speed of the turbine shaft drops, the governor beam raises the 



Fkj. .‘178. — Arranjiioincni of IIy<IraiiIic Valve Gear oti Horizontal Curtis Turhines. 


end of the floating lev(;r, and the pilot valve stem admits oil above the 
])ist()n. T\m lowers the piston, piston rod and rack, turns the cam bar 
and raises on(‘ or mor(‘ steam valves. Low('ring tlu' oil piston also low(‘rs 
the pilot valv(‘ lo its stationary position. 

462. Curtis Steam-operated Valve Gear. — Tlu^ valve na'chanism. 




Fia. ?70. — llydraulic-operalod Control Valvo with operating Cylinder and 
Pilot Valve. 
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Pilot Value 


Fig. 380, consists of a steam cylinder- wit h piston and pilot valve, a steam 
ch(\st in which is a lu'st of donblc-heat poppet valv('s which are successively 
raised or lowered by hangers attached to a central valve stem connected 

to the piston in the steam 
cylinder, together with the 
lever and rods forming the 
connection to the governor, 
Fig. 381. 

St (mm from the throttle 
valve entcu’s the steam 
chest through a cylindrical 
strainer and passes through 
s(‘veral steam passages to 
the nozzles when the 
valves are raised. A sepa- 
rate hanger is used for 
each valve. The variation 
in clearances providcul be- 
tween valves and hangers 
allows the valves to be 
raised or seated in a 
definite order. 

The steam poppet valves 
are all open when the tur- 
bine is started, and, on 
oixuiing the throttle valve, 
steam is admitted to the 
lower side of the steam 
piston by the pilot valve. 
As the speed increases to 
normal, the governor trans- 
mission is raised, and the 
pilot valve is moved to 
such a position that steam 
is admitted above the operating piston. Movement of the operating 
piston seats the valves that are not required for the load, and, at the 
same time, the floating lever, with the connecting rod pin as a fulcrum, 
brings the pilot valve to its central position ready for another change 
in speed. 

463. Curtis Emergency Governor. — On small Curtis turbines, two 
spiral clock springs, in tension, are carried by spring posts projecting from 
the face of a disk, Fig. 382, on the shaft. The free ends of the springs rest 
on pins near the edge of the disk. With an increase in speed of 10 per 



Fig. 380. — S(o;un-<)j)oratc(l Valve G(^ar for Curtis 
Steam 'rurhinc. 
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cent above the normal, centrifugal force causes the end of the spring to 
leave the pin, and in so doing it strikes a trigger and releases a latch which 
holds the throttle valve o|:)en and allows the valve to close. 

An emergency governor of the double ring [t 3 ^e, Fig. 383, consists of 
two steel rings and a pin which passes through the shaft and nonnally 



Kkj, 381. — Assembly of Governor and Valve Gear Curtis Turbine. 


supports them concentric with the shaft. A spring, in a box attached to 
the rings at one side, holds the pin against the shaft and maintains the 



Fig. 382. — Curtis Spring Type 
Emergency Stop. 


Quids Stud 



Fig. 383. — Curtis Ring Type of 
Emergency Stop. 


normal concentric position. When the speed increases to an excess, 
centrifugal force overcomes the force of the spring, and the rings strike a 
trip, releasing the latch that holds the throttk' valve open. 
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464. Throttle and Emergency Valve. — A Schutte and Koerting bal- 
anced throttle and trip valve, used on the larger Oirtis (iirbines, is shown 
^ in Fig. 384, with the more important 

^"^Lever^ ", Wheel parts iiamod. The vaive spool and 

balancing piston form a single cast- 
(§--^ k provide a seat for the aux- 

K / '1 iliary valve attached to the valve 

Latch'^ , stem. A stuffing box prevents leak- 

Gland around the valve stem. Above 

^ the stuffing box, the valve stem is 

mm M\ threaded through a nut which slides 

through the bracket on the valve 
— fl(/-pasa yoke. A lever pinned to this sliding 

nut normally holds the valve open. 

J 1^1 Spool YVitii tbe valve closed, turning the 

Tpv 1 / handwheel, “to opeiF’, immediately 

^ Iv-^ ^ opens the auxiliary valve, and steam 

Value Seat j|j/ abovo the balancing piston is dis- 

^ IP charged, thus relieving the pressure 

Cf above the valve, which is now easily 

Fki. 384 . — Assembly of Throttle Valve. The emergency governor 

r(4(‘ases the hook at speeds above 
normal, and the valve is automatically cIoschI by the unbalanced prcvssiire 
above the balancing piston. 

466. Kerr Turbines. — These turbines are of the impulse typo, and, 
in the large sizes, use the Curtis and Rateau method of pressure-stage com- 
pounding. The “ Economy ” type has a casing built up of a number of 
circular sections parallel to the shaft. Between the steam-end section 
and the exhaust-end section are included the number of sections and the 
blading required by the steam conditions under which the turbiiH' is to 
operate. 

In the illustration, Fig. 385, there are four pressure stages. The first is 
a velocity section consisting of a nozzle ring, three rows of moving buckets, 
and two rows of stationary buckets, making use of the principle of ve- 
locity compounding as in the Curtis high-pressure element. The remain- 
ing pressure stages are of the Rateau type. 

The sections are held together by bolts passing from the steam to the 
exhaust-end sections. The casing is split horizontally to give access to 
the blading, and is covered with a layer of non-conducting material sur- 
rounded by a sheet-metal covering. 

The wheels are shrunk and keyed to the shaft, which is supported by two 
ring-oiled bearings. The buckets and method of governing are similar 
to the construction used in the small De Laval turbine. Carbon packing 
is used. 
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These turbines for land service arc built in sizes up to 4500 brake horse- 
power for hipih-prcssure condensing, non-condensing and bleeder service, 
and up to 2500 horsepower for low and mked-pressiire service. 

466. Terry Turbine, Non-condensing. — This turbine is of tlie tan- 
gential-flow impulse type, using multi-velocity staging. The moving 




Fig. 385. — Korr Economy Type Impulse Turbine. 


buckets are semi- 
circular and milled 
in th(^ solid rim of 
tlie wheel. The 
steam expanded in 
1 he nozzle enters 
the Ixickets at one 
side, and aft(u- leav- 
ing the buckets is 
re-direct(Hl on the 
whe(d by a similar 
set of stationary 
rev(M’sing buckets. 
It is given several 
r(>vorsals before be- 
ing discharged, as 
is shown diagram- 
matically in Fig. 
386. By this meth- 
od of using the 
steam, the speed of 



NOZZLE ^ ^ 


Fig. 386, — Nozzle and Wheel of Terry Turbine showing 
Action of 8team in Buckets. 
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rotation is reduced. The reversing buckets are arranged in several 
groups, at intervals around the wheel, and are bolted to the casing as 
illustrated in Fig. 387, where the top half is thrown back for purposes of 
inspection. The nozzles are separate from the reversing bucket and 
have hand-controlled valves to permit using only the nmnber required by 
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Fig. 387. — Non-condensing Terry Turbine. 


the load and thus maintaining high efficiency. The speed is controlled 
by a centrifugal governor connected to a doublobi'at poppet valve. 

The Terry condensing turbine uses the Curtis type of element in the 
high-pressure stages and th(i Rateau typi' of (dement in the lower-pressure 
stages. The governor used on the smalk'r sizes of this turbine is a cen- 
trifugal one, diriM't-conniHdiHl 1o the govi'rnor valve, and on the larger 
sizes an oil relay system is used to o])(‘rate the governor valve. Carbon 
ring packing is used to prevent leakage of steam in the smaller sizes, and 
labyrinth packing in the larger sizes. 



^ 

^ rhhgecfoftfeftoCQStng 

Fig. 389. Sturtevant Turbine Nozzle and Reversing Buckets. 

467. Westinghouse Impulse Turbine. — The construction, Fig. 390, 
used for the nozzles, blading, and reversing buckets enables units to be 
made as small as one kilowatt. The non-condensing unit has a single row 
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of moving buckets with a single set of reversing buckets arranged at the 
side of the wheel. By this method, the velocity of the steam is reduced 

in steps as in the velocity-stage 
Curtis turbine. 

468. Elementary Theory, Im- 
pulse Turbine Nozzle. — The action 
of steam in a nozzle may be briefly 
described as follows: Steam sup- 
plied to t;ho bowl, or entrance, of 
the nozzle, Fig. 391, passes through 
the throat, or smallest section, and 
expands through the conical diver- 
gent pai’t of the nozzle, attaining a 
high velocity at the instant of dis- 
charge against the buckets. The 
preKHure of the aieain at the throat 
drops to about 0.58 of the pressure 
in the bowl, and then decreases to 
the pressure of discharge at the 
mouth. The volume of the steam 
and its velocity increase from the 
throat to the mouth of the nozzle. 

The velocity at which steam is 
discharged from a nozzle can be 
calculated, since all the energy in a pound of steam in the bowl is present 
in the same pound passing out of the nozzle, neglecting the slight amount 
of heat lost by radiation during its j'apid passage? through the nozzle. 

The total energy per pound of steam is the sum of its kinetic energy, 

— — ) and its internal energy, H — APu, in which V — velocity in feet 
^ (I 

per second, A = reciprocal of the heat equivalent of work = 1/778, H = 
total heat per pound of steam, and A Pu = the external work performed, 
as explained in Art. 82, page 91. Denoting the bowl and mouth con- 
dition respectively by subscripts 1 and 2, there results, for saturated steam, 

A7i2 



. - /J.-A-Arfs 


Fig. 390. — Westinghouse ImpuFe 
Turbine, — Casing Removed. 


+ //i 


APiUiXi = + 7/2 — AP2U2X2 


2g • 2g 

Since V\ is very small compared to V 2 , and the difference in the external 
work items is small, they may be neglected, and the equation becomes 

AF2 
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in which, Hi and equal the total heat per f)()und of sleani at the bowl 
and mouth pressures respectively, taking into account the (luality of the 
steam at those points. Since the passage of steam is almost instantaneous, 

the change in pi’(5ssure and volume is 
assumed to be adiabatic, iK'glecling 
radiation. The (piality after expan- 
sion can be calculated with this 
assumption, or the value //o can be 
found by using the heat-entropy chart. 

The actual conditions, however, do 
not give an adiabatic change on ac- 
count of the friction of th(> steam 
against the surface of the nozzle. The 
eiKTgy lost in friction is given back to 
the jet of steam in the form of heat , so 
that the steam at the mouth of the 
nozzle has more heat per pound than 
it would hav(' if the expansion were 
adiabatic. If the effect of friction in 
({(‘creasing t he vclo(;ity of the jet is y paid of th(‘ theoretical heat energy 
drop, then the velocity, c.onsidering friction, IxH'omes 

V-i = 223.8 V{ ih - III) (1 - </) (100) 

The value of y vari(.‘s with diflferent conditions. With the nozzle shown 
it is about 10 per cent for steam discharged to atmospheri(! pn'ssure. 

Example 62. — The .strain pro.ssurc in the howl of a nozzle is 100 Ih. per sq. in. abs., 
iiiul the vacmun at tlie exit is 28 in. of nuTcnry, baronH'lrr 29.02. Xigh^rtin^; friction, 
lintl the theoretical velocity of the jet of steam leaving (he nozzle, if the initial condition 
of steam is dry. 

Solution. — Using Equation (1(K)) and St('am Table, page 89. 

Velocity in feet per .^eciond = 223.8 v //, — if., 

= 223.8 vT 188.4 - tKK).2 = 3088 



Eig. 391. — C/iirves showing Pres.sure 
and Velocity (Oianges in an Expand- 
ing Nozzle. 


H at 100 lb. per sq. in. abs. — 1188.4 

Ih - x-iLi -b hi at 1.92 in. mercury ab.solute = 0.803 X 1030.6 + 07.8 - ',XK).2 

From Art. UK)(?, , or x. - - 0^ -f ^‘1 -r f/,- 

/ I / 2 L i 1 J i 2 

Referring to t^tcani tables, page 89. for (Milrojiy values 


X 2 at 1.92 in. mercury abs. 


0.4736 - 0.1292 4- 1.1309 „ 

= L8489 ^ 


469. Elementary Theory, Impulse Turbine Buckets. — The kinetic 
energy of the steam jets leaving llu' nozzk's is changed into energy of ro- 
tation in the buckets by the direct tiction or impact of th(‘ steam, and by 
the reaction of the steam leaving the buckets after being deflected in its 
course. 
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Consider a turbine wheel to be running with a velocity at the center of 
the buckets of u feet per second. Steam enters the buckets with velocity 
F, Fig. 392, at the absolute entrance or nozzle angle a. Relative to the 
bucket, steam enters at angle /3 and with velocity W, It is deflected by 

the bucket and leaves at an angle 
jSi and with a velocity W i relative 
to the bucket. While in the 
buckets it has the velocity of the 
buckets, u. Its direction and 
velocity of exit with regard to a 
stationary point, that is, its abso- 
lute exit angle and velocity, are 
found by combining the velocities 
W\ and M, giving Vi as the exit 
velocity. Work has been done 
by the change in velocity of the 
steam. On striking the buckets 
the steam gives to the buckets its 
component of velocity in direc- 
tion of rotation, bd. On leaving the bucket the steam emerges with 
an absolute velocity Vi found as previously explained, of which gf is 
the component in direction opposite to the direction of the bucket. 
Since the reaction due to exit is equal to the action but in opposite 
direction, gf is the useful change in velocity. The sum of bd and gf is the 
complete useful change in velocity of the steam, or acceleration, imparted 
to the bucket wheel. Since the force, F, equals the mass, M, times the 
acceleration, o: 

F = Afa = ^ {bd + gf) per pound of steam .... (101) 

and since the force was exerted through a distance, N, equal to the ve- 
locity (u) of the bucket, or (6c), in feet per second 

FXs — — be foot pounds per second .... (102) 



- Velocity Diagram for Impulse 
Turbine Buckets. 


To find the work done, V and u arc laid out to scale at the angle a and, 
after the construction is completed, the values of bd and gf are measured 
to the same scale. 

The significance of the terms absolute and relative, as applied to the 
steam entering and leaving the buckets of a turbine, may be made clearer 
by considering the bucket to be a boat moving in a stream at u feet per sec- 
ond. A person on the bank would throw a ball to a person on the boat by 
aiming ahead of the boat. The actual or absolute direction of motion of 
the ball would make the angle a with the center of the stream. The per- 
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son on the boat would receive the ball at the angle jS. If the ball were 
allowed to rebound to the opposite side it would leave at the angle jSi 
and with a velocity Wu relative to the boat; but since the person on the 
boat is moving at a velocity u the ball would have an actual or absolute 
angle of leaving greater than and an actual velocity Vi at the opposite 
shore. 

470. Reaction Turbines. — The best-known reaction type of turbine 
is the Parsons steam turbine, introduced in the United States in 1895 and 
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Fig. 303. — Westinghouse Single Flow Reaction Turbine. 


manufactured, by the Westinghouse Electric and Mfg. Co., as the West- 
inghouse-Parsons turbine. The general arrangement of this turbine and 
its later forms arc shown in the diagrams in Figs. 393 to 395. 

1. Single-flow turbine. — The general construction may be likened to 
an expanding nozzle made up of a number of transverse sections, alternate 
sections being carried by a shaft through the center, and the other station- 
ary sections supported by the outside or frame of the expanding nozzle. 
Each stationary section consists of a row of radial buckets inserted into 
a dovetailed, circumferential groove in the frame or cylinder, or into 
blade rings carried by the cylinder. The rotating rows of buckets are 
carried by comparatively thin cylindrical drums having similar dovetailed 
grooves in their circumferences, in which the blading is securely fastened, 
Fig. 393. Steam, after passing the emergency and governor valve, enters 
an annular chamber in the turbines casing and passes through the station- 
ary and moving buckets, which are made of increasing length to allow the 
necessary area for the steam to pass, until it reaches the exhaust connection. 
Dummy pistons, connected with equilibrium pipes to the exhaust spaces 
of the second and third drums, are provided to equalize the unbalanced 
end-thrust along the shaft, caused by the passage of the steam. The 
dummy pistons are usually grooved to join with corresponding projections 
on the (casing. This forms a labyrint h packing and minimizes the leakage 
of steam around the balance piston. 

2. Single-floWj impulse arid reaction turbine. — An impulse element in 
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this turbine, Fig. 394, replaces the high-pressure drum in the single-flow 
reaction turbine, and generally shortens the machine. A dummy piston 
is used to balance the axial thrust. 




Fui. 395. — Westinghou.se Double Flow Reaction Turbine. 


3. Double-flow, impulse and reaction turbine. — The nozzle chamber in 
this turbine, Fig. 395, is arranged to deliver high-pressure steam to a two- 
velocity-stage impulse wheel, from which the steam divides and passee 
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toward the two ends of the machine throuj>:h the reaction-type blading. 
Tliis is, in effect, two single-flow reaction turbines, no dummy pistons being 
required to balance the axial thrust. A unit of about doubles the i)ower is 
obtained at the same speed. To obtain th(^ increased capacity in a single- 
flow machine, under the same conditions, the length of the ljuckets would 
have to be increased, thus increasing the rm^an diameter of the blad(^ ring 



Fid. 396. — Rotor for Conibinod IrnpuL^so and Rejjction Single-flow Turbine. 

and the strcssc's caused by centrifugal forc(‘. The machiiu^ ma}^ be rc'garded 
as analogous to the combination of two multiple-expansion reciprocating 
steam engines working on tli(^ same sliaft. 

4. Serni’dovhle flow, inipuLse and reaction turhim, — In this type of 
turbiiK', sU'am ('nters th(‘ impulse element, pass(\s to a small drum, 
and divides, going in opposite directions through th(^ buckets of the 
large drums. A dummy ring is used to balance the end-thrust produced 
by the intermediate single-flow s('ction. This design may be considered 
analogous to a four-cylinder tripl(*-oxpansion reciprocating engine, having 
high pressure, an intermediate [)r('ssure and two low-pressure cylinders. 

The above rotors consist of hollow steel drums, finished inside and outside 
and fastened to flanged or enlarged ends on tlie shaft. The drums of larger 
diameter may consist of separate steed rings balanced and pressed on the 
central drums. The end-thrust of a single-flow turbine was balanced by 
steam pressure against dummy pistons in the early type of turbine. The 
use of the Kingsbury thrust beai-ing has made it possible to do without the 
two larger dummy pistons shown in Fig. 393. In the double-flow rotors, 
end-thrust is balanced by the action of the steam; in turbines combining 
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ihe »»;»* /»»■«» »"&• O-feir „,,,/ „ 
is shoTO in Fig. 397. The purpose of the compound wedgas is to allow 



Fig. 397. - Method of Installing Fio. 398. - Method of Assembling 

Inipulse Blading. Reaction Binding. 


buckets to be pro{x?rIy and securely fixed in position on the rotor without 
the necessity of extreme accuracy in niaciifnc work required for a piece 
filling the slot. The reaction buckets, Fig. 398, arc made of phosphor 
bronze, heat treated, and formed with a shoulder on one side at the root 
end. At the bottom of the dovetail grooves, on the rotor and cylinder, 
a rectangular slot is milled to receive the shoulder on the buckets. Steel 
distance pieces with beveled edges are fitted into the dovetailed grooves 
above this projection on the buckets, thus holding them securely. The 
buckets are made thicker at the root, and tapered to the standard section 
to increase strength and distribute vibration. With the larger sizes of 
buckets, steel wedges are calked into the space between ^he buckets and 
packing pieces and the side of the dovetailed groove. 

To support the outer ends of the buckets and to maintain a proper dis- 
tance between them, a lashing wire of ** comma section is passed through 
holes of similar section punched in the buckets. After the buckets are 
straightened and spaced, the tail of the comma is bent over. The shape 
of the reaction bucket is different from that of the impulse bucket, be- 
cause it is shaped to allow the steam to expand. 

In the larger slow-spced turbines, the bearings are lined with babbitt 
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and made in halves. They are provided with pads resting in the spherical 
bore of the pedestal, to make them self-aligning. For high speeds, the 
bearings are made with special construction to allow some flexibility, on 
account of the tendency of the spindle and drums to rotate about the 
gravity axis instead of the center line of the spindle at speeds above the 



Fig. 399. — Tubular Type of Turbine Bearing. 


critical speed. The bearing then consists of several concentric tubes 
having a small clearance between them, the clearance space being filled 
with a film of lubricating oil. This set of tubes, Fig. 399, is carried by a 
(!ast-iron supporting sleeve provided with four steel pads resting on the 
spherical bore of the pedestal. The surfaces of 
these blocks conform to their support and provide 
for self-alignment, as in the case of the plain 
bearing. 

At the ends where the shaft passes through 
the casing, water-seal packing, Fig. 400, prevents 
the escape of steam from the high-pressure end or 
entrance of steam into the low-pressure end. 

Packing by this method is accomplished by means 
of a disk or impeller, revolving with the shaft in 
a small recess in the turbine casing to which water is 
supplied. Centrifugal force carries the water to 
the outer edge of the disk, and the water effectually 
prevents the passage of air or steam. 

For marine service, at speeds below that required 
to produce a centrifugal force sufficient to maintain 
the water seal, the governor is arranged to operate 
a relay, turning water off and steam into the pack- 
ing chamber; and a labyrinth packing, located in- 
side the water-seal packing, is added. Packing. 

In the modern turbine the end-thrust caused by the difference in pres- 
sure at the entrance and exit of the several stages is taken by a thrust 
bearing, preferably of the Kingsbury type. In this bearing. Fig. 401, 
several pivoted segments, or shoes, receive the pressure of the thrust 
collar through oil films of wedge section, the thicker part of the film being 
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where the oil drawn in by rotation enters the space between segment and 
collar. Pressures as large as 350 pounds per scpiare inch for moderate 
speeds, and 500 i)ounds per scpiare inch for high speeds, arc successfully 
carried, as compared with 50 pounds per scpiare inch which is a high value 
for the ordinary thrust bearing with parallel (jontact surfaces. 

The axial position of the rotor is fixed acciu'ately by means of an ad- 
justing bearing shown at the light-hand end of the shaft.. Fig. 395. It 
consists of a number of collars on the shaft, into which fit brass rings fixed 
in two adjustment blocks. The upper and lower blocks, which ])ear on 
opposite sides of the collars, arc moved by micrometer screws, thus per- 
mitting the axial position to be accurately known. 

471. Multiple-cylinder Turbines. — In this type of turbine, the steam 
is expanded succc'ssively in more than one turbine shell. The cum-com- 



Fro. 101. - Kingsbury Ttirust Bearirig. 

pou7i(l turbine lidf-i the hiyh-premirc and low-premire elements side by side. 
In the 74th St. station of the Interborough Rapid Transit Co., New York, 
the 30,000 kilowatt turbine unit has a high-pressure element I’unning at 
1500 r.p.m., and a low-pressure element at 750 r.p.m., each direct-con- 
nected to a generator at 25 cycles.* Jti a iandeiiKompound turbine, the 
expansion lakes place in two turbine shells, in tandem. Such a tui’bine unit, 
in the Northwest station of the F^dison Company of Chicago, has a capacity 
of 35,000 kilovolt amper(‘s at 1200 r.p.m. and 60 cycles. 

472. Governors and Valve Gears for Reaction Turbines. — The gov- 
ernors used on Westinghouse turbines are of the centrifugal typo. They 
control the admission of steam by three types of valve gear, namely, (1) 
by direct lever connection, (2) by steam-operated relay, (3) by hydraulic 
or oil-operated relay. 

* An alternating cnirrent is said to complete a cycle when it rises to a maximum 
in one direction, falls to zero, and then ri.ses t-o a maximum in the opposite direction. 
A 25 -cycle current would reverse its direction of flow twenty-five times a second. 
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473. Governor with Direct Lever Connection. — This gear is used on the 
smaller reaction turbines. An illustration of oik^ governor of this tvfx^, Fig. 
402 , shows the weights, levers, springs and the lever connections to the 
admission valves. The governor spindle is vertical and is driven from the 



turbine shaft by a worm and wheel. The principal adjustment for speed 
is made by turning th(^ nut at the top of the spindle to control the initial 
cornpn'ssion of tlie spring which surrounds the spindle. An auxiliary 
si)ring is provided to permit more sensitive adjustment. 

In the position shown, the speed corresponding is a maximum, the 
governor collar to which the main lever is connected is in its highest po- 
sition, the connecting lovers are in their lowest position, and the valves 
are closed. As the speed decreases the force of the spring overcomes the 
centrifugal force produced by the weights, and they approach the spindle. 
The collar is lowered, thus raising the opposite end of the main lever, which 
has a fulcrum that swings about a point on the frame and raises the ad- 
mission valves. 

The two double-beat poppet valves, called “ primary and “ secondary 
valves, are raised successively by the lever connections. The primary 
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valve admits steam to the first stage of the turbine blading for normal load 
conditions. The secondary, or overload, valve remains seated until the 
primary valve has been raised to give full port opening. Then, for over- 
loads, the hanger for the secondary valve strikes the lock nuts on the valve 
stem and raises the valve to admit high-pressure steam directly to a lower 
stage. 

474. Steam-operated Relay. — This gear, which admits steam in a 
succession of puffs, was used on the early types of West inghousc-Parsons 

turbines, up to about 
1909, and is still used 
abroad. As the sizes 
of turbines increased, 
the effect of reaction 
and vibration, caused 
by the pulsating 
movement of the 
steam, caused it to be 
discarded in favor of 
the oil relay mechan- 
ism, which maintains 
a practically constant 
flow of steam. How- 
ever, the steam relay 
is still giving satisfac- 
tion in the older ma- 
chines and a brief de- 
scription of it will be given. The same sizers of turbines arc now 
equipped with direct -connected governors. 

The double-beat poppet valve. Fig. 403, that admits steam to the first 
drum is operated by the steam piston in a cylinder above the steam chest. 
Steam is constantly supplied to the space below the piston through a 
steam passage from th(^ stc^am chest, and by its pressure raises the piston 
and valve against the resistance of a heavy spring above the piston. A 
pilot valve, under control of the centrifugal governor, opens and closes an 
exhaust port to the cylinder and thus the pressure below the piston alter- 
nately decreases and increases. This lowers or raises the admission valve 
and admits or cuts off steam from the port. The reciprocating movement 
of the pilot valve is derived, through the system of levers, from an eccen- 
tric operated by a worm and worm wheel from the shaft. The fulcrum of 
the main lever is carried by the collar of the governor, and the amount of 
the reciprocating movement given to the pilot valve is controlled by the 
position of the governor collar. 

With increasing loads, the slight reduction in speed lowers the fulcrum 


SECONDARY VALVE PRIMARY VALVE 



Fig. 403. — Steiirn-opcrated Rolay Valve Westing- 
house Turbine. 
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of the lever, the pilot valve keeps the port closed longer, and the steam 
admission valve is open longer, until with full load th(^ admission of stoaiii 
is almost continuous. The steam is thus admitted in puffs at full pressure, 
the length of the puff’ bc'ing (controlled by the governor. 

At overloads, another pilot valve, controlled by the govenior, causes 
an auxiliary admission valve located at the second drum to admit high- 
pr('ssure steam to that stage. 

476. Hydraulic or Oil-operated Relay. — For the larger turbine's, the 
oil relay mechanism is us(cd to control the steam admission valvccs. Two 
doubke-beat poppet iiikct valves are used. Fig. 404, as with the steam relay 
mechanism, one admitting steam from the throttle valve to the first row 
of blading or to the high-pressure nozzles, depending on the construction 
of the turbines, and the other admitting additional steam, if required, to 
another set of nozzk's or to a lowccr stage of blading. 

The governor spindle is revolved by connection to the turbine shaft, 
through a worm and worm wheel. The floating lever connected with the 
governor collar has a fulcrum swinging by a link attached to the franu'. 
This lever is constantly osccillated by a cam and roll, in order to overcome 
friction and allow the linkage to come to a new position more readily. 
By the slight movement given to the pilot valve, alternately admitting oil 
above and below the relay piston, that piston is kept oscillating about 
of an inch. 

When the collar of the governor is lowered by decrease in speed, the 
pilot valve is raised, admitting oil at 50 pounds pressure above the nffay 
piston, which thus move's downward and raises the primary steam ad- 
mission valve. The pilot valve is returned to its mid-position by the 
movement of the why piston. 

If the relay piston is lowered still further, the lever above the secondary 
or overload valve, which thus far mov('d fretdy in the hanger on its valve 
stem, comes against an adjustable stop and raises the valve. 

In case of emergency or ovc'rspeed, if the emejgoncy governor is tripped, 
steam is admitted into the (‘ontrolling st('ain (wlindc'r and forces down the 
steam piston. The auxiliary pilot valve is forced down, admitting oil 
b(4ow the relay piston, which rises, closing the admission valves regardless 
of the governor position. 

476. Action of Steam in the Buckets. — In the react ion turbine, steam 
expands continuously in the stationary vanes and moving buckets. Its 
velocity and volume increavse, requinng increased area l)etween the buckets. 
As it is inconvenient to make a large number of different diameter drums 
and lengths of buckets, a small niunber of drums arc used, with buckets 
of one length on a drum. 

Steam is directed against the moving buckets by the stationary guide 
vanes, with velocity F, at an angle a, as represented in Fig. 405. If the 
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bucket volocity is u foot por sctoiuI, the rohitivo on trance velocity is ]j' 
The steam expands between llio moving buckets, increasing its velocii v 



and leaving with relative velocity Wi and exit angle ft, approximately 
equal to its entrance velocity V and entrance angle a. Compounding 


Fig. 404. — Oil-operated Relay Valves controUed by Centrifugal Governor. 
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the relative velocity Wi with the velocity u, which it has while on the 
buckets, the absolute exit velocity is W. The steam entering the next 
set of stationary vanes with this velocity is furthei* expanded and is re- 
directed against the next row of moving buckets with a slightly increased 
velocity. 

The work done per pound of steam [X)i‘ stage is found by laying out the 
velocities and angles as in Fig. 405, and iiK'asuring the comi)oncnts of the 



absolute velocities U and I’l in direction of rotation, that is, (ad + c/); 
and the work per [K)und of steam, F,, is as follows: 

F, = y(a,l + ,'D ac (103) 

A simple geometrical constrindion in this cjuse shows that (c/)“ is equal 
to {ad + cf) aCy since ad + ef aj by construction. 

477. Low-pressure, Mixed-pressure, and Bleeder Turbines. — The 
general (fonstruct ion of low-])ressur(\ inixed-j)r(‘ssure, and bleeder turbines 
is the same as that of the standard forms, except for the: special valves and 
connections rcepiired. 

Low-pressure turbines use exhaust steam from engines, pu]n})s, or other 
steam-driven apparatus. Tlu' exhaust steam is generally supplied at 
slightly more than atmospheric pressure and ex|)anded to jis low a pressure 
as the condensing apparatus and conditions will permit. 

If the steam is taken from non-cond(*nsii\g engin(‘s, th(' additional |)ower 
developed may be 80 to 100 pin* c(‘nl of (hat (l(‘veloped by the engines. If 
the engines have been running condt'using, the use of low-pressui’e turbines 
may increase the power from 25 to 40 per cent. 
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These results are obtained because the steam is expanded to a lower 
pressure, before leaving the turbine buckets, than is practical in the re- 
ciprocating engine, on account of the large size of the low-pressure cylinder 
that would be required. Also, the condensation of entering steam caused 
by contact with (iooler surfaces, as in the engine cylinder, is decreased, 
since the flow of steam is continuous in the turbine. 

The mixed-pressure turbine is a low-i)ressure turbine provided with 
special nozzles automatically supplied with high pressure steam which is 



completely expanded in the turl)ine in case the low-pressure steam is in- 
sufficient in amount to maintain the sp(*ed. It may carry all or any part 
of its rat(Ml load on high-pressure steam. 

Bleeder, or extraction, turbines arc used in some industrial plants when^ 
there is a demand for medium- or low-pressure steam for process work or 
for heating. Provision is made for this r('(purement by l)leeding steam 
from an intermediate stage of the turbine. Fig. 40(3, through a weighted 
valve which controls the pressure and amount of steam taken away. 
The remaining steam passc's on through the turbine to the exhaust. 

478. Lubrication of Steam Turbines. — The bearings of large turbines 
and gears arc supplied with oil by gravity or by forced feed. Ring-oiled 
bearings arc also used on both large and small turbines. 
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The gravity-feed system for a De Laval marine turbine and gears, Fig 
407, consists of an elevated tank from which oil is supplied to bcarinj^ and 
gears at about 5 pounds per square inch pressure. The oil, after leaving 
the bearings, collects in a drain tank from which it is drawn by a separate 



Fkj. 407. — Oiling System for a Steam Turbine, including Oil Pump, Oil Cooler, 
Strainer and Centrifugal Purifier. * 


pump. It is pump(Kl through a coil in a water-cooled tank and thence to 
an el(3vated tank from which it flows through a filter to the bearings. A 
centrifugal purifier is used to keep the oil free from impurities. 

In the forced-feed system, Fig. 408, a rotary oil pump, driven by an 
e.xtension of the governor spindle, forces oil from a collecting tank at the 
base of tlie turbine, through a water-cooled coil, directly to th(' pip(\s dis- 
tributing oil to the bearings, or to an ebwatod tank. An unloading valve 
returns oil to the suction tank if the delivery pressure is too high. Oil 
leaving the bearings passes through a filter to the suction tank. 

479. Marine Steam Turbines. — The steam turbine is finding an in- 
creasing application on shipboard, principally because of the smaller space 
required as compared with reciprocating engines, the decreased expense for 
attendance and supplies, the decreased weight for the same power, and the 
greater cruising radius for the same weight of fuel. Its superior economy 
is accounted for, as in all steam turbines, by its ability to take advantage 




MKlJf /I a/UA/u'i 


4i^ 

of iu'Kh-teni/v'nifW' sUWi mtbout difficulty on account 
and of greater vacmim without the limitation of volume handled. 

Turbines of the Kerr Economy type are made in sizes of 2300 to M)o 
horsepower capacity for marine use and are used on merchant vessels of 
the Emergency Fleet Corporation. Since turbines cannot be reversed, 
a reversing element is carried on the shaft at the condenser end. When 
the turbine is running forward, these buckets are inactive and revolve in 
the exhaust connection surrounded by exhaust steam. 

A 3000 horsepower De Laval impulse mmine turbine, Fig. 409, is a 
multi-pressure stage turbine having eight wheels and eight sets of nozzles 
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Fig. 40S. — Forced Feed Oiling System for a Turbine. 

for the ahead turbine and two wheels and two sets of nozzles for the astern 
turbine. These wheels are inclosed by a single casing split horizontally 
to allow easy access. The exhaust connection is to the upper half of the 
casing. The forward turbine has two velocity stages in the first pressure 
stage, and in each stage of the astern turbine. High- and low-pressure 
turbines with cross-compound cylinders arc generally used. 

A high-pressure Westinghouse reaction marine turbine, Fig. 410, shows 
the arrangement of the impulse element and the reaction element. The 
general construction is similar to the land reaction turbine except that a 
backing-turbine impulse wheel, having two velocity stages, is included in 
the casing. Balanced pistons are used to take the thrust resulting from 
the steam pressure, and a Kingsbury thrust bearing is used to take the thrust 
in either direction. 

The economical speed of the steam turbine is too high for direct con- 
nection to the propeller shaft of vessels, where the speed is less than 17 
knots* per hour. Since a large propoHion of merchant vessels, as well as 
battleships at cruising speed, run at a lower speed, the successful application 
* A knot is equal to a speed of 6080 ft. |)er hour. 
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of steam turbines to vessels requires some suitable means of speed reduc- 
tion. As mentioned in Chapter 1, the two methods used are ( 1 ) electrical 
transmission and (2) gearing. 



Fig. 410. — Wcstinghoiise High Pressure Marine Reaction Turbine. 


The electrical transmission is used oii some recent battleships and em- 
ploys turbine-generator units to furnish current for electric motors di- 
rectly connected to propeller shafts. The power is generated by several 



Fig. 411. — Do Laval Two Pinion Reduction Gear. 


turbine units, an arrangement which allows the propellers and turbines to 
run at their economical speeds, and permits the adjustment of the load 
give approximately full load on the turbines required for that speed. 
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480. Turbine Reduction Gearing. — Since the suitable speed of the 
propeller shaft is approximately 100 r.p.m., and the economical turbine 
speed varies from 5000 to 6000 r.p m. for small turbines, to 1500 or 1800 
r.p.m. for large turbines, double-reduction or single-reduction gears are 
required. 

A two-pinion single-reduction gear, Fig. 411, consists of pinions driven 
by the turbine shafts meshing with a gear on the propeller shaft. Helical, 



Fig. 412. — Dc Laval High an<l Low Pressure Marine Turbine with Double Reduction 
Gear; 8000 hp.; <K) R.P.M. 

or twisted tooth, gears are used to insure continuous transmission of power. 
They are arranged in pairs, with the teeth inclined at ecpial angles to re- 
move axial thrust. They run in oil supplied under pressure' to the gear 
box, which holds the bearings of tin' pinion and gear and maintains proper 
alignment and spacing between th(' center of the gears Th(‘ location of 
a typical double-reduction g(‘ar, with reference to the turbine, is shown in 
Fig. 412. 

The principal difficulty in the use of gearing, as applied to marine ser- 
vice, in ord(^r to prevent breaking the geare by concentrated load, lies in 
maintaining alignment under severe working conditions. Properly con- 
structed gear cases will accomplish this, according to the experience of the 
Dc Laval Turbine Co. The bearings of the pinion shaft may be carried 
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by a floating frame, which is supported by liydrauJic pistons, and thus 

maintains the alignment of pinion and gear even though the gear ease be 
slightly distorted. This type of construction was designed by Melville 
and Macalpine for use in the United States Navy. 

481. Losses in Steam Turbines. — The ’osses in steam turbines are of 
two kinds, namely, (1) heat or thermodynamic losses and (2) mechanical 
losses. The thermodjmamic losses arc the result of radiation, friction of 
the steam in the nozzles and buckets, loss by leakage past the buckets, 
stray motion and energy left in the steam, and loss to exhaust. The 
mechanical losses arc caused by friction in bearings, and by rotation of 
the wheels in vapor-filled compartments. The distribution of the losses 
in a 200-kw. turbine-generator is given in Table 33, from “ Steam Tur- 
bines,” by Moyer 


TABLE 33. — LOSSES IN A 200-KW. De LAVAL TURBINE 
GENERATOR 


Nature of IjOas 

Amount of Ixws 
Ter Cent 

Nozzle losses 

12 

Radiation losses and leakage 

1 

Rotation losses caused by turbine wheel revolving in steam 

4 

Losses resulting from .steam traveling over the blades 

9 

Bearing friction losses 

1 

Losses in speed-reduction gearing 

2 

Generator losses 

4 

Losses caused by residual kinetic energy in the steam passing to 
the condenser 

8 

Electrical output 

59 

Total 

Too 



482. Economy of Steam Turbines. — The performance of steam tur- 
bines is stated as for steam engines, and is explained in Art. 399, page 399. 

When using the water rate to compare the perfonnarice of turbines and 
reciprocating engines, the conditions of operation with regard to initial 
steam pressure, quality or superheat of steam, and final pressure should 
be the same. This condition is seldom attained, however, since there an; 
special conditions for which both types of engines are dr;signed in ord(;r 
to give the best results, and for this reason the performance is more com- 
monly stated in heat consumption, as explained for engines in Art. 401, 
page 400. 

In general it may be stated that the water rate of small turbines is higher 
than that of the sanu' size of reciprocating steam engines, paHicularly if 
the operation is non-condensing. For turbines of medium sizes, up to 
3000 kw., the water rate is slightly higher than that of piston engines of 
the best type. For larger sizes up to 6000 kw., the water rate of turbines 
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and engines is about the same, the difference being in favor of the turbine 
at 7500 kw. which is the size of the vertical-hoiizontal cross-compound 
(condensing (engines instalked for the lnter})orough Rapid Transit Com- 
pany at the 74th St. Station, New York. Piston engines above 3000 
liorsepower arc seldom used in power stations. 

A stat ement of the performance of steam turbines at their rated capacity 
is given in Table 34, taken from “Steam Power Plant Engineering,” 
by Oebiiardt. 


TABLE 34. - PERFORMANCE OF MODERN STEAM TURBINES 
A'r RATED CAPACITY 


Make of 
Turbine 

Rated 

Capacity 

Operating Conditions 

If .p.ni. 

Initial 
Pressure 
Id). Aba. 

Back 
Pressure 
In. Mercury 

Su|)er- 
lieat 
“ V. 

Lb. of 

Si earn per 
kw.-hr. 

Runkine 

Cycle 

Rntio 


500 kw. 

3600 

165 

2.0 

0 

10.8 

53.0 


1,000 kw. 

3600 

165 

2.0 

0 

18.1 

58.0 

Westing- 

,5,(0J kw. 

ISOO 

165 

2.0 

0 

16.0 

65.6 

house 

15,(X)0 kw. 

1800 

215 

1.5 

125 

12.6 

71.0 


30, (KX) kw. 

1200 

235 

1.0 

200 

10.65 

75.0 


d5,000 kw. 

1200 

215 

1.0 

200 

10.65 

76.0 


500 kw. 

3600 

215 

2.0 

0 

18.5 

54.0 


1,0(X) kw. 

3600 

215 

2.0 

9 1 

17.5 

57.1 

n i- 

5,000 kw. 

1800 

215 

2.0 

125 

14.3 

64.6 

L/Uriis 

15,(XX) kw. 

1800 

215 

2.0 

125 

12.5 

74.0 


30,0(X) kw. 

1200 

215 

2.0 

125 

12.2 

75.8 


45,(XX3 kw. 

1200 

215 

2.0 

125 

11.0 

77.6 


25 lip. 

3600 

165 

a linos. 

0 

43.0 

31.0 


5)0 hp. 

3600 

ir>5 

atmos. 

0 

38.0 

34.2 


KX) hp. 

3600 

165 

atmos. 

0 

32.0 

40.6 

l\err 

500 hp. 

3600 

165 

atrnos. 

0 

27.0 

48.1 


1,000 hp. 

3600 

165 

a linos. 

0 

24.75 

57.5 


1,500 hp. 

3600 

165 

atmos. 

0 

24.0 

50.1 

1 


Nute. — Hunkine ryclu ratio baaed on electrical liorsepowor for WeatiiiKhouae and Curtis, and on devel- 
oped hor8ciX)wer for Kerr. 


483. Influence of Vacuum, Superheat, and Initial Pressure upon Water 
Rate. ~ The effect of increased vacuum is to decrease the water rate by 
approximately 5 per (;ent between 27 and 28 inches, and nearly 10 per 
cent between 28 and 29 inches vacuum. In modern stations, a vacuum 
of 202 inches is quite common. A comparison of the water rate of several 
sizes of turbines for condensing and non-condensing operation is given in 
Table 35, taken from “Steam Turbines,” by Moyer. 

An increase in pressure decreases the water rate, the decrease being 1 
per cent for 10 pounds change in pressure. The present tendency is toward 
higher steam pressures, and the upper limit seems to be set by the me- 
chanical difficulties caused by high temperature. 
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The water rate decreases 1 per cent for each Increases of 12 d(‘g. fahr. 
in the superheat. 

484. Testing of Steam Turbines. — In general, the method used to 
test steam turbines is the same as that used for steam engines, with the 
modifications which the difierence in method of operation requires. When 
guarantee tests of turbines are made at other conditions of pressure, 
quality, superheat, and vacuum than those stated, it is customary to cor- 
rect the test to the guarantee conditions, provided the variation is not too 
great, by using curves furnished by the manufacitures, which show the 
correction to be made in each factor. Consult “ Steam Turbines,’’ by 
Moyer, for a discnission of the method to be used in making t hese (!or- 
rections. For detailed information on testing of steam turbines consult 
A. S. M. E. Power Test Code. 


TABLE 35. — COMPARISON OF WATER RATES FOR 500-KW. TURBINE 
OPER.\TING CONDENSING AND NON-CONDENSIN(; AT 3000 R.P.M. 


Brake 

Horsepower 

Steam Pressure 
Lb. per sq. in., 
Oane 

SuiMjrheat 
deg. fahr. 

Vaeimin, 

inohea 

Puund.H per 
b.hp.-hr. 

.383.5 

152.6 

0.2 

28.2 

14.15 

755.6 

149.2 

1.2 

27.8 

13.28 

1121.9 

148.8 

5.1 

26.5 

11., 32 

38,5.6 

148.2 

2.7 

0.8 

24.94 

766.8 

147.3 

2.6 

0.8 

22.10 

1144.4 

126.1 

11.4 

0.8 

24.36 
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REVIEW QUESTIONS AND PROBLEMS 

1. In what fundamental respects docs a steam turbine differ from a reciprocating 
steam engine? 

2 . State the essential difference between the irniiuLse and reaction types of turbines. 

3 . What is meant by a stage in a turbine, and what are the two methods of staging 
used? What is the puri)ose of staging? 
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4 . Descriljc the construction of the following turbines: (a) Simple type of Do Laval, 
(6) Curtis horizontal, (c) Westinghouse reaction, (</) Terry. 

6. What methods are used to govern steam turl lines? DescrilKi the method of 
governing (a) De Laval, {b) (‘urtis, (c) Westinghouse, turbines. 

6. What types of gland packing are itscd, and what is the purpo.se of sindi packing? 

7 . Describe the forced oiling system, as applied to a turbine. 

8 . The steam pressure on a turbine nozzle is 150 lb. per sq. in. abs., and the pressure 
at discharge 14.7 lb. per sq. in. Find the theoretical velocity of the issuing jet, assuming 
10 per cent friction lo.ss and dry stiiarn. 

9. What would be the impulse force produced by 3.5 pounds of steam discharged 
per second from the nozzle in Problem 8? 

10 . Explain the meaning of {a) low pressure, (6) bleeder, and (c) mixed pre.ssure as 
applied to turbines. 

11 . What is a double-flow turbine, and why are turbines made with this construction? 

12 . De.scrilw the construction of a marine impulse turbine. 

13 . Name the los.scs occurring in a steam turbine. 

14 . What etTect have the following upon the water rale of a turbine; (a) increase in 
steam pres.surc, (6) decrease in superheat, (c) increa.se in vacuum? 

16 . The performance of a certain line of turbines, in 1899, was as follows: load, 300 
kw.; steam pressure, 125 lb, gage; superheat, 0 deg. fahr.; vacuum, 27 in. mercury; 
steam per kw. per hr., 22 lb. In 1920 this tyiai of turbine gave: load, 26,505 kw.; 
steam pre.ssure, 233.1 lb. gage; .superheat, 124.3 deg. fahr,; vacuum, 28.85 in. mercury; 
steam per kw. per hr., 11.27 lb. The barometer in both cases was 30.05 in. mercury. 
Find th(5 efficiency, or llankine Cycle, ratio for the two turbines. 
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STEAM AND POWER DRIVEN PUMPS 


486. Foreword. — Pumps are usod in power plants for the following 
purposes: to pump watei* into boilers; to circulate cooling water in, and to 
remove air and vapors from, condensers; to pump lubricating oil; and to 
supply water for fire protection. 

Until recently, the piston pump, driven by a small uneconomical steam 
engine, has been most commonly used. This type of pump is reliable and 
gives satisfactory service The exhaust steam is available for heating the 
boiler feedwater, and the loss result ing from the poor economy of the driving 
engine is, in a measure, overcome. 

The perfecting of the steam turbine and the centrifugal air compressor 
also brought about the perfecting of the centrifugal pump. This type of 
pump is now used extensively to feed boilers and to circulate cooling water 
in condensers. It has few operating parts, requires only a small space, 
can be operated at high speeds, is economical in use of steam, and requires 
a minimum of attention. 

Air pumps are described in Chapter XXV. 

487. Classification of Pumps. — Pumps used for water, in modern 
power plant practice, may be classified according to the principle of opera- 
tion as: 

1. Piston 

2. Centrifugal 

3. Rotary 

4. Jet 

5. Direct pressure 

488. Piston and Plunger Pump. — In this type of pump, motion and 
pressure are imparted to the fluid by direct contact. The action is positive, 
and a definite amount of fluid is pumped per stroke for a given pressure and 
velocity. 

Piston pumps may be subdivided as follows: 


1. Direct-acting, steam-driven 

2. Flywheel 

3. Power-driven, electrically, 

or by belt 


f Simplex 
I Duplex 

' Simplex 
Duplex 
Triplex 
502 
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489. Direct-acting Steam-driven Piston Pump. — yl steam pump that 
has no flywheel is known as a direct-actiny pump. Such pumps have a small 
number of working parts, n^quire litthi atte.ntion, and are generally reliable. 
For general power plant service, I hey an^ used mon! extensively than any 
other type As built, they may hav(^ a single steam cylinder and a single 
water cylinder, in which case they ani simplex; or they may have two 
steam and two water cylinders, in which (;asc they are duplex. The siz(* 
of this type of pump is stated by giving first the diameter of the steam 
cylinder, then the diameter of th(^ water (; 3 'lind('r, and finally the length 
of the stroke, all in inches; thus, 8 in. X fi in. X 10 in. 

490. Simplex Steam-driven Pump. — The simpk^x pump has a single 
steam piston and a single water piston, connected to the sam(> piston rod. 
The cylinders arc generally arranged to have t he pistons at opposite (mds 



Fig. 413, — Knowles Simplex Direct-acting Steam Driven Pump. 


of the piston rod, with a connecting casting between. Reversal of the 
stroke is obtained by using a steam-thrown steam valve, of which there are 
many types, and which takes the place of a flywheel. The principle of 
operation is the same in all types, and will be illustrated by the description 
of two typical pumps. 

491. Knowles Steam-driven Simplex Pump. — This pump is shown in 
Fig. 413, with the essential parts named. The steam cylinder and valve 
chest of the pump are practically the same as those described under the 
steam engine, with the addition of a special control of the slide valve. 
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The operation of the steam end of the pump is as follows: The auxiliary 
piston is attached to and drives the main steam valve back and forth, upon 
its flat seat; steam is thus admitted to the cylinder, back of the main steam 
piston, and the pump operated. The main steam valve is a plain slide 
valve having the form of the letter B. It does not have any lap, and hence 
steam at full pressure is used for the entire kmgth of the stroke. 

Movement of the auxiliary piston is accomplished by giving it a slight 
rotaiy motion at the proper time. This rotation, relative to the steam 
chest, brings the small steam ports, located on the under side of the auxil- 
iary piston, to (‘oincide with the proper openings cut in the walls of the 
steam chest. When the ports coincide, steam from the steam chest is 
admitted to that end, back of the auxiliary piston, and this piston, together 
with the main steam valve, is moved toward th(^ opposite end. This move- 
numt of the main valve connects one side of the main piston to admission 
and the other to exhaust. To prevent the auxiliary piston from striking 
the steam chest head, a port is so located that it is uncovenul by the auxiliary 
piston after it has traveled a certain distance, and steam is admitted to 
cushion the piston. 

Rotation of the auxiliary piston is produced by a rocker bar, connect ed 
to the side of the frame and attached to the auxiliary piston rod. The 
rocker bar is moved by a roller locat(‘d on the tappet arm, which is fastened 
to and moves with the main piston rod. As the main piston nears the 
end of its stroke, the roller comes in contact with the rocker bar, raising or 
lowering it and partially rotating the auxiliary piston. The upper end of 
the tappet bar ordinarily does not come in contact with the collars on the 
auxiliary valve rod. If the steam pressure for some reason should fail to 
move the auxiliary piston, the tappet arm strikes the collars and moves the 
auxiliary piston mechanically. 

At the position of the steam end shown in Fig. 413, steam is about to 
be admitted to the right of the auxiliary piston. When this occurs the 
main valve will be moved to the left; steam will be admitted to the left- 
hand side of the main piston, its motion will be reversed, and the space 
to the right of the main piston will be connected to exhaust. 

The operation of the water end is as follows: At the position of the water 
end shown, water has just ceased to flow through the water passage at the 
head end and upward past the discharge valves located in a removable 
valve plate above the inlet valves. During the discharge from the head end 
of the piunp, the crank end discharge valves are held closed by the pressure 
of the water in the discharge chamber and the inlet valves are opened, by 
the unbalanced pressure produced by the movement of the piston to the 
left, and water enters to fill the space behind the moving piston. When the 
direction of movement of the piston is reversed, by the action of the valves 
in the steam cylinder, the crank-end inlet valves are closed by the pressure 
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of the discharge water, which flows through the crank end discharge valves 
into the outlet pipe, shown dotted in the figure. During discharge at the 
crank end, the head-end discharge valves are closed and the inlet valves are 
forced open by the pressure on the water in the suction chamber, and 
water again enters to fill the space behind the piston. The discharge pres- 
sure for a pump of this type depends upon the relative areas of the steam 
and water pistons. 

An air chamber is attached to the discharge, to maintain a uniform |)res- 
sure in the discharge line and to produc(‘ a lu^arly uniform rate of flow by 
storing water when there is an excess and delivering water when there is a 
deficiency. 

The water or pump valve used on this ty{)e of pump, and shown in 
Fig. 414, consists of a rubber-composition disk supported by a brass casting 
and held closed by a coil spibig. The removable seat is made of brass to 



Valve. Valve. 

prevent corrosion and I'usting. Several small valves ai’c used instead of 
one large one, because they give mor(‘ satisfactory service. The discharge 
valves are located in a removable valve plate. 

A recent type of pump valve is shown in J'ig. 415. It consists of a number 
of superimposed metallic disks, each being free to move on a central stud. 
The bottom disks contain a number of holes, so placed that when all the 
disks are closed no passageway is formed. The disks rise from their seats 
upon each other, independently or together, to permit water and air to 
pass. 

491. Cameron Steam-driven Simplex Pump. — The water end of the 
Cameron pump. Fig. 416, has the same general construction as the 
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Knowles pump, but the operation of the steam end is different, in that 
the main piston is reversed by using two plain tappet valves which control 
exhaust passages to the aiixiliaiy piston. All the operating parts are 
enclosed. 

The main slide valve is moved by the auxiliary piston, which is hollow 
at each end and filled with steam from the main steam chest. Steam 
passes through a small hole in each end of the auxiliary piston, and fills 



iMfj. 410. — (’umeroii Steam Driven Simplex Pump. 


the space betw(‘en the ends of the piston and the heads of the steam chest 
in which it moves The pressure* aiding on each end of the auxiliary 
piston is thus equal, and t he piston is ordinarily balanced and motionless. 
When the main piston has traveled until it strikes thi* reversing tappet, at 
either end, steam is discharged through a small exhaust port, E, from that 
end of the piston valve, to the main exhaust passage. This causes an 
unbalanced pressure on the piston valve, which moves, carrying with it the 
main valve and thus reversing the piston of the pump. When the piston 
valve passes the port E, it encloses steam and forms a cushion. As soon 
as the main piston moves out of contact with the reversing tappets, they 
are closed by steam pressure conveyed directly from the steam chest 
through ports K shown by broken lines. 
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492. Direct-acting Duplex Steam-driven Pump. — A sectional view of a 
Deane Brothers duplex direct-acting steam pump is shown in Fig. 417. 


Left Hand Side 



Fig. 417. — Duplex Steam Driven Pump. 


This pump }ias two steam cylinders and two water cylinders set side by 
side, and is, in effect, made up of two immp cylinders in one casting. 



Fig. 418. — Steam Cylinder of Duplt^x Pump Showing Cushion Valves. 


The steam valve of each side is o[)(*rated by a connection to the piston 
rod of the opposite side, thus making the operation of the steam valves 
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positive. To a person standing at the steam end, the pump at the right 
is known as the right-hand side and the other as the left-hand side. 

As one piston moves to the end of its stroke and is gradually brought to 
rest, it moves the slide valve of the opposite steam cylinder, admitting 
steam back of t he piston, which is at rest, and causing it to move forward 
to the opposite end of its stroke. 

The valves are plain slide valves, without lap or lead. Lost motion is 
allowed between the valve and its operating mechanism, which causes the 
piston to pause at the completion of the stroke. The pistons arc in motion 
only about five-eighths of the time. The length of stroke is varied by 
changing the lost motion at the valve. The stroke is never constant, but 
changes with the discharge prt;ssure. 

To prevent the piston striking the cylinder head at each end of the stroke, 
the steam cylinder is made with five i)orts. Fig. 418, two outside end ports 
for admission of sf earn and three inner ones for the exhaust. When tlu' 
piston closes the exhaust port in the steam cylinder, steam is trapped b('- 
tween the piston and the cylinder head, thus cushioning the piston. Tlu' 
amount of this cushion is ordinarily controlled by a small hand-operated 
valve, located at the side of the steam chest which opens or closes a passage 
connecting the outer steam and exhaust, passages. With this valve nearly 
closed, the cushion st(‘ani can escape slowly by way of the steam passage 
through the cushion valve, to the exhaust passage. This should be the 
condition when running rapidly and at light loads. With the cushion 

valves wide open there will b(^ 
only a slight cushioning; and the 
length of the stroke will be a 
maximum. 

The duplex steam-driven pump 
is often made with the steam end 
tandem compound, the valves for 
both cylinders being connected to 
the same valve rod and openated in the same manner as the valves on an 
ordinary duplex pump With tins construction the steam is used expan- 
sively, since the low-i)r(NSSurc cylinder has a volume several times that 
of the high-pressure cylinder and steam is used in each cylinder for the 
entire stroke. A pipe connects the exhaust opening of the high-pressure 
cylinder to the steam chest of the low-pressure cylinder. 

493. Types of Pump Water Ends. — Most of the simplex pumps of the 
less efficient types have pistons, which are const ructed as shown in Fig. 413, 



Packing R'.ngs 


■f 


Metallic Rings 
Fio. 419. — Types of Pump Water Pistons. 


and have a space into wlii(4i durable watei* packing, made of layer canvas, 
is placed. The cylinder is generally fitted wit h a brass liner to prevent rust, 
and the consequent rapid wear of the packing; and when thus made, a 
wide piston with grooves. Fig. 419, made on its face is often used. The 
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fit between the piston and liner and the effect of the grooves are relied upon 
to prevent leakage. A plunger, Fig. 420c, is often substituted for the piston, 
and leakage is prevented by a packing held in place by a gland through 




Fig. 420. —Types of Plunger Pumps. 

which the plungor slides. In the al)ove types the packing is inside the 
cylinder, where leakage cannot be (‘asily detected, and to renew the packing 
the cylinder head must be removed. 

To make leakage past the plunger visible, outside packed plunger pumps 
are used. The leakage is then easily prevented by adjusting the gland 
against the packing. In Fig. 4206, only one plunger is used with the 
packing at the inner end of the cylinder; while in Fig. 420a two plungers, 
connected by a yoke so t hat th(‘y move together, are used, and the packing 
is placed at each outside end of the cylinder. In this latter pump a parti- 
tion separates the compartments in which the plungem work. 
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494. Power-driven Pumps. — Piston pumps driven by belting, chains or 
gearing are classed as power-driven pumps. The source of the power may 
be steam, gas, or electricity, and the speed is ordinarily constant. Pumps 
having only one plunger are called simplex; those with two plungers, 
duplex ; and those with three plungers, triplex. They are used for the kind 



Fig. 421. — Goulds Single Acting Triplex Plunger Pump, 


of service formerly performed by the direct-acting steam pump. When 
driven by electric motors and running at high speeds, the overall efficiency 
of this type of pump may be as high as 83 per cent. 

Figure 421 shows a typical triplex power-driven pump, in which each 
plunger is driven by means of a crank and connecting rod. The upper end 
of each plunger is shaped to form a crosshead, and a gland with packing 
prevents leakage at the point where the plunger enters the pump base. 
The base is made in compartments, so that the operation is the same as for 
the water end of any pump, and an air chamber is provided on the discharge 
side. 
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496. Suction Air Chambers. — On long suction lines, the shock caused 
by stopping a large body of moving water is taken up by using suction 
air chambers, Fig. 422, which should be near the pump and in direct line 


with the current. By this 
means the pump is made 
smoother running, less noisy, 
and more efficient, because 
the head of water on the 
pump is fully utilized. The 
life of the pump is also in- 
creased and repair bills arc 
saved. 

496. Pump Governor. — 

Steam-driven pumps are gen- 
erally equipped with a pump 
governor which maintains a 



Fig. 422. — Arrangement of Suction Air 
Chambers for Pumps. 


nearly constant pressure in the (lis(;harge pipe of the pump, irrespective 


of the quantity of water flowing. It does this by controlling the speed 



Outside View Section View 

Fig. 423. — Fisher Spring Controlled 
Pump Governor. 


of the pump. A typical governor, 
Fig. 423, consists of a pressure-reduc- 
ing valve located in the steam supply- 
pipe of the pump and moved by 
slight variations in the discharge 
water pressure which acts upon the 
top of a small piston attached to the 
double balanced valve in the steam 
lino. A spring attached to the valve 
spindle normally holds the valve 
open, and a small regulating wheel 
on the valve spindle of the governor 
can be adjusted to change the 
amount of discharge pressure. A 
changi' in this pressure, acting on a 
small piston at the upper end of the 
valve spindle, causes a difference in 
pn'ssure between that caused by 
the water and that resulting from 
the spring. The balanced valve 
then adjusts itself to this differential 
pressure and regulates the discharge 


pressure by changing the amount of steam admitted to the pump. This 


changes the speed and gives the desired discharge pressure. 

Power-driven pumps geni'rally run continuously, at a constant speed, 
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and deliver sufficient water to supply the maximum demand. To allow 
for variation in the demand, a by-pass connection, containing a gate valve, 
a relief valve, and a chock valve, is provided. The amount of feed may be 
regulated by hand, or by means of a pressure regulator similar to the pump 
governor. The surplus water returns to the source of supply. 

497. Centrifugal Pumps. — This type of pump is, to a considerable ex- 
tent, supplanting the piston pump. It is particularly adapted for low 



heads and large volumes; by using stages, however, high [)i’essure may be 
obtained. The average mechanical efficiency of centrifugal pumps varies 
from 70 to 82 per cent, according to the load. The cost is low, and this 
offsets the higher mechanical cfficieiu;y of high-grade pumping engines. In 
power plants, these pumps are mv,d to circulate water through condensers, 
to pump boiler feedwater, and for fire duty. They are generally direct- 
driven by a steam turbine or an electric motor. The pump shown in Fig. 
424 may be driven electrically or by a turbine. When the impeller revolves 
in a right-handed direciion, viewed from the driving side, the pump is 
known as a right-hand centrifugal pump. When revolving in the opposite 
direction, the pump is left-hand. 

A centrifugal pump has the following essential parts: 
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1 . A rotary impeller to increase the velocity and pressure of the water, 
which enters at the center of the im|)eller and is discharges! at its circum- 
ference with increased velocity and slightly increased pressure 

2. A cast-iron casing having inlet and outlet passages. The casing 
guides the water from the circumference of the impeller to the discharge 
outlet, and is often shaped to convert the velocity, or kinetic-energy, of 
the water to pressure, or potential energy. 

3. A shaft, which supports the impeller; and bearings in which the shaft 
revolves. 

The impeller may be of the open or the closed type, Fig. 425. The open 
impeller consists of a circular central disk partition to which are attached 
blades having an involute form. This type of impeller do(\s not fit (jlosely 
in the casing within wliich it revolves, and couvsequently the guidance of the 



Vui. 420. — Types of Impellers for Centrifugal Pumps. 


water and the flow lines are poor. In addition, a large amount of water 
slips between! the revolving impeller blades and the casing wall, thereby 
reducing the efficiency. 

The closed impeller has two outer disks separated by blades, similar in 
form to the open-type blades, which form passages for the water. The 
water enters the passages at. the center, and is guided to the outlet. The 
side walls of the impeller prevent water fj’om slipping past, and thus the 
efficiency is improved. 

With either of these typos of impellers, the water may enter from one 
or both sides. The double-suction type is preferable, as it minimizes the 
end-thrust on the shaft, produced l)y th(' unl)alanced water pressure, which 
exists when water enters from one sid(' only. The single-suction impeller 
must be balanced, to overcome the (‘iid-thrust. 

Centrifugal pumps are generally chussified, according to the construction 

of the casing, as: 

1. Volute. 

2. Turbine. 

The volute pump does not use a diffusing, or guide, vane surrounding 
the impeller, but has a spiral, or volute, casing to guide the water, as it 



614 STEAM AND POWER DRIVEN PUMJ>S 


leaves the impeller on its way to the discharge pipe. The shape of the 
volute is such that it converts the velocity of the water leaving the impeller 



into pressure. In this type of pump, the water leaving the impeller is 
thrown across the stream of water in the casing, and the flow is disturl)ed. 

The turbine pump, Fig. 426, 
uses a circular diffusing ring, 
Fig. 427, containing ribs which 
form passages for the discharge 
of water. This ring surrounds 
the impeller, and the passages 
are shaped to convert the ve- 
locity of the water leaving the 
impeller into pressure. It also 
directs the water tangentially 
into the casing, which may be 
concentric with the impeller and 
of uniform cross section, or it 
may be volute. With this type 
of construction, the efficiency 
may be as high as 82 per cent. 
The mechanical efficiency at- 
tained depends upon the shape 
of the impeller and casing, and upon the number of stages used. 

498. Compound Centrifugal Pump. — When it is desired to increase the 
discharge pressure above 100 pounds per square inch, a compound cen- 



Fig. 427. — Diffusing Ring for Turhine-tyi)e 
Centrifugal Pump. 
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trifugal pump, Fig. 428, is used. Several impellers arc mounted on a 
shaft, and revolve in separate compartments, or stages, of the main casing. 



Fig. 428. — De Laval Turbino-drivon Compound Contrifiigal Boiler-feed Pump. 
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499. Performance of a Centrifugal Pump. — C'haractei istic curves of a 
typical centrifugal pump, giv(m in Fig. 429, show that the efficiency varies 
with the capacity. T he capacity is gemrally stated at the maximum efficiency 
and to obtain the best efficiency this pump should be operated at this capacity. 

600. Rotary Pump. — This pump. Fig. 430, is used for the same purposes 
as the centrifugal pump; the small sizes are also used to pump oil for lubri- 
cating purposes. It can be 
operated at a low speed of ro- 
tation, the pressure attained 
is moderate, the volume dis- 
charged is large, and the 
space recpiired is small. At 
high speeds, however, this 
type of pump is noisy. It 
consists of an accurately ma- 
chined casing, having an inlet 
and outlet opening. Within 
the casing are two rotors at- 
tached to separate shafts, 
which are connected by gear- 
ing and to one of which the 
power is applied. Each rotor, 

or impeller, is accui’ately machined to run with a small clearance with- 
in the casing, and to mesh with the other I’otor. Water enters at the 
bottom, is enclosed within the pocket formed between the rotors, and dis- 
charged at the top. The volume delivered varying with th(i speed at 
which the pump is operated. There are many forms of rotors which operate 
like those described. 

601. Jet Piunp. — This type of pump is used mainly for feeding water 
into a boiler, where its high thermal efficiency justifies its use, because nearly 
all the heat used to operate the pmup is returned to the boiler as warm 
feedwater. Multi-jet pumps, for removing air from stesin condensers, 
are giving great promise of high efficiency, Art-. 532, page 540. For general 
pumping service the mechanical efficiency of a jet pump is low. 

The injector is a typical jet pump. It is efficient, convenient, cheap, 
compact, has no moving parts, delivers warm water into a boiler without 
preheating, and has no exhaust to be disposed of. It is universally used 
on locomotive boilers, and in connection with feed pumps as a reserve on 
large land boilers. It will not handle hot water. The essential parts of the 
injector are illustrated in Fig. 431, steam from the boiler enters at the top 
and flows to the atmosphere through the steam tube, combining tube and 
overflow. The steam tube is so shaped that it converts the pressure energy 
of the steam into velocity energy. As a result of the high velocity attained 



Fio. 430. — View of Goulds Rotary Pump, 
Front Cover removed. 
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in the steam tube, the air is partially exhausted from the inlet pipe, thereby 
causing the water to rise until it comes in contact with the st('am at the 
entrance to the combining tube. The steam, coming in contact with the 


water, is condensed and imparts 
considerable momentum to the 
water. The condensing of the 
steam reduces its volume and 
scarves to maintain the vacuum. 
The shape of the coml)ining tube 
is such that the velocity of the 
moving nniss of water is in- 
ci-eased sufficiently to carry it 
across the opening to the de- 
livery tube, in which the velocity 
of the water is partially converted 
into pressure. The water lifts 
the check valve, because of this 
pressure and momentum, and 
enters the boiler against boiler 
pressure. The final discharge 
pressure depends upon the shape 
of the discharge nozzle. When 


steam 



Fio. 431. — Interior View Metropolitan 
Automatic Injector. 


the injector is operating properly, water will not show at the overflow. 

Injectors are eitluu* hand-starting or automatic, and either single- or 
double-tube. The automatic injector will resume its flow, after an inter- 


ruption, without any attention from the operator. 

602. Automatic Injector. — A vsingkvtulH* automatic injector is shown 
in Fig. 431 with the operating parts marked, so as to require no descript ion. 
The operation is similar to the general description in the previous article, 
with the exception that the combining tul )0 is surrounded by a loose ring, 
which normally remains closed wh(*n in operation. Should the discharge 
be interrupted, this washer opens and passes water to the overflow until 
the vacuum is again established, when it closes and the injector again 
delivers water. It is started by opening the steam valve in the steam pipe 


connecting the injector lo the boiler. 

603. Double-tube Injector. — The Hancock double-tube injector, 
Fig. 432, illustrates this type, which consists of a double set of nozzles, 
called the lifting set and the forcing set. The lifting set is the lower set 
and consists of a steam nozzle and a combining tube. The forcing set of 
tubes consists of a steam nozzle, combining, and delivery tube. The valve 
which controls the steam flow to the forcing set is attached to a lever, to 
which the overflow valve is also attached. When starting, the lever is 
only partly open and this holds the overflow open. When started, and with 
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tho lever wide open, the overflow is closed This type of overflow is called 

a closed overflow. 

To operate, the hand-operated regulating steam valve, which controls the 
amount of steam used, is partly opened. This admits steam to the lifting 
steam nozzle, then through the lifting combining tube into the overflow 
chamber, to the atmosphere. The rapid passage of steam creates a vacuum 
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Fig. 432. — Hancock Double-tube Injector. 

in the suction chamber, whereupon water flows in, mingles with and con- 
denses the steam. When water appears at the overflow, the lever is pulled 
back to the stop and the forcing nozzle put into operation. The water 
discharged from the lifting combining tube is delivered to the forcing 
combining tube, where the forcing jet meets and mingles with it and delivers 
the water into the boiler, as in the injector previously described. The use 
of a double-tube injector increases the delivery pressure and permits varying the 
capacity by regulating the steam inlet valve to the liftiiig steam nozzle. This 
injector must be re-started by hand when the flow is interrupted. 

The capacity of injectors is commonly stated in cubic feet or gallons 
of feedwater passing through the delivery tube per hour. The operation 
of an injector is affected by the delivery pressure; the temperature of the 
feedwater; and the lift, or the distance the injector is above the supply. 

604. Terms Used in Connection with a Pump. — Capacity of a pump is 
generally stated as the number of gallons per minute the pump will deliver. 
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TERMS ^SED IN CONNECTION WITH A PUMP 

For piston pumps, manufaclurers (jenerally state the capacity as the piston 
displacement per minute. 

SUp IS the clilYeicncc hctwccii the tjujintiity of wSitci ttctiiJilly delivered 
and the piston displacement, both expressed in cubic feet per minute. It 
varies from 5 to 20 per cent, and is greater at small outputs. The amount 
of slip depends upon the tightness of the valves, the action of the valve 
springs, the fit of the piston and the general condition of the pump. 

The horsepower of a pump is generally called water horsepower, and 
equals the weight of water in pounds actually delivered per minute multi- 
plied by the distance through which the water is liftctl divided by 33,000, or 

W ater hyrae'power - (104) 


in which W = pounds of water delivered per minute. 

h = head in feet = pressure in pounds per square inch X 
144 density of water pumped. 

Example 63. — During the test of a 432,000-KaUon Fairbanks Morse compound du- 
plex pump, 133,250 lb. of water were delivered per hour against a pressure of 121.8 
lb. per sq. in. gage; temperature of water, 70 deg. falir. Find the water horsepower, 
considering the discharge pressure as the only resistance to be overcome. 


Solution. — Using Eejuation (10*4), 


h = 


Water horsepowcir = 
W = 


121.8 X 144 
density at 70 deg. fahr. 


Wh ^ 2221 X 282 _ 

33,000 33,000 

121.8 X 114 ^ g ^ 2.30 = 282 ft. 
02.3 


Head is the cliffitreiico in level, nieasurecl in feet, between which flow 
takes place. If the velocity changes in passing through the .system, the 

* K2 

velocity head, h = must be addend to the suction and discharge heads 
to obtain the total head. 

Example 64. — In Example 53 the diameter of the discharge pipe was 4 in., and the 
inlet pipe 0 in. Find the additional head caused by the eliangc in velocity. 


Solution. — 

Velocity head in discharge = ; velocity head in inlet 

- IV (6.72)2 _ (2.%)2 

Head caused by velocity change - 2 X 32.2 


= 0.565 ft. 


^ cu. ft. of water per^e e_^ ^ ^ ^2 ft. per sec. 

^ ‘ area of 4 in. discharge pipe 0.0884 

V - cu. ft. of water per sec. ^ (^50 ^ 2.96 ft. per sec. 
area of 6 in. inlet pipe 0.2()00 
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Suction is the pressure produced by the weight of the atmosphere, acting 
to force a liquid into a space wherein a partial vacuum exists because of the 
removal of the fluid that originally filled tlic space. 

The indicated water horsepower is found from the data obtained from 
indicator diagrams taken from the water end of the pump and worked 
up in the manner explained in Art. 390, page 388. Care should be taken to 
use an indicator having a piston properly fitted for use with water, otherwise 
incorrect results will be obtained on account of leakage past the piston. The 
shape of the indicator diagrams taken from a steam driven pump is nearly 
rectangular for both the steam and water ends, and the inlet and discharge 
lines are wavy because of the imperfect action of the valves. 

Thermal efficiency of a pump is generally expressed as the number of 
foot-pounds of work done by the pump per million B.t.u. consumed by 
the driving engine, and is called duty 


Example 66. — The following data were taken during the test of a 30-million-gallon 
steam-turbine-driven reduction-gear centrifugal pump: pressures, barometer 29.22 
in. mercury, steam 160.1 lb. per sq. in. gage; total head on pump, 140.94 ft. of water; 
quality of steam, 96.88 per cent; temperature of water pumped, 34 deg. fahr.; water 
pumped per twenty-four hours, 21.3 million gallons; vacuum on turbine 14.16 lb. per 
sq. in.; temperature corresponding to vacuum, 51.7 deg. fahr.; weight of condensate 
per hour, 9389 lb. Find the duty of the pump under conditions of test. 

Solution. — According to definition 

Foot-pounds of work X 1,000,000 D.t.u. 

^ Weight of steam X B.t.u. per pound of steam above exhaust pressure 


1,467,537,000 X 1,0(K),000 
9389 X 1149.7 


136,200,000 ft. lb. per million B.t.u. 


Ft-lb. of work per hour = — X 140.94 = 1,467,537,000. 


Weight of steam per hour = 9389 Ib. 

B.t.u. per pound of steam = xL hi — ht = 0.968 X 854.3 -f 342.5 — 19.78 =1149.7 


L corre.sponding to 174.5 lb. per sq. in. abs. = 854.3 B.t.u. 
hi corresponding to 174.5 lb. per sq. in. abs. = 342.5 B.t.u. 
hi corresponding te 0.187 lb. per sq. in. abs, = 19.78 B.t.u. 


605. Installation of Pumps. — The foundations of pumps must be rigid, 
with the suction pipe short, and as direct as possible. The suction lift 
should never be over 15 feet, and when pumping warm water the pump 
should be located below the supply, as otherwise the formation of vapor 
at low pressure destroys the vacuum and prevents the pump from lifting 
the water. The suction piping should be tight, to prevent destruction of 
the vacuum by air leakage. The piping for a centrifugal pump should be 
self supporting, and provision should be made for priming the pump when 
starting. The pump may be primed in the following ways: 

1. Locating pump below water level of supply. 
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2. Using of a foot valve, Art. 506, with connection to discharge pipe, if 

the discharge pipe is left full of water. 

3. Attaching a vacuum pipe or injector (o the opening at top of causing, 

to remove air from casing, so that water will rise into pump through 

suction pipe. 

4. Filling pipe casing with water from an external source. In this case, 

a foot valve must be used at foot f)f suction pipe. 

A (iheck valve should he placed on the discharges lints of the centrifugal 
pump to prevent breakage from water hammer and a gate valve to control 
the capacity. 

606. Foot Valve and Strainer. — The foot valve, Fig. 433, is used to hold 
the water in the suction or discharge pipe of a pump. When used in the 
suction pipe, it permits starting the pump 

without priming. It consists of a cast-iron 
body having a number of lift, or hinged, nil)- 
ber-faced valves, opening against a spring. 

The upper end of the body is attached to the jj li ° 

suction pipe, and when the pump is in oper- 

ation the valves remain open; but when it is 

idle the weight of water in the pipe closes the me 

valves and keeps the pipe full of water. 

The strainer consists of a frame support- a / ||i^ 

ing a removable wire-mesh strainer. It is 
attached to the suction pipe to keep out all 
foreign material which would clog the pump. 

When a loot valve is used, the strainer is at- 
tached to the lower part of the foot valve and is often an integral part of it. 

607. Method of Testing a Pump. — The method of testing a steam pump 
is essentially the same as for a steam engine, with the addition of some suit- 
able means of measuring the water delivered. For details egarding testing 
of pumps consult A. S. M. E. Power Testing Code. 

608. Valve Setting of Steam-driven Pumps. — To set the slide valve or 
valves of a steam-driven pump, the piston is usually placed midway be- 
tween its extreme positions, and the valves placed centrally over both steam 
ports. When the lost motion allowed between tht' lug of the valve and the 
valve rod connection, which moves it, is made adjustabk', the amount of the 
lost motion is made equal at each side of the lug by moving the nuts on the 
valve rod. The length of the stroke is controlled on most slide valve 
pumps by the amount of this lost motion The exact amount of lost motion 
to give the desired stroke must be found by trial. 

609. Accumulator. — In the discharge pipe lines of pumps, where it is 
necessary to maintain nearly a constant pressure; an aecumulatoi' is used. 


Fi( 3. 433. — Goulds Foot Valve 
jiiid StraiiKT. 
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It consists essentially of a plunger of small area loaded with a large amount 
of iron. The plunger works in a cylinder connected directly into the pipe 
line. It rises and falls as water is forced in or passes out with slight change 
of pressure, storing water when the amount used is less than that supplied 
by the pump, and giving it out when the demand is greater than the supply. 
The pressure is thus maintained constant and the pump is allowed to run 
continuously. When the plunger rises to the extreme of its travel, it closes 
a valve on the pipe from the pump, and at the same time opens a by-pass 
between the suction and discharge pipes of the pump. While this valve is 
closed, water does not enter the plunger cylinder. 
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REVIEW QUESTIONS AND PROBLEMS 

1 . Classify steam-driven piston pumps. 

2. Describe the method of reversing the stroke on the CVimeron pump. 

3 . How does a turbine centrifugal pump differ from a volute pump? 

4 . What is meant hy a power-driven pump? 

6. Explain the operation of a pump governor, and state why one is used. 

6. Describe the construction and explain the operation of a single-tube injector. 

7 . Define: slip, water horsepower, pressure head, suction. 

8 . A 15.8-million-gallon vertical, triple-expansion plunger type pumping engine 
delivered 16.0 million gallons of water at 67 deg. fahr. through a total head of 298.7 ft. 
per twenty-four hours. Average steam pn^ssure, 161.1 lb. gage; average quality of 
steam, 98.5; barometric pressure, .30.1.3 in. mercury; vacuum in exhaust pipe, 28.5 in. 
mercury; temperature corresjwnding to vacuum in exhaust pipe, 119 deg. fahr.; weight 
of steam condemsed per hour, 9620 lb.; average i.hp., 871.8. 

Calculate the duty in foot-|x>unds per million B.t.u. 

9 . Calculate the water horsepower and the mechanical efficiency of the pump in 
Problem 8. 



CHAPTER XXV 

CONDENSERS AND CONDENSER AUXILIARIES 


610. Foreword. — The primary object in operating engines and turbines 
condenmig ” is to obtain a greater amount of useful work from a given weight 
of steam than could be obtained without the condenser. The gain in power re- 
sulting from the use of a condenser is illustrated by Fig. 434 in which the 



Volume Volume 


Fig. 434. — Diagrams showing Gain resulting from Condensing Oi)cration. 


full lines rcprcs('nl the theoretical diagrams for non-condensing operation. 
If the expansion could be continued or the back-pressure line lowered, as 


shown by the dotted lines, 
the area of tln^ diagrams 
would be increased by the 
cross-hatched area. In 
steam engine praidice the 
gain in power amounts to 
about 25 [)er cent for a 
vacuum of 2G inches of 
mercury, which is nearly 
t he maximum for steam 
(*ngine pract ice, be(;ausc of 
the excessive size) of cylin- 
ders re(][uired for the low 
pressure. The high cost, 
internal friction, and con- 
densation losses of lower 



Load 


Fig. 435. — Water Rate Curves for Condensing and 
Non-condensing 0 |)eration of a 21"x22" Univer- 
s:il Fnaflow Kngino. 


vacuums witli reciprocating engines olTset t he gain in (^nerg}^ An increase 
in power means an increase in economy, as shown by the curves in Fig. 
435 for an engine operating condensing and non-condensing, with the 
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same initial steam pressure in each case. In marine practice the con- 
denser is essential, to maintain the purity of the water in the boilers. 

The advent of the steam turbine, operating either with high-pressure 
steam or with low-pressure steam from a reciprocating engine, has created 
a demand for a much higher vacuum than was required by the reciprocating 
steam engine. This has revolutionized condenser practice, and vacua 
corresponding to 28 or 29 inches of mercury arc now common. The per- 
centage of fuel saved for each of the last few inches in vacuum varies from 
5 to 8 per cent, depending upon the type of turbine. In general, a point is 
reached between 28 and 28^ iiwhcs vacuum at which the gain in economy 
is offset by the increased cost of condensing apparatus and cooling water. 

611. Classification of Condensers. — Condensers may be roughly 
classified as (1) jet condensers, and (2) surface condensers. In the jet 
condenser the steam and water mingle, the steam being condensed by direct 
contact with water. In the surface condenser the steam and cooling water 
do not come in direct contact with each other, the heat of the steam being 
extracted by conduct ion. 

612. Jet Condenser. — This class of condensers may be subdivided into: 

(1) Low-levol condensers ( H^h-vium 

(2) Barometric condensers 

(3) Ejector condensers 

Jet condensers arc constructed on thc^ parallel- or counter-current prin- 
ciple. In a parallel-current condenser, the steam, cooling water, and non- 
condensable vapors flow in the same direction, downward. Steam enters 
at the top or side of the condenser, and the condensing water immediately 
below. In a counter-current condenser, the steam enters the lower part 
of the condenser, and rises through the falling condensing water, which 
enters at the side near the top of the condenser. Air and other non-con- 
densable vapors are withdrawn near the top of the counter-current con- 
denser, after they have passed through the cooling water, and at the bottom 
of the parallel-current condenser, from a location directly over the surface 
of the water. 

613. Standard Low-level Jet Condenser. — In this condenser. Fig. 436, 
the cooling water and a portion of the air are removed by :x)me form of pump 
known as a wet-vacuum pump. The condensing water enters at the top 
of the pear-shaped condensing chamber and flows through a spray head 
which breaks the stream of water into a fine spray. Exhaust steam enters 
from the right and, mingling with the condensing water, gives up its latent 
heat of evaporation to the water. The condensed steam, water, and air 
are removed from the bottom by the wet-vacuum pump. The condensing 
water rises into the chamber, as a result of the vacuum maintained by the 
wet-vacuum pump, when the suction head is below 18 feet. In this type of 
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£^xhaust Jteam 

Tnht-^ 



Wafer Intef 


-WaterOuf/ef 


■Wef Air Pump 






Fia. 436a. — Standard Low Level Jet Condenser — Outside View. 



Fig. 436(^, — Standard Lqw Level Jet Condenser — Sectipnal View, 
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condenser a vacuum-breaking device is used; it consists of a float located 
in a chamber attached near the top of the condensing chamber, and below 
the exhaust connection. The float opens a valve to the atmosphere, when 
the water enters faster than the pump removes it, and thus breaks the 
vacuum which prevents water from backing up into the exhaust pipe of the 
engine. This condenser has a low first cost, and is used with reciprocating 
steam engines where the vacuum required is not above 24 to 26 inches of 
mercury. 

614. Barometric Condenser. — The barometric jet condenser, Fig. 437, 
differs from the standard jet condenser in that the condensing chamber is 


Spring to Support 



Fig. 437. — Alberger Barometric Jet Condenser — Internal View. 


elevated about 35 feet above the discharge; the water ’s then discharged 
through the tail pipe without the aid of a pump. Water stands in the tail 
pipe to a height corresponding to the vacuum; this height would be 34 feet; 
for a 30-inch vacuum. 

The figure shows a section through the Alberger barometric condenser, 
with all equipment clearly named. Steam enters at the left and divides in 
two streams, one passing to the inner chamber and the other through the 
annular space surrounding the inner chamber. Cooling water is pumped 
through the injection pipe and passes through a spray nozzle, where it is 
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broken up into a fine spray. The cone forming the spray nozzle is liung 
from a spring, and automatically adjusts itself to the water suf)ply. The 
water meets the steam at the lower end of the annular ring, comk'iising the 
steam and having its temperature raised above; what it would be without 
the annular ring. The air not carried out by the cooling water collects 



Fig. 438. — Wortliington B:iroiii(‘tric (’iondcii.scr lihstallatioii. 


under the spray cone, rises to the cooler at (he top and is withdrawn by a 
dry-air pump. 

In some typos of barometric condeMisers, (In' tail pipe' is contracted at the 
top to impart a high velocity to the water; l>y this means the air is with- 
drawn along with the ese'aping water, and an air pump is unneM'cssary. 
This type is known as a syphon condenser. For low lifts, a condensing 
water pump is not ne'cessary, as the injection water can be inised to a height, 
corresponding to the vacuum. 

The baromedrie; conde'nsen- is capable of maintaining a vaeauim of 27 
inches, but re'epiires a large amount of watea* which must be; handled by t he 
condensing water pump. A typie;al installation is sliown in Fig 438. 

515. Ejector Condenser. — The principle of operatieni of this condenser 
is that the momentum of flowing water ( je'cts the' dise*harg(‘ without the aid 
of a pump. Exhaust steaim enters the < je'ctoi*, Fig. 431), at the* right and 
surrounds a central tube, in which are loeaiteal numereius passageways. 
The cooling water enk'rs the nozzle* at the toj) anel, because* e)f the shape of 
the nozzle, attains considerable vebiaty. In flowing past the openings 
this water produces a vacuum, which causes the steam to flow through the 
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openings and mix with the condensing water. The cooling water enters 
continuously at the top, because of the vacuum, and sufficient velocity is 
given the jet to discharge the combined mass of condensed steam, cooling 
water and air, against the pressure of the atmosphere. 

There is about 3 feet of pipe above the nozzle and at least 2 feet below 
the discharge, which should be water-sealed. The vacua attained arc 



(a) Standard Type (6) Multi-jet Type 

Fig. ‘139. — Ejector Condensers. 

from 20 to 25 inches for the single jet types, and up to the highest vacua for 
the multi-jet type. 

616. High-vacuum Jet Condenser. — This condenser is of the low-level 
type. The jet condensers previously described are not suitable for pro- 
ducing the high vacua necessary for turbine operation, because the air 
pumps used are not adapted to handle largii (quantities of air. Several 
representative types of high-vacuum condensers ar(^ shown in Figs. 440 
and 442. The former is a rectangular rain-type condenser, in which the 
injection water is introduced, at the top near one end, into an extended 
trough or pan, from which it overflows through numerous short tubes, 







530 


CONDENSERS AND CONDENSER AUXlilARlES 


falling into a second pan provided with similar overflow pipes, and finally 
into the lower part of the shell and thence to the vacuum pump. 

Exhaust steam enters at the left, passes into the shower of water, is 
condensed and passes out with the condensing water. The air and mixed 
vapor pass to the top and are withdrawn by an air pump of suitable con- 



Fki. 442. — Elliott Erluirt Low Level Jet Condenser. — Seetionai Views. 


struct ion. A vacuum-breaker is located at the left of the chamber. A 
centrifugal pump removes the water from the condenser, which is capable 
of producing a high vacuum on account of the thorough mixing of steam and 
water and the use of a separate; air pump. A typical installation is shown 
in Fig. 441. 

The Elliott-Erhartt low-level jet condenser, shown in Fig. 442, is a type 
much used for high-vacuum work because; of its low first cost . Condensing 
water enters at the l(*ft side near the; top and is distributed around the cir- 
cumference by a chamber, from which spiral nozzles discharge the water 
into the condensing cone. Steam enters from the top and is thoroughly 
mixed with the condensing water from the nozzles. The cooling water en- 
ters by virtue of the vacuum maintained within the cond(;nser, provided 
the suction head is less than 18 f(‘et. Tlie mixture of condensed steam and 
cooling water is removed from the bot tom of the condenser by a c(‘ntrifugal 
pump, generally driv(‘n by a steam t urbine. The air and vapor are removed 
by an ejector air pump shown on the right. A vacTium breaker is shown 
at the left, just below the condensing cone. This condenser is especially 
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useful in places where the condensing water is not suitable for surface 
condensers. Its cost of operation may, however, i)e high, beeanse of the 
power required to remove the lai-ge amount of condcuising water. 



Wheeler Admiralty Surface Condenser Mounted over Combined Air and Circulating Pumps. 
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and the exhaust steam on the outside, and (2) those in which the steam is 
inside and the water outside the tubes, known as the water-works type. 
The first type is most common and generally operates on the counter-cur- 
rent principle; that is, the water and steam flow in op[)osite directions. 

618. Wheeler Standard Surface Condenser. — This condenser, Fig. 443, 
which is adapted for steam engine service, consists of a cast-iron shell closed 
at each end by a head. Between each head and the shell is located a tube 
sheet, into which the tubes are fastened, as shown in the enlarged view. 
Packing is placed in the tube sheet surrounding each tube, and the ferrule 
is tightened to prevent leakage. The tubes are made of copper or brass, 
and are supported by a plate at the middle of their length. Water enters 


Bkhaust S^am Tnfet 



Pig. 444. — Surface Condenser for 10,000-kw. Turbine — Three-pass Design. 


at the bottom right, passes to the left in the lower bank of tubes, and returns 
to the top right in the upper bank of tubes, thus passing the length of the 
condenser twice. Steam enters at the top and strikes against a distributing 


baffle which prevents excessive short-circuiting of the steam. The con- 
densed steam and air are withdrawn at the lower left-hand side by a wet- 


air pump. 

619. High-vacuum Surface Condenser. — The surface condenser pre- 
viously described is suitable for a vacuum of about 26 inches. 1 o obtain 
a vacuum of about 28 or 29 inches the following conditions must be fulfilled: 
(1) the air entering the condenser must be rapidly removed, because when 
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allowed to accumulate it acts as a blanket about tlu' tube's and interferes 
with the heat transmission; (2) the steam distribution must be made eflV'c- 
tivc, by omitting tubes, Fig. 444, thus forming steam lanes, which conduct 
the steam to short banks of lul)es and ))rev(‘nt tlie formation of de'ad air 
spots; (3) the air must, be removed by a sepai-ate^ air punif), with an air 
connection located at a point where the air is the coolest and has tlie greatest 
density and hence the smallest volume; (4) baffles must be ins(u*ted between 
the banks of tubes to drain off the condensate and prevent flooding of the 
tubes; (5) condensing water should pass through flu; condenser with the 
least possible friction, but at a velocity consistent with high efficMcncy. 

Condensers of this type are made in sizes containing 70,000 scjuarc feet of 
condensing surface. 

620. Conditions Necessary for Heat Transfer. — The transfer of heat 
from steam to the cooling water in a surface condenser depends (1) upon 
the condition of the tube surface, (2) upon the proportion of air in the 
steam and the water, and (3) to some extent upon the material of which 
the tubes arc made. For ordinary types of surface condemsers, from 250 
to 300 B.t.u. per hour arc transmitted per square foot of tube surface for 
each deg. fahr. rise in temperature of the circulating water. In the high 
vacuum condensers, this value may amount to 000 or 800 B.t.u. per square 
foot per deg. fahr. per hour. Each square foot of cooling surface will 
condense about 10 pounds of steam per hour, for ordinary condensers at 
24 to 20 inches vacuum. For small turbine installations, 2i to 4 square feet 
of cooling surface i)er kilowatt are provided, and for large plants with high 
efficiency condensei's, 1 to 2| square feet per kilowatt rated capacity. 

521. Comparison of Types. — Jet condensers have low first cost, occupy 
vsmall space, frequently require more pump capacity, and have more air to 
remove, thus requiring larger air pumps. Surface condensers occupy large 
space, give high efficiency, and provide pure feedwater where the condensing 
water is impure. 

622. Elementary Theory of Condensers. — The vacuum within a 
condenser is customarily referred to a 30-inch barometer. The height of 
the standard barometer, at sea level and latitude 45 degrees is 29.92 inches 
when the temperature of the mercury is 32 deg. fahr. For a 30-inch 
barometer the temperature of the mc'rcury is increased to 58.4* dog. fahr. 
To correct a mercury column for change in temperature, the following 
equation may be used, 

k = kill - 0.000101 (h-t)] (105) 

in which h = height of mercury column corrected to temperature t. 
hi = observed height of mercury column, inches. 

^1 = observed temperature of mercury column, deg. fahr. 
t = temperature to which column is to be referred, deg. fahr. 

* This value ia sometimes taken as 58.1 deg. fahr. 
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Example 66. - - 'Die height of mercury in a manometer used to measure vacuum is 
28.52 in., at a temperature of SO d(*g. fahr., barometer reading 29.85 in. at a tempera- 
ture of 42 deg. fahr. Determine the vacuum, referred to a 30-in. barometer. 

Solution. — \'acuimi coiTe<ded, // = 28.52 fl — 0.000101 (80 — 58.4)] 

= 28.46 in. mercury. 

Barometer corrected, h = 29.85 fl - O.OOo'lOl (42 - 58.4)] 

= 29.89 ill. mercury. 

Absolute pri'ssure in inches mercury = 29.89 — 28.40 = 1.44 in. mercury. 

Vacuum referri'il to a 30-in. barometer — 30.00 — 1.44 = 28.50. 

523. Condenser Pressure. — The pressure cxistimj ivithin a condenser 
is made up of the pressure of the air plus that of the water vapor. This is 
in accordance with Dalton’s law, which states that in a mixture of gas and 
vapor enclosed in a given spaccy the total pressure is equal to the sum. of the 
partial pressures which each gas would exert if occupying the space alone. As 
the vacuum increase's, the proportion by weight of air to vapor increases for 
a given air pressure, and there is a corresponding increase in the amount 
of air that must be removed to maintain the vacuum. 

Example 67 . — The absolute pressure in a condenser is 2.03 in. of mercury, and the 
temperature of the air-vapor mixture is lOO.Or dog. fahr. Find the pressure produced 
by the air witliin the condenser. 

Solution. — From the Steam Table, the pressure of the vapor at 100.6 deg. fahr. is 
1.97 in. mercury, and therefore, by Dalton’s Law, 

Pc — Pa T Pv) or Pa — Pc — Pv 

in which Pc - condenser pres.sure, in. menairy = 2.03 

Pa = air iiressure, in. mercury. 

Pv = vapor pressure = 1.97 in. mercury. 

}\ = p^ - Pv = 2.03 - 1.97 = 0.06 in. mercur>^ 

624, Weight of Cooling Water Required by a Condenser. ~ The quan- 
tity of cooling water per pound of steam condensed depends upon the degree 
of vacuum obtained and the inlet and outlet temperatures of the cooling 
water. The weight of cooling water per pound of steam varies from 25 to 
30 pounds foi’ vaiuia of 25 to 20 inches of mercury, and increases to 
above 50 pounds for high vacua. 

Neglecting the effect of radiation and leakage, the heat absorbed by 
the cooling water will equal that given up by the steam in the condenser. 
For a surface condenser, the above relation may be writt(ui. 

pjpr xTj “f“ h h( ^ xIj “1“ h {fc 32) (106) 

hi — hi ti — ti 

* The second form of this equation holds for condensers, provided the influence of 
the entrained air on the heat content of the exhaust steam is neglected, and the mean 
specific heat of the water at condcn.s(*r temperatures i.s taken as unity. W is usually 
increased from 5 to 15 per cent, to allow for cooling of the air-vapor mixture and in- 
efficient absorption of heat. 
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in which W = weight of cooling water per hour per pound of steam con- 
densed, lb. 

X -- (piality of exhaust, steam; assumed as 90 per cent or figured 
from Equation (92), page 406. 

L = latent heat at the absolute pressure in the condenser, B.t.u. 

h = heat of liquid at the absolute pressure in the condenser, 

B.t.u. 

he = heat of liquid at the temperature of the condensate {Q, 

B.t.u. 

tc = from 5 to 20 deg. fahr. below the temperature of the exhaust, 
deg. fahr. 

hi — heat of liquid at the temperature (^ 2 ) of the outlet condensing 
water, B.t.u. 

h — from 10 to 25 deg. fahr. below the temperature corre- 
sponding to the absolute pressure in the condenser. For 
an average value 15 deg. fahr. may be used. 

hi = heat of liquid at inlet temperature (ti). 

ti = temperaturti of inlet condensing water. 

Example 68 . — The followinf? data were taken from tlic test of a condenser attached 
to a 30,0()0-kw. turbine: Duration of test, 3 hr.; steam condensed jx^r hour, 317,000 
lb.; steam pressure, 237 lb. sq. in, abs.; superheat, 155 deg. fahr.; vacuum, 28.17 in. 
mercury; quality at exhaust, 0.90; initial temperature of cooling water, 76.5 deg. fahr. 
f'ind weight of cooling water per hour. Temperature of condensate, 01.3 deg. fahr.; 
barometer, 29.03 in. mercury. 


Solution. — Using the second form of Equation (106) with proper substitutions, 
, xL i-h- (tc - 32) _ 0.90 X 1038.8 + 64.93 ^ (91.3 - 32) 
k - lx 86.9 - 76.5 


^ 940.55 
10.4 


= 90.5 lb. water ^wr pound of steam. 


h at 1.76 in. mercury, abs. = 1038.8 B.t.u.; h at 1.76 in. mercury, abs. - 64.93 
B.t.u.; ic = 91,3 deg. fahr.; h = 96.9 - 10 = 86.9 deg. fahr.; U = 76.5 deg. fahr. 

'Potal weight of cooling water per hour = 90.5 X 317,000 = 28,688,500 lb. 

For a jet condenser, the final temperature of the cooling water equals that 
of the condensate, and U varies from 5 to 20 deg. fahr. below the tempera- 
ture corresponding to the vacuum, because of the pressure exerted by air 
and similar gases. Making these changes in Equation (106), there results : 

xL+ h- he xL-^h- {tc - 32) 

= . . . , 

/I2 — h — ti 


Example 69. — Using the data of Example 58, find the weight of cooling water 
required if a jet condenser were used. 

Solution. — Using equation (107), second form, and making proper substitution.^, 
xL-^h- (tc - 32) _ 0.90 X 1038.8 -f 64.93 - (91.3 - 32) 

^ - tc-tx 91.3 - 76.5 

= ^ 77 ^ = 63.5 lb. water per pound of steam. 

14.0 

Total weight of cooling water per hour = 63.5 X 317,0(X) = 20,129,500 lb. 
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526. Condenser Auxiliaries and Accessories. — The principal auxiliaries 
used with condensers are water-circulating pumps, dry- and wet-air or 
vacuum pmnps, relief valves, expansion joints, gate valves, and water- 
cooling apparatus. 

626. Circulating Pumps. — The types of circulating pumps used with 
condensers are direct-acting and centrifugal. The latter are now being 
used almost entirely because of their simplicity. 

627. Air Pumps. — The function of the air pump is to maintain the 
vacuum formed by the condenser. Non-condensable gases enter with the 



Fig, 445. — Edwards Air Pump. 


steam and leak in through the various parts; in the case of a jet condenser 
they also enter in solution with the cooling water. An air pump should 
be capable of removing a large volume of air under all conditions of opera- 
tion, for highest condenser efficiency. Four different types of air pumps 
are commonly used, namely, reciprocating, rotary displacement, centrifugal 
entrainment, and steam-ejector vacuum pumps. 
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528. Wheeler-Edwards Air Pump. — This pump, which is shown in 
section in Fig. 445, is a wet-air pump consisting of a plunger driven by a 
steam piston located directly above the pump. The pump has no inl(4 
valves, as the inlet is through ports uncovered by the piston when on its 
down stroke. Water of condensation flows continuously, by gravity, from 
the condenser into the base of the pump. Upon descent of the conical 
plunger, this water is projected at a high velocity through the ports into the 
working barrel. As soon as the ports are uncovered by the piston, air is also 
drawn into the barrel, along with the water, because of the vacuum formed 
by the descending bucket. The plunger, upon rising, discharges the mixture 
through the valves at the top of the barrel, the air passing out hrst. 

The valves are made of rubber, the barrel of brass, the valve plate of 
composition, and the pump rods of Tobin bronze. 

This pump is capable of producing a 28-inch vacuum when used in con- 
nection with a dry-tube surface condenser. It is especially adaptable to 
marine work. 

629. Mullan Displacement Vacuum Pump. — The Mullan pump is 
double-acting, operating upon the wet- vacuum principle and without suc- 
tion valves. The piston, at the end of its suction stroke, uncovers a series 
of ports distributed around the middle of the cylinder, through which the 
vapors arc drawn into the cylinder. The discharge valves arc of the 
Gutermuth type, Fig. 44G, consisting of a strip of phosphor bronze coiled 
at one end and attached to the valve stem. They are mounted on a plate, 
or deck, attached to each end of the pump barrel. The condensate enters 
the cylinder at the top or side, and is forced through the discharge valve, 
together with the air, on the discharge 
stroke of the piston. 

The water cylinder, Fig. 447, is lined 
with hard brass. The piston is of 
iron, brass covered, cast very light and 
with ample surface to ensure mini- 
mum pressure on the liner. The 
actual bearing surface of the piston on 
the liner consists of a number of end- 
grain lignum vitae plugs, which are 
turned off slightly larger in diameter 
than the piston cover. This combina- 
tion of lignum vitae and brass, with water lubrication, is virtually wear 
proof and has an important bearing on the durability of the Mullan pump. 
A series of water grooves turned in the piston surface make it vacuum 
tight without the use of piston rings. The piston rod of Tobin bronze is 
secured in the piston by a taper end, lock nut, and pin. It works through 
a long double stuffing box containing a water seal in addition to the pack- 
ing, eliminating all possibility of air leakage at that point. 



Fig. 446. — Gutermuth Flexible 
Metallic Valve. 
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The steam end is of the most modem design. The valve gear comprises 
an eccontric, working a D ” slido valvo for the smaller pumps, or a 
balanced piston valve with self-adjusting snap rings for the larger pumps. 



A throttling governor with a safety stop ensures against overspeeding from 
any cause. 

This pump is suitable to maintain a vacuum within a small fraction of 
an inch of the tlicoretically perfect vaxtuum. 

630. Rotative Dry-vacuum Pump. — This type of vacuum pump re- 
sembles an air compressor in mechanical construction and operation. It 
is capable of producing a high vacuum, operates with high efficiency, and 
is used where a high degree of vacuum is essential as with condensers at- 
tached to turbines. 

The Wheeler steam-driven pump shown in Fig. 448 has the air and steam 
cylinders arranged in tandem with the steam cylinder nearer the crank. The 



steam cylinder has a piston valve operated by an eccentric connected to the 
main shaft. The air cylinder is completely water-jacketed and the semi- 
rotative inlet valve is mechanically driven from the crank shaft, by means 
of an eccentric operating a crank attached to the valve rod; while the dis- 
charge valves are of the poppet spring-loaded type. 



Compressiot 
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For the position of the air piston and valve shown, the piston is moving to 
the left compressing the gases and discharging them, at a pressure slightly 
above that of the atmosphere, through the poppet discharge valves. The 

movement of the piston 
Atmos. Line tO tho left lowCl’S tllC 

pressure on the right of 
the [)iston and the gases 
from tho condenser flow 
in to fill tlic space fie- 
hind the piston. When 

f « ^he piston reaches the 

- Diagram from Dry-vacuum Pump. , ^ , 

end of the stroke, the 

rotative valve is moved to close the suction port and open an auxiliary pas- 
sage connecting each end of the cylinder. This erjualizes the pressure 
and, by eliminating the effect of the chnirance space, prevents the loss in 
efficiency which would result from the re-expansion of the gas(‘s in th(^ 
clearance space. Th(^ cycle of events for a typical rotative dry-vacuum 
pump is shown in Fig. 440. 

Valves of the multi-disk type are used on many rotative dry-vacuum 
pumps and are claimed to operate at high efficiency. 

631. Centrifugal Entrainment Pump. — One typi' of this pump, used on 
the Westiiighousc-Leblanc low-levcl jet condenser is shown in Fig. 450, in 


Suction 


Fk;. 449. - 



steam Cme orffasetj 


m -iO "- 

f 


j ^ 

Opening used 

J uihen^ starting fj /i I// /{ 



Water UtJMl 

Fig. 450. — Leblanc Centrifugal Entrainment Vacuum Pump. 


which the rotors of the air and condensate pumps are mounted on the same 
shaft. The air pump consist s of a stat ionaiy nozzle, rotating vanes located 
in a casing, and an inlet and discharge pip(\ The operation is as follows; 
water for operating the pump enters the inner chamber, surrounds the shaft, 
and flows out through the nozzle. The rotating vanes on the impeller rot ate 
clockwise and cut off layers of water, which are projected continuously into 
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the cone, at high velocity. Air is caught, or entrained, between successive 
layers of water and is forced at approximately atmospheric pressure into the 
discharge cone. The high velocity of the water pistons is converted into 
pressure by means of the diffusing cone, which permits discharging against 

pressure. A steam ejector is used 
to put the condenser into service 
quickly. 

632. Ejector Vacuum Pump. — 

This is the most recent type of high 
vacuum pump. It represents the 
highest development in vacuum pro- 
ducing apparatus and is being used 
by nearly all manufacturers of high- 
grade equipment. 

The lladojet pump shown in Fig. 
451 is a typical pump. It operates 
on the dry-air principle, and is a sub- 
stitute for air pumps of the recipro- 
cating, rotative, or hydraulic en- 
trainment type. It has no moving 
parts; its weight and its space re- 
quirements are small; its efficiency 
is high and do(‘s not changes after 
long periods of operation; it docs 
not require lubrication or attention 
during operation; and it is simple 
and rugged in construction. 

The Radojet consists of two steam 
ejectors working in series^ the upper 
ejector being called the first stage, and the lower, the second stage. 

Live steam is delivered to the steam inlet and, in passing through the 
strainer, divides, a part going to the first stage and the remainder to the 
second stage of the pump. 

The part going to the first stage rises through the small pipe at the left 
to the auxiliary steam valve and fimt-stage strainer. It then passes through 
the first-stage expansion nozzles across the upper suction chamber of the 
first-stage ejector, which is connected with the condenser through the 
suction opening. The steam expands in the nozzles, leaving with a high 
velocity, and in passing across the suction chamber entrains the air and 
vapors to be compressed and removed. 

The mixture of air and steam passes into the upper diffuser, from which 
it is discharged, at a higher absolute pressure than that of the air entering at 
S, into a double passage communicating with the suction chambers of the 


Struiner 


.Nozziea 



2nd Stage 


Fig. 4.51. — Cross-.sc(4 ional View of 
Radojet Varuuin Pump. 
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second stage. These two suction chambers are annular, giving the com- 
mingled fluid a large entrainment surface. 

At the same time, steam is delivered from the strainer into the passage, 
leading to the second stage, which communicates with the annular expan- 
sion nozzle formed between two circular disks. One disk is adjustable to 
vary the cross section of the second-stage nozzle passage, thereby changing 
the expansion ratio of the steam. 

The steam delivered radially by the annular nozzle expands, leaving the 
nozzle as a jet of high velocity in the form of a sheet. This steam, in pass- 
ing across the second-stage suction chambers, takes the water and air mix- 
ture coming from the first stage and carries it into the second-stage annular 
diffuser, thereby compressing the mixture to atmospheric pressure and 
discharging it into the casing, which has a discharge opening at D. 

The steam nozzles and diffusers are designed to give the highest overall 
efficiency. The steam nozzles of the first stage are bronze, and those of the 
second stage bronze and special steel. The diffusers are bronze, and in 
the smaller sizes form part of the casing, while in the larger sizes they are 
secured to a cast-iron casing, by bolts and a ground joint. 

The steam consumption of this pmnp is low, and the thennal efficiency 
close to 95 per cent. 

A typical installation of an ejector pump is shown in Fig. 442, page 530. 

633. Exhaust Connections. — The exhaust connections to a condenser 
should contain (1) an atrriospheric exhaust relief valve, to give free exhaust 
to the atmosphere should the vacuum fail; (2) an expansion joint, to make 


a flexible link between the prime 
mover and condenser; and (3) a gate 
valve to isolate the prime mover 
when nece.ssary. 

Atmospheric Relief Valve. — A 

typical valve of this type is shown 
in Fig. 452. The relief valve is 
placed in a branch taken from the 
main exhaust line, leading to the 
atmosphere. As long Jis the vacuum 
is maintained in the condenser, the 
relief valve remains tightly closed 
and is water-sealed to prevent leak- 



Fig. 462. — Atmospheric Relief Valve. 


age. As soon as the vacuum is 

lost, the valve promptly opens and the engine exhausts to the atmosphere 
until the vacuum is restored, when the valve closes, automatically. A 
dash pot is provided to permit the valve to close quietly, and a lip is 
placed around the valve seat for water-sealing. 

Expansion Joint. — This joint is generally made of corrugated copper of 
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suitable thickness, with the ends flanged over and fitted into cast-iron 
flanged rings, accurately faced and drilled. 

Owing to the form of the corrugations, it can be made very short, thereby 
minimizing headroom. The expansion joint is often omitted on large con- 
densers and the expansion allowed for by supporting the condenser on heavy 
springs. 

Turbine Exhaust Valve. — A gate valve is sometimes required betweem 
the turbine and condenser. By combining the functions of such a gate 
valve, and atmospheric outlet, it is possible to provide an opening for 
the atmospheric relief valve, and at the same time minimize the headroom 
required; this device may also obviate the necessity of excavating several 
feet in a basement, in order to place the condenser under the turbine. Such 
a valve, made by the C. H. Wheeler Mfg. Cb., has a single gate with the 
face and scat made of babbitt metal, accurately machined. When open, 
the gate is supported on rollers running on guides which lift it off its seat, 
thereby making the gate practically frictionless, except at the point of 
seating, where the guides slope downward to permit it to reach its seat. 
Wedge pieces arc further provided, to maintain a positive seat. 

The atmospheric relief outlet comniunicates with the inlet side of the 
gate, and, when the gate is closed, carries the cxhaiust steam to the atmos- 
pheric relief valve previously described. 

634. Cooling Ponds and Towers. — Where a power plant or manufactur- 
ing plant is not located adjacent to, or within a reasonable distance of, a 
river, lake, or other source of natural water supply, the cold water required 
for condensers and for many other industrial puri)oses must be obtained by 
means of a water re-cooling system. It also frequently occurs that such 
natural water as is available is not suitable for the required purpose, because 
of the presence of free acid or sewage contamination, resulting in the rapid 
deterioration of the metal parts of the condensers or other apparatus 
through which the water flows. Also, the available water may contain 
considerable quantities of foreign matter whi(!h render it unsuitable for 
condensing or cooling purposes. In either one of these cases, some water 
re-cooling system must be employed. All such syste7ns depend upon the 
exposure of the warmed water to the evaporation and consequent cooling effect 
of the atmosphere. 

The process of re-cooling water is generally accomplished by either cool- 
ing ponds or cooling towers. 

Of the two methods, the cooling pond is much the cheaper, provided an 
adjacent and suitable ground or roof area of sufficient extent, is available. 
The cooling results obtained from a cooling pond, however, are not equal 
to those obtained from a tower, either of the forced or natural draft type. 

The simplest method of cooling water is to discharge it through a single 
pipe line to a pond of sufficient area, so that the water will be cooled to the 
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temperature desired, by contact with the atmosphere on the surface of the 
water. Such a pond, however, must be of large dimensions, and, to r(‘duce 
the area required, it is necessary to add some device by whi(!h addil ional 
contact of the water with the atmosphere is obtained. This device con- 
sists of a spraying system, of which there are a number of ty[)es in use at 
the present time. 

The most desirable features of any spraying system, as given by 
C. H. Wheeler Mfg. Co., are as follows: (1) low initial cost, (2) low o[)erat- 
ing cost, (3) extensive cooling range, (4) low mainlenance charges, (5) first- 
class materials and mechanical constriKdion, ((3) adjustability of the 
mechanism to produce either a fine oj* a coarse spray, as recjuin^d by the 
weather conditions, (7) the use of a small pond area and of as small an 
amount of piping in the pond as possible, (8) the elimination of driftage, 
and (9) means by which the spraying uKHdianism may lie quickly cleaniid 
without interfering with the opi'ration of I he cooling system. 

636. Spray Cooling System. — A cooling pond using sprays is shown 
in operation and, when not in operation, in Fig. 453. The latter shows the 
distributing pi[)e system and the arrangement of th(' siiraying apparatus 



Fio. 453. — Spray Cooling Pond — In Operation and Idle. 


over the pond. This type of cooling pond may bo constructed of concrete, 
or it may be of natural soil having sod banks. Such ponds need not bo 
deep, except wluni depth is required for storage purposes, a depth of 3 feet 
or even less being ordinarily suflicient. 

The spray is produced by some type of nozzle, which aims to break the 
water up into a spray suitable for the weather conditions under which it is 
working. In all types, the shape of the nozzle is such that it gives to the 
water a whirling motion, thus producing mon^ efteedive atomizing of the 
water. 

Spray nozzles are constructed with (a) rigid heads, and (b) adjustable 
heads. A few typical nozzles of each class are shown in Fig. 454. The 
construction of each tyj^c is evident from the illustrations. 
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An adjustable spray head, which has given satisfactory service, was 
designed by Professor Carl C. Thomas and described in Trans. Am. Soc. 
M. E., 1917, page 625. This head consists of a cast-iron supporting base 
containing the water-entry opening and carrying a bronze tube wound 
spirally. This tube is held between the base and a cap, which fits the top, 
by a central bronze stem passing down through a close-fitting bushing in 
the base. This stem is movable and is operated by a b(dl crank, having an 
extended vertical arm which gives accurate control of the position of the 



Fkj. 454. — Rigid Head and Adjustable Head Spray Nozzles. 


stem. By moving the stem vslightly, the opening of the spiral, through 
which the water is discharged, is varied. The result of the motion, which 
is made by a system of levers located at some convenient point on the bank 
of the pond, is that the fineness of the film of water is varied. Water is 
discharged from the head in a continuous stream, during the time of opera- 
tion, with an upward inclination. The water film spreads, and becomes 
thinner on account of its increasing diameter. Finally, a point is reached 
where the mrjace tendon of the water is overcome, and the sheet of water 
breaks into a fine spray, a mist, or an infinite number of small drops, de- 
pending upon the adjustment of the size of the spiral opening. 

The nozzles and spray heads arc attached to a system of piping, into 
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which the cooling water is pumped at a pressure varying irom 3 to 8 pounds, 
depending upon the type oi nozzle and the fineness of the spray desired. 


The cooling effect produced varies with the weather conditions. In 
general; it varies from 20 to 40 deg. fahr. The final temperature is often 



Fia. 455. — Barnard-Wlit^eler Water Cooling Tower. 


within 3 or 4 degrees of the tcrnperafure of the air, and sometimes, under 
suitable condit ions, may lie below the temperature of the air. 

636. Water-cooling Towers. — In the case of cooling towers, the water 
is generally delivered to the top of the tower, and is then permitted to fall 
to a tank below the tower. The falling water is broken into a spray, by 
some means that does not require pressure. 

Water cooling towers may be classified as follows: 

1. Forced draft. 

2. Natural draft — open or atmospheric type. 

3. Natural draft — closed or flue type. 

4. Combined forced and natural draft. 


W7. Fotced-M Cooling Tower. - The Barnard-Wieeler water-cool- 

consists of a steel tower the sides of which are 
entirely enclosed, except for two openings at the bottom. Within the 
tower arc a series of removable galvanized steel mats, aiTanged in rows and 
iiung side by side from cross rods located at the top of the tower. Near 
the top, a steel plate open-trough is located. From this main trough lateral 
branches are taken, as shown; and just al)ovo the lateral troughs, inclined 
wire screens are placed to catch any spray escaping. In the openings near 
the bottom of the tower, two fans are located. 

Water from the condenser is pumped to the main distributing trough, 
from which it runs througli the lateial troughs and is delivered in fine 
streams to the top of the wire mats. The water then slowly descends over 
the mats in a thin sheet. 

Air for cooling the water is forced, by the low-pressure fans, up through 
the cooling tower. Opposite' the discharge of each fan, deflecting plates are 
arranged, to dirc'ct the current of air. 

638. Natural-Draft Open, or Atmospheric, Cooling Tower. This type 
of tower consists of a strong wooden frame supporting the' remaining parts 
of the tower. The walls of the tower are constructed of louvres, or slats, 
with openings between them. At the top of tln^ tower ai’e one or more 
troughs, extendifig the entire length of tlu^ tower, and (joimected to a dis- 
tributing system of small V-shaped troughs, in which ai‘e cut small, tri- 
angular weirs over whi(h t he water flows. Th(^ frame and louvres are made 
of long-leaf yellow pine, treated to lengthen its life. Strips of cypress wood 
with alternate rows staggered, are used to bi’eak up the water instead of 
steel-wire mats used in the forced draft tower. These strips rest; upon 
racks, each separately supported by the uprights of t he main frame. Since 
the rows of strips are staggered, the watc'r (!an drop only a few inches with- 
out being broken up, and cooling is thus aided. 

The operation of this tower is much the same as that of th(' forcied-clraft 
tower, with the exception that the air for cooling is supplied by natural 
draft through the open base, and the louvres at the sides. Th(‘ louvres 
arc so constructed that t he spray is prevented from escaping when the winds 
are heavy and when the' tower is located near buildings. 

639. Natural-draft, Closed or Chimney Cooling Tower. — A partial 
outside and sectional view of the Whceler-Blacke closed cooling tower is 
shown in Fig. 456. Its construction is similar to th(‘ natural-draft open 
tower, with the exce{)(ion that its sides are closed, and an addition, of 
considerable height, is erected above the portion of the tower containing 
the cooling surfaces and the water distribution system. Air enters at the 
opening at the bottom, and rises through the tower, because of the difference 
in temperature existing between th(i top of the flue and the bottom of the 
tower. 
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6«. Comparisons of Cooling Towers. - The fovced-clrafl reouiros 
sinall spiwe and IS adapi ed for us,- wlu-r,. ( l ) the spare availal.lo for a tower 
18 limited; (2) the atniospluMir (sinditions are iinfavorahle; and (3) natural 
draft is not obtainable on areonnt, of the loi-alion of the tower. 'I'he e.ost 
of this type of tower is in exeess of tiie o,,en, natural-draft, type. 

the open, natural-draft lower re<)uire,s greater spare tlian tlie forced- 
draft tower. In general, it is 
adapted to about 75 per cent of 
all installations. 

The closed, natural-draft tower 
is larger and more expensive 
than the open-type tower. The 
combined foi’cod and natural 
draft tower is generally too ex- 
pensive to have an extended ap- 
plication. 

541. Location of Cooling 
Tower. — (Jooling towers are 
located at the ground level, on 
a roof, or on souk; other elevated 
structure, wlau’ever th(^ space is 
available. The grouiid-l(*vel in- 
stallation has the following ad- 
vantages: (1) simplicity of found- 
ation and reservoir construction; 

(2) shorter pipe lines, resulting 
in lower first and op(n*ating 
costs; and (3) localization of 
possible spray during high winds. 

With cooling towers of the 
natural-draft type, an elevated 
location is often pjvferrod, for 
the sake of (1) unimpeded circu- 
lation of air currents, and (2) t he 
utilization of otherwise unoccu- 
pied space. With a surface con- 
denser, an elevated tower is not desirable, because of increased pumping 
costs. 

542. Principle upon which Cooling Towers Operate. — The water to 
be cooled gives up its heat to the rising column of air, by evaporation, con- 
vection, and radiation. Evaporation absorbs fi’om 75 to 85 p(‘r cent of the 
heat; convection, or direct ti'ansfer to Ihe air, comes next ; while radiation, 
partly in the tower and partly through Ihe i)iping, makes up the balance. 



Fk;. 


450. — Natural Draft Cooling Tower, 
showing Zigzag C-ooling Surface. 
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The cooling from radiation is relatively small. The amount of vapor ab- 
sorbed by the air, because of evaporation, depends upon the moisture already 
in the air and the temperature of tlie air. The amount of cooling resulting 
from convection depends upon the temperature difference between the 
cooling air and the water to be cooled. 

The latent heat absorbed by the cooling water, while condensing one 
pound of steam in the condenser, equals the quantity of heat that must be 
extracted in the cooling tower. The quantity of water evaporated will 
therefore equal the quantity condensed, less the percentage of heat removed 
by convection and direct radiation; that is, the coolimj tower haa to evaporate 
a qmntity of water eqmling from 75 to 85 per cent of the weight of steam passing 
throTigh the turbine or engine. This loss must be I’oplaced by a fresh supply. 
Expressed as percentage of the total (piantity of cooling water supplied, 
it equals nearly 4 per cent. The water to be cooled may be lowered in 
temperature 40 to 50 deg. fahr. 

Capacity. — The capacity of nozzles and cooling towers is stated in 
gallons of water cooled per minute. 

REFERENCES 

Spray Cooling for Industrial Purposes, Varnall Waring Co. 

Cooling Water with Sprays, E. B. Badger and Sons Co. 

The Spraco System, Spray Engineering Co. 

Condensers and Auxiliaries, C. H. Wheeler Mfg. Co. 

Steam Power Plant Engineering, Gebhaudt. 

Mechanical Equipment of Buildings, Vol. il, Harding and Willard. 

REVIEW QUESTIONS AND PROBLEMS 

1 . Name the principal reason for operating engines with a condenser. 

2 . Classify condensers, and explain the essential differences in the fundamental 
types. 

3 . Describe the operation of (a) a jet condenser, (6) a surface condenser. 

4 . What type of condenser should be used to produce a high vacuum? Describe 
a typical condenser of this type. 

7 . De.scrilie the Mullan displacement vacuum pump. Why is such a pump used? 

8 . Describe the operation of the ejector vacuum pump. 

9. Why is it neces.sary to cool water u.sed for power plant or industrial work? Name 
two methods used. 

10 . Describe the operation of the Barnard-Wheeler forced-draft cooling tower. 



CHAPTER XXVI 

TYPICAL MODERN POWER PLANTS 

543. Foreword. — The advances made in the c(3nstruction of power 
plant apparatus are so rapid that what is modern today will probably 
not be considered so a few years hence; general tendencies, however, may 
be discussed. The arrangement and type of equipment used in power 
plants depend to a large extent upon the judgment and experience of the 
engineers who make the plans. The tendency in i-ecent large power stations 



Fici. 457. — 60,000-kvv. Cross-compound Reaction Turbine at Colfax Power Stjition. 

is toward a small number of large units, with the equipment arranged on 
the unit system, each turl)ine having its individual boilers, condensers and 

piping. . . . I 

In central station practice, the main units are either reaction or impulse 
turbines, which may have from one to three cylinders. Horizontal reaction 
turbines of ()0,00() kilowatts capacity, having three cylinders arranged on 
the cross-compound jirinciiile, are b(‘ing suc(;essfully used in recent plants. 
With this arrangement, tlie load is eijually divided between the cylinders. 

649 
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An installation of this kind, at the ( -olfax Plant of the Dequesne Light Co., 
is shown in Fig. 457. Reaction turbines of smaller capacity often have the 
cylinders arranged in (andein. Single cylinder units of the Curtis type, 
Fig, 458, having a capacity of 45,000 kilowatts, are being used in several 
large plants with apparent success. 

The boilers supplying steam to these large-capacity turbines have been 
correspondingly increased in capacity, and are either of the water-tube 



cross-drum or Stirling type, having as high as 26,000 square feet of heating 
surface in a single boiler. This amount of surface is obtained by using a 
large number of long tubes. The drums of these boilers are set high, to 
give large furnace volume and thus permit running at high ratings; for 
example, the distance from tlie floor to the nozzles, of the boilers installed 
in the Highland Park Plant of the Ford Motor C'ar Co., is 35 feet 8 inches. 
The boilers used in the new Delaware Power Station of the Philadelphia 
Electric Company are of the Stirling type, with 15,080 square feet of heat- 
ing surface, exclusive of the internal economizer, and those in the Hartford 
Electric Co. arc Biglow Hornsby type water-tube boilers, having a heating 
surface of 13,920 square feet. In large cities, where land has a high value, 
the boilers are arranged on two or more floors, one above the other, with 
the coal bunkers above the upper boiler-room floor. 

The auxiliaries serving these large-capacity main units have also been 
increased in capacity and arc driven either by motors or by a combination 
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of motors and turbines. When they are motor-driven at constant speed, 
alternating-current motors arc used, with a voltage of 2300 for motors 
above 75 horsepower and 440 for smaller motors. With auxiliaries requir- 
ing variable speed, direct-current motors are used, at a voltage of 250. 
The current for the motors may be taken from the main turbine, or may be 
supplied, as in recent installations, by a separate turbine known as the 
house turbine. 

Surface condensers having 56,000 square feet or more, of condensing sur- 
face in a single shell are now in operation. In some cases the condensing 
surface used to serve a large main unit is made in several shells of about 
20,000 square feet each. Where the condensing water is taken from rivers 
in which the water level fluctuates widely, the condensing eciuiprnent is 
located in waterproof concrete wells, to obviate the pumping of large 
quantities of condensing water through high heads. In some cases these 
wells are 75 feet deep and 50 feet in diameter. The pipe connecting the con- 
denser and turbine, in this case, is large and long, and a special type of 
expansion joint is used at the turbine end of the exhaust pipe. Jet con- 
densers capable of handling 13,000,000 gallons of water per hour are giving 
satisfaction. 

I*n the larger plants, turbine- or motor-driven centrifugal pmnps are used 
instead of direct-acting steam pumps, in sizes ranging from twenty up to 
several hundred horsepower per unit. These pumps are used for boiler 
feeding, circulating condensing water, and in some cases for fire service. 

The stokers which serve the large boilers arc, in the majority of installa- 
tions, of the multi-retort underfeed type. 

The increased overloads carried on boilers at the present time have made 
it necessary to provide a dependable means of eliminating the impurities 
in boiler feedwater. In several of the large plants, evaporators of either 
the high-pressure or the vacuum type are being used for this purpose, and 
are apparently giving satisfactory results. In the majority of the central 
station plants, the intermittent soda and lime process of treating feedwater 
is used. 

In plants using economizers with steel tubes, pitting at low water tem- 
peratures is prevented by removing the air from the condensate. This is 
accomplished by an air extractor, or de-aerator, which boils the feedwater by 
maintaining a vacuum in a tank through which the feedwater passes. 

In some plants the air for combustion is preheated by utilizing the heat 
in the furnace gases. 

To illustrate the tendencies in various types of steam power plants, 
the following will be briefly described : 

1 . Central Station, Calumet Station of Commonwealth Edison Company. 

2. Isolated Plant, Dodge Bros., Motor Car Company. 

3. Steam Plant using Powdered Coal. 



552 


TYPICAL MODERN POWER PLANTS 


4. Steam Plant with Oil-fired Boilers. 

5. Marine Steam Power Plant. 

644. Central Station, Calumet Power Station. — The Calumet power 
station of the Commonwealth Edison Co., Chicago, will eventually be one 
of the largest stations in the United States. Its ultimate capacity will be 
at least 240,000 kilowatts, of which amount 60,000 kilowatts is now installed 
with 60,000 kilowatts under construction. The steam pressure, at the 
boiler, is 330 pounds per square inch gage and> at the turbine, 300 pounds 
with a superheat of 200 deg. fahr. thus giving a final temperature of 622 
deg. fahr. 

The arrangement of the equipment is shown in Fig. 459, by a sectional 
elcvational, and in Fig. 460, by a plan view of the station. The boilers are 
located on the second floor, and arc arranged so that three boilers supply 
steam to one turbine unit. Each boiler is a cross-drum B. and W. boiler 
with a steam-making surface of 15,089 square feet, having an integral 
superheater of 4,052 square feet superheating surface. The baffles are 
horizontal, with the lower row of tubes placed below the lower baffles. 
The front tube header is 15 feet 4 inches above the floor, thus giving a large 
furnace volume per square feet of heating surface. Just above the boiler, 
a steel-tube economizer, having a heating surface of 9,669 square feet, is 
arranged in three sections, with the tubes running at right angles to the 
boiler tubes. 

The boilers arc served by forced-draft chain-grate stokers set under the 
low end; two stokers, having a total of 364 square feet of grate surface, are 
used under each of six boilers, and a single large stoker, 24 feet wide by 18 
feet 6 inches long, under one boiler. The stokers are driven by direct-cur- 
rent motors, so that the rate of feed may be changed, and have a flat sus- 
pended arch with the new radial end. The bridge wall is eliminated, and 
the stokers extend back to the rear wall, which is protected by water backs. 
The side and center walls are protected at the clinker line by ventilated tile. 
The air for combustion is drawn, from the boiler room or train shed, by 
induction motor-driven multi-vane fans located on the boiler room floor 
back of their resixjctive boilers. This air is supplied to the stokers through 
ducts arranged in six zones; with an 8-inch fire, the pressure in the first 
zone is 0.8 inches water, and in the sixth zone 0.2 inches water. The gases 
are removed from the furnace by induced draft fans located at either side of 
the boiler house and on a level with the economizer. These fans discharge 
upward into a smoke flue, on top of the roof, leading to a centrally located 
self-supporting steel stack, 200 feet high and 16 feet inside diameter. 

Coal is delivered in cars, which enter 32 feet below the central firing aisle, 
and which are unloaded, by a traveling crane, either into a large storage pit 
or into a traveling hopper with feeder located on the side of the train shed. 
From this hopper the coal is fed to a belt conveyor of 400 tons per hour 






receiving hoppers. It is then discharged directly to belt conveyors running 
oVer reinforced concrete bunkers of 250 tons capacity per boiler. From the 
bunkers, coal is delivered to the stokers through sheet-steel spouts. The 
ashes drop from the chain grates into ash hoppers, which discharge directly 
into railway cars. 

The high-pressure steam piping is made of steel, double-extra heavy with 
steel fittings and welded joints. Two 7-inch leads rise from each boiler and 
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arc united by a special Y-fitting to form a single line leading to the Ig. 
inch main header for each turbine unit. 

Pitting of the steel ei^ojioniizer tubes is prevented by maintaining the 
feedwater temperature at the economizer at 175 deg. fahr., by means of a 
closed feedwater heater located between the condenser hot well and the 
open feedwater heater. To deliver the water to the open heater at the proper 


Exhaust steam 


- from fUterecf 

pnetensaf e / iva ter system 



'Discharge Main 

funnel 

Fig. 461. Piping for Unit No. 2. Calumet Steam Power Station. 


tBmperdture, sufficient stecvni is hied from the rnaiii iuvhine at about atmos- 
pheric pressure to maitUain thin temperature. The steam condensed in the 
closed heaters is returned to the hot well and is pumped by the condensate 
pump, through the clo.scd heaters, into the open heaters. It then passes 
to the turbine-driven feed pumps and is forced through the economizer 
into the boiler, against a head of from 380 to 400 pounds per square inch 
gage. The primary water supply is the condenser hot well; and the make- 
up water, which amounts to alxnit 5 per cent, is supplied by a 4000 gallon 
per hour Pennutit water-softening system. 

The main units are two in number, each having a capacity of 30,000 
kilowatts. Unit No. 1 is a tandem-compound machine with a speed of 
1200 r.p.m., and unit No. 2 is a single-cylinder machine operating at IgiDO 
r.p.m. The condensers for these machines are of the surface type, with 
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a condensing surface of 52,000 square feet each. They are capable of 
maintaining a vacuum of 28.5 inches to 29 inches mercury, with cooling 
water ranging from 45 deg. to 70 deg. fahr. and can condense 33,000 pounds 
of steam per hour. The circulating and condensate pumps an' installed in 
duplicate, one being driven by a steam turbine, the other by an induction 
motor. The air pumps for unit No. 1 are of the Leblanc type, and those 
for unit No. 2 are hydraulic-type air pumps. The arrangement of the 
piping and auxiliaries is shown in Fig. 461 for unit No. 2. 

The condenser circulating water is taken from the Calumet River 
through two open flumes having revolving and stationary screens at 
the cribhouse, and is discharged to the river through another open flume. 

The air for cooling the generator is kept cool and clean by being passed 
through an air washer. The lubricating oil is not filtci (*d, but when dirty 
is collected in a 2000-gallon tank, and once a week is passed through a 
De Laval centrifugal separator to remove the moisture and dirt. 

The size and type of eejuipment in this plant are tabulated in Table 36. 

546. Isolated Steam Power Plant, Dodge Bros. Motor Car Co. ~ The 
modern isolated plant differs from the central station plant mainly in the 
size of the units installed. The plant of the Dodge Bros., Fig. 462, well 
illustrates this. It was designed for reliable and continuous service and is 
arranged on the unit system; that is, a turbo-g(‘norator with its boiler and 
auxiliaries comprise a plant unit capable in itself of being operated in- 
dependently of any other unit. The ultimate capacity of the plant is 
50,000 kilovolt-amperes with an avei’age load factor; that is^ the ratio of 
the average load to the maximum load during a certain period of tme, of 55 
per cent. The operating steam pressure is 225 pounds per square inch 
gage, with a superheat of 100 deg. fahr. 

The boilers are located on a floor 35 feet above grade and are of the 
Stirling type, having a heating surface of 12,870 scpiarc feet. Each boiler 
is capable of evaporating 89,000 pounds of steam per hour at 200 per cent 
of rating. Two boilers form a unit which is served by an underfeed stoker 
with an individual motor drive, a forced-draft fan and a boiler feed pump 
per unit. Between the first and second banks of tubes, sufficient heating 
surface has been provided to give a superheat of 100 degrees, and space has 
been provided for economizers and induced-draft fans, should it be decided 
to install them later. 

An underfeed Riley stoker, having twelve extra long retoids, is used for 
each boiler, and is driven by a 15-hoi*sepower compound-wound direct- 
current motor through a silent chain. The air for combustion is sup- 
plied to each boiler by a multi-vane forced draft fan capable of delivering 
54,200 cubic feet of air per minute at a static pressure of 7? inches and 
located on a floor 13 feet below the boiler room floor. The products of 
combustion pass through overhead smoke flues with easy bends to op- 
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Miaoellaneoua Equipment: Permutit water softening system; “s-c” feedwater regulators; Republic and Bailey steam flow meters; Ellison draft gagee; Taylor 
recording thermometers; 7-Diamond soot blowers; 3-water filters; 2-Carrier air conditioners. 
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posite sides of a self-supporting steel stack, which is supported on the 
central columns of the building structure. The stack is 235 fc(‘t high 
above the boiler room floor and has an inside diameter of 13 feet. The 
flue opening at the stack has an area of 95 square feet. 

Each boiler is served by a fourteen-element soot-blower, and the blow- 
off valves are located conveniently in the offset back of the bridge wall. 

The ashes are discharged by the stoker into lai-ge ash hoppers, which 
have outlets passing through the fan room floor, so that the ashes may bo 
discharged directly into railway cars. The coal comes in on two tracks 
and is dumped into an unloading hopper, from which it is transfer]*(‘d by 
apron feeders to four-roll crushers delivering to 30-inch belt conv(‘yors 
rising on an incline to two pivoted bucket conveyors. The lattca’ elevate 
the coal and discharge it to either of two 175-foot, 24-inch belt conveyors 
running over the bunkers. Coal from the bunkers is dehvered to two 
stationary scales, which discharge into structural steel spouts for delivery 
to the stoker hopper. All of the conveyors are driven by induction motors. 

The feedwater is collected in three large tanks local (‘d at the grade 
hivel, and falls by gravity to either a motor-di’iven hot-well pump or a 
turbine-driven pump, and is pumped to the two feedwater heaters, each 
having a capacity of 300,000 pounds per hour. The heaters are located 
on a balcony above the boiler room floor. The feedwater pum[)s, of which 
there are four — three electrically driven by a 175-horsepower dire(;t- 
current motor, and one turbine-driven — are located on the boiler room 
floor and take their suction from either of two 8-inch headers leading to 
the feedwater heaters. The electrically driven pumps have two four- 
stages compartrneiils arrange^d in series and capable of pumping against a 
head of 720 feet at 1200 r.p.m. Th(‘ discharge from each pump bi’anchcs 
into two 6-inch lines which cross the boiler room and conne^ct into two head- 
ers, from each of which there is a connection to each l)oilcr. A A'enturi 
meter is located in each line, and between the two lines there are two 
cross-connections, one containing a hicdwater regulatoi' and the other 
an open line, so that the water may be h^d automatically or by hand. 
The make-up water will eventually he supplied by an evaporator. 

The main steam piping is made of steel with bends to allow for ex- 
pansion. It is located in the fan room with leads rising to the turbines, 
which, at present, an^ two react ion-ty|)e 4000-kilowatt units, generating 
current at 3-phasc 60 cycles and operating at 200 pounds per scpiare inch 
pressure, 100 deg. fahr. superheat and a 28 inch vacuum. The turbines 
are supported by a heavy structural steel framework, from which the 
surface condenser is supported by lugs. The condenser auxiliaries are 
driven by direct-current motors. The circulating pump is an 18-in. 
centrifugal pump; the condensate pump a 4-inch; and the air pump an 
evactor type pump with a two-stage steam jet, intercooler and surface- 



TABLE 37. — EQUIPMENT OF DODGE BROTHERS POWER PLANT 
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type condenser. The condensate from the main condenser is forced 
through this after-condenser before passing to the hot-well tanks. 

A cooling tower of the combined natural and forced draft type is used to 
cool the condensing water, and is capable of cooling 25,000 gallons per 
minute. It is the largest of its type and is located on top of a loading plat- 
form, 33 feet above grade level. (See Table 37 for list of equipment). 

546. Pulverized-fuel-buming Power Plant. — The Lakeside Power 
Station of the Milwaukee Electric Railway and Light Co., is the largest 
pulverized-fuel-burning plant in the world, with an ultimate capacity of 
200,000 kilowatt, of which 40,000 kilowatt is now installed. The plant 
is arranged in four distinct sections, namely, the pulverizing room, the 
boiler room, the turbine room, and the switch house. The first three sec- 
tions will be briefly described. 

Coal is delivered by rail to a car-dumping and crushing plant located on 
the shore of Lake Michigan, about 400 feet from the plant. The coal cars 
are dumped by a revolving dumper into a track hopper fitted with a bottom 
shaker feeder. Belt conveyors carry the coal from the track hopper over 
a magnetic pulley, which takes out the tram[) iron, before the coal is dis- 
charged to a two-roll crusher and hammer mill. The crushed coal is 
rec(‘ived by a l)(;lt 36 inches wide and 385 f(‘et long, and is elevated 91 feet 
to distributing belts over the green coal bunkers in the pulverizing plant, 
Fig. 463. 

Cireem coal from the bunk(?rs, which hold 3400 tons, is carried by three 
screw conveyors to automatic weighing scales and thence by another set of 
screw conveyors to the indirect-fired dryers vvhich reduce the moisture from 
10 to 2 per cent. Screw conveyors take the coal from the driers to bucket 
elevators, which in turn discharge to other screw conveyors for delivery into 
the dried coal bins, located over the eight air-separating unit-pulverizing 
mills. These mills reduce the coal in size, so that 75 per cent will pass 
through a 200-mesh screen and 90 per cent through a 100-mesh screen. 
A fan carries this fine powder to a (;yclone separator, where the fuel is 
separated from the air and falls by gravity t o a screw conveyor which con- 
veys it to the pulverized fuel bins. The fuel is delivered from these fuel 
bins to those over the boilers, by an air-conveying system. 

The boiler room is arranged as shown in Fig. 464. The fuel is fed from 
the pulverized fuel bins, by screw conveyors, to burners which inject the 
fuel downward, just inside the front wall of the furnace, the bottom of which 
is cooled by water grates in order to prevent slag. An economizer, equipped 
with an induced draft fan, serves each boiler and raises the temperature of 
the feedwater from 140 deg. to 255 deg. fahr. The flues leading from the 
boiler are made of concrete, are located beneath the economizer, and dis- 
charge into two reinforced concrete chimneys located between the pulveriz- 
ing room and the boiler room. The chimneys arc 220 feet high, with an 
inside diameter at the top of 15 feet. 







Fig. 464. — General Layout of Boiler Room — Milwaukee Electric Light & Power Co. 
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The feedwater consists mainly of returns from the condensers and is 
pumped to an overhead hot-well tank, from which it feeds by gravity to two 
Hoppes open heaters. Leaving the heater, the water flows over a V-notch 
weir to the four feed pumps, two of which are driven by steam turbines and 
two by induction motors. 

The ash accumulation is removed by a steam-jet ash conveyor, and is 
delivered to an ash bunker which discharges into cars on tracks located at 
the end of the boiler house. 

The turbine room has an elevation of 33 feet above grade level, and con- 
tains two 20,000-kilowatt turbo-generators, each of which is served by a 
35,000 square foot surface condenser, located 32 feet below the turbine room 
floor in order to minimize the “ head ” against which the two 24-inch 
circulating pumps work. The cooling water is taken from a rubble mound 
enclosure which extends about 485 feet out into Lake Michigan. An 
intake tunnel carries the water from the lake to an intake chamber below 
the condensers. The condensate is removed from the condenser by a 
centrifugal pump, and the air by a turbo-air pump, with a steam-jet air 
pump held in reserve. 

A house turbine is provided for station use, and an air washer for each 
generator. The latter draws its air supply from the main generator room, 
and the heated air is discharged through ducts into the basement of the 
boiler room, in order to augment the regular air supply. The ducts are 
arranged to by-pass sufficient air back into the turbine room to heat it 
during cold weather. High-pressure steam can be admitted to the genera- 
tor to extinguish fire. 

The economy of this station, when completed and of)erated at full-load 
factor, will be that resulting from a combined boiler, furnace, superheater, 
and economizer efficiency of 88.5 per cent, using Illinois coal with a heat 
value, as fired, of approximately 11,000 B.t.u. 

The main equipment installed in the station is given in Table 38. 

647. High-pressure Oil-burning Installation. — The boiler plant of the 
Fall River Electric Light Co. is a typical installation. The equipment 
consists of Babcock and Wilcox Lodi-type mechanical burners. Fig. 465, 
for atomizing the oil and mixing it with the air required for combustion; 
Blake and Knowles duplex vertical-type pumps capable of exerting a pres- 
sure of 300 pounds per square inch, for pumping the oil from the tanks and 
delivering it to the burners; Whitlock coil heaters with steel shells good for 
200 pounds per square inch pressure, for raising the temperature of the oil 
to the point required for atomizing; and the Merit automatic-control sys- 
tem, described in Power, Oct. 4, 1921, for the regulation of the dampers 
and oil atomizers. This equipment, together with the service tanks and 
suction pipe lines is installed in duplicate to ensure continuity of service. 
The oil feed and return lines, Fig. 466, form a ring system. 
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The service tanks are located 150 feet from the power plant, as rcquin^d 
by the Fire Underwriters. These tanks arc 30 feet in diameter and 1 2 feet 
high, and hold 1500 barrels of oil. A 10-inch underground pipe lino con- 
nects the service tanks to the Oil Company’s 55,000-barrel suj)ply tank. 

The pump suction lines are carried on arms extending from pipe columns. 
Under each suction line a 2^-inch (exhaust line runs to the st'rvice tanks and 
terminates in a coil inside l-hc tank. This (;oil is supi)lied with (‘xhaust 
steam from the pumps and keeps the oil at 90 deg. fahr., at which tempera- 
ture it is carried to the heaters where the temperature is raised to 240 deg. 
fahr. The suction lines are tied together nc'ar the service tanks and are 
connected by a header inside the boiler room. This permits the use of 
either pump on either tank fis desired. From this header, four 5-inch 
branches are taken, two for ea(4i pump with a sti*ainer in eacdi l)ranch. On 
top of the columns supporting the suction piping, two 2-inch high-pressure 
steam lines are carried to tlie tanks, for smothering, in case of a fin*. This 
pipe line ends in a perforated pipe running across the top of the tank under 
the roof. 

The front of the furnace is covered with a stt'ol plate, Fig. ^105, arranged 
to form the front of a blast l)ox, which house's the registers through which 
the forced draft, applic'd by turbine-driven fans, is admitted. 

The Merit automatic-control system is arranged to control the stack 
dampers and, by connections to the cut-out valves, the fires, in three 
pre-determined steps. The first step admits oil at 100 pounds ])i’essure for 
low fires; the second step at 140 pounds for intermediate fires; and the 
third step at 160 pounds for maximum ojierat-ion. These pn'ssures give 
ratings varying from 50 to 250 per cent, using three or four burnoi*s. 

648. Marine Steam Power Plant. — The arrangement of the ecpiipment 
in a modern cargo shi[) of 9000 tons dead weight, capacity, is shown in plan 
and elevation in Fig. 467. The boilers an* (*ross-drum water-t ub(‘ boilers 
supplying steam to a 2-cylinder turbine served by a surface condenser. 
Draft is furnished by an inducted diaft fan kx^ated on the second deck 
directly above the boilem. Asia's are elevated to the uppei’ dec'k by an ash 
hoist. The type, size, and capaiaty of the etjuipmenf ari^ given in Talde 39. 

649. Energy Distribution in a Modern Central Station Plant. -- An 
energy distribution chart., Fig. 468, of the Colfax Steam Power Plant, shows 
where the greatest losses occur when developing power with steam. A 
careful study of this chart, shows that in the modern central station the 
efficiency of the plant as a whole is high, 

REFERENCES 
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REVIEW QUESTIONS 

1 . What is the present tendeiujy in choosing modern power plant equipment? 

2 . Sketch the arrangement of the equipment in the Dodge Bros. Power Plant. 

3 . Describe the method of handling coal at the Calumet Plant of the Chitsago Edison 
Co. 

4 . Draw a chart showing the distribution of the energ,y in a modern (;(?ntral station 
using coal to generate steam. 

6. Describe the operation of the oil-burning .system installed in the power plant of 
the Fall River Electric Light Co. 

6. What changes are necessary in a coal-fircd ])lant, to accommodate it U) a pul- 
vcrized-coal-burning plant? 

7 . Name a common method of supplying the circulating water to the condenser. 

8. What is the purpose of a hou.se turbirjc? 

9. Describe the arrangement of the equipment in some power plant which you have 
visited. 
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TABLE 40. — AREA OF CIRCLES 


Diam. 

Araa 

Diam. 

Arcfi 

Diam. 

Aie;i 

Diam. 

Arou 

Diam. 

Areii 

Diam. 

An?a 

■1 

0.0123 

41 

15.904 

161 

213.82 

32 

804.24 

50 

2463.0 

80 

,5026.5 


0.0491 

5 

19.035 

17 

226.98 

33 

8.55. :3() 

57 

2,551.7 

81 

51,53.0 

.3 

0.1104 

51 

23.758 

171 

240.52 

34 

907.92 

58 

2642.0 

82 

5281 .0 

1 

0.1903 

6 

28.274 

18 

254.40 

:35 

902.11 

59 

27;3:i.9 

S3 

,5410.6 

1 

0.3007 

01 

33.18:1 

181 

208.80 

30 

1017.8 

00 

2827.4 

84 

,5,541.7 


0.4417 

7 

:38.484 

19 

283.-52 

.37 

1075,2 

61 

2922.4 

85 

,5674.5 

7 

0.0013 

71 

44.178 

191 

298.64 

38 

11:34.1 

62 

;3019.0 

86 

5808. 8 

l'’ 

0.7854 

8 

50.205 

20 

:314.10 

;39 

1194.5 

6.3 

3117.2 

87 

,5944.6 

ift 

0.9940 

81 

50.745 

201 

,3:30.00 

40 

1250.0 

64 

:3216.9 

88 

6082.1 

11- 

1.227 

9 

03.017 

21 

,346.30 

41 

1:320.2 

65 

:3:318.:3 

89 

6221.1 

l8 

1.48*4 

91 

70.882 

211 

303.05 

42 

i;3S5.4 

66 

13421.2 

90 

0:301.7 

H 

1.707 

10 

78.54 

22 

380.13 

43 

14.52.2 

67 

;352.5.0 

91 

0,503.8 

U 

2.073 

101 

80.59 

221 

:397.00 

44 

1520.5 

68 

,36,31.6 

92 

0047.6 

I4 

2.405 

11 

95.03 

23 

415.47 

45 

1590.4 

(>!) 

,37.39. 2 

93 

0792.9 

H 

2.701 

111 

103.80 

2,31 

4.3.3.73 

46 

1601.9 

70 

:3848.4 

94 

09:39.7 

2 

3.141 

12 

113. 0<) 

24 

4,52., 39 

47 

17.34.9 

71 

:3959.2 

95 

7088. 2 

21 

3.970 

121 

122.71 

241 

471 .43 

48 

1809.5 

72 

4071 .5 

96 

72,38.2 

21 

4.908 

13 

132.73 

25 

490.87 

49 

1-885.7 

73 

4185.3 

07 

7,389.8 

2f 

5.939 

131 

143.13 

20 ! 

,5,30.93 

.50 

1903. 5 

74 

4:300.8 

98 

7,542.9 


7.008 

14 

153.93 

27 1 

572. 55 

.51 

2042.8 

75 

•1417.8 

99 

7097.7 

31 

8.295 

141 

105.13 

28 1 

015.75 

52 j 

212.3,7 

76 

4,536.4 

too 

78,54.0 

35 

9.021 

15 

170.71 

29 

000. 52 

53 

2200.1 

77 

46,56.0 

101 

,8011.8 

3 a 

11.044 

151 

188.69 

.30 1 

700 86 

54 1 

2290.2 

78 

•1778.3 

102 

8171.3 

4 

12.506 

10 

201. 0() 

31 

7,54.70 

55 

i 

2,375.8 

79 

•1901 .0 

103 

8332.3 
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TABLE 41. -PROPERTIES OF SUPERHEATED STEAM 


Roproduced by permission from “Properties of Steiirn and Ammonia,” by 
G. A. Goodenough. John Wiley & Sons, Tne. 


Abaci uto Pressure 
Idi. |ier Sq. lii. 

Sill u- 



Degrees of Superheat 


Absolute Pressure 
Lb. per Sq. In. 



raleil 











Steam 









Sat. Temp. “ F. 


50 

too 

150 

200 

250 

300 

Sat. 'I'einp. “ F. 

16 

(213) 

Hs 

1152.2 

1176.2 

1199.9 

1244.8 

1246.9 

12r)0.3 

1283.9 

Hs 

1 16 

j (21.S) 

V 

26.30 

28.38 

30.43 

32.47 

34.48 

36.40 

,38.5 

p 

. 

1 .7573 

1.7918 

1 .82,35 

1 .8772 

1 .8806 

1 .9068 

1 .9317 

<t> 

20 

(228) 

Hs 

1157.7 

1172.3 

12(X).2 

1226.2 

1253.5 

1276.9 

1301.7 

Hs 

20 

(228) 

V 

21.10 

21. as 

23.23 

24.77 

26.29 

27.71 

29.31 

V 


1 .7343 

1.7as,5 

1.7999 

1.8291 

1.8562 

1.8823 

1 .0068 

0 

40 

(267.2) 

Hs 

1171.3 

1196.6 

1221.3 

1245.6 

1269.7 

1293.9 

1375.3 

Hs 

1 40 

j (267.2) 

V 

10.51 

11 .33 

12.12 

12.91 

13.68 

14.45 

14.63 

r 

</> 

1 .6788 

1.7123 

1 .7433 

1.7719 

1 .8789 

1 .8990 

1 .9.5:10 

0 

60 

(292.7) ' 

Hs 

1179.1 

1205.3 

1230.7 

1255.5 

1280.1 

128:1.7 

i:i28.6 

Hs 

1 60 

1 (292.7) 

V 

7.18 

7.74 

8.29 

8.83 

9.35 

9.45 

9.97 

V 

« 

1.6162 

1.6797 

1.7106 

1 .7389 

1.70)54 

1 .7909 

1.8130 

0 

80 

(312) 

Hs 

1184.4 

1211.3 

1237.3 

1262.7 

1287.6 

1312.4 

1:1:17.1 

Hs 

80 

(312) 

V 

5.48 

5.92 

6.34 

6.74 

7.14 

7., 53 

7.92 

V 

<t> 

1 .6227 

1 .6566 

i.as73 

1 .7155 

1.7417 

1.7667 

1.7903 

0 

100 

(327.8) 

Hs 

1188.4 

1215.9 

1242.5 

i2as.,3 

1299.3 

1318.7 

1.343.7 

Hs 

1 100 

(:127.8) 

V 

4> 

4.44 

1 .6045 

4.79 

1 .6381 

5.13 

1.6691 

5.16 

1 .6974 

5.79 

1 .7234 

6.10 

1 .7484 

6.41 

1.7719 

V 

0 

120 

(341.3) 

Hs 

1191.4 

1219.6 

1246.7 

1272.9 

1298,6 

1,303.7 

1:129.1 

Hs 

1 120 

1 (,341.3) 

i> 

3.74 

1.5893 

4.82 

1.6234 

1 5.10 
1.6;544 

5.25 

1 .6827 

5.52 

1.7092 

5.62 

1.7:1,56 

5.87 

1.7571 

V 

0 

140 j 

(353.1) 

Hs 

1193.7 

1217.1 

125)0.2 

1276.8 

1302.8 

1328.5 

1. 3.54.0 

Hs 

140 

(353.1) 

V 

3.23 

3.44 

3.75 

3.99 

4.23 

4.45 

4.67 

V 


1 .5762 

1.6042 

1.6418 

1.6702 

1 .69()4 

1.7213 

1.7447 

0 

160 j 

(3^3.6) 

Hs 

1195.7 

1225 1 

1253.1 

1280.1 

i;i06.3 

1,3,32.4 

1,3,58.1 

Hs 

160 

(.30,3.6) 

V 

2.84 

3.08 

3.30 

3.51 

3.72 

3.92 

4.12 

V 

<t> 

1 .5649 

1.5996 

1.6308 

1 .6,593 

i.as,56 

1.7104 

1 .73,37 

0 

180 

(373.1) 

Hs 

1197.2 

1227.2 

12,55.6 

128,3.1 

1309.6 

13:15.9 

1,360.7 

Hs 

1 180 

1 (:i7.3.i) 

V 

</> 

2.54 

1 .5,547 

2.75 

1..5897 

2.95 

1 .6210 

3.14 

1.6497 

3.33 

1.67,50 

3.51 

1.7007 

,3.69 

1.V241 

V 

0 

200 

(381.9) 

Hs 

1198.5 

1229.0 

1257.9 

1285.7 

1312.6 

i:i39.i 

1,35,5.0 

Hs 

200 

(:i8i.9) 

V 

2.29 

2.49 

2.68 

2.85 

3.02 

3.18 

,3.34 

V 

4> 

1.54,56 

1.5.S08 

1.6125 

1.6410 

1.6676 

1.6921 

1.7156 

0 

300 j 

(417.5) 1 

Hs 

1201.9 

12,35.0 

1266.5 

129,5.4 

1,323.3 

1,3,50.9 

1,378.1 

Hs 

300 

(417.5) 

V 

1 .545 

1 .686 

1.847 

1 .94,3 

2.060 

2.175 

2.287 

V 

0 

1 .,5092 

1 .,5484 

1 .,5817 

1.6074 

1 .6343 

1.6590 

1 .6829 

0 

600 

(467.2)' 

Hs 

1201.7 

1238.9 

1273.2 

1,305.5 

13,36.0 

i:i65.,5 

1:194.4 

Hs 

1 500 

(467.2) 

1 • 

V 

0.928 

1 .025 

1.112 

1.194 

1.270 

1 .,344 

1.412 

V 

1 ^ 

1 .4601 

1 .1993 

1 ..533t) 

1 .,5584 

l.,5919 

1 .6176 

1.6116 

0 


Us - total boat above 32 deg. falir., H.t.u. v = specific volume, cu. ft. per lb. 

^ = total entropy above 32 deg. fahr. 
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TABLE 42. -COMMON LOCARITHMS (Logio) 


Nat. 

Nos. 

0 

1 

2 

3 

4 

S 

6 

7 

8 

9 

I’roiK^rtuuKil I’iirl,-* 

1 2 

3 

4 5 

6 

7 8 9 

10 

0000 

0043 

0086 

0128 

0170 

0212 

0253 

0294 

0221 

0274 

4 8 

12 

17 21 

25 

29 22 27 

IJ 

0414 

0453 

0492 

0531 

0569 

0607 

0045 

0682 

071!) 

0755 

4 S 

11 

15 19 

22 

26 .30 .31 

12 

0702 

0828 

0864 

0899 

0931 

0969 

1004 

1038 

1072 

1106 

2 7 

10 

11 17 

21 

24 28 .31 

12 

1120 

1173 

1206 

1229 

1271 

1202 

1225 

1267 

129!) 

1120 

.3 6 

10 

12 16 

1!) 

2.3 26 2‘l 

14 

1461 

1492 

1523 

15.53 

1584 

1611 

1044 

1673 

1702 

1722 

2 6 

9 

12 1,5 

IS 

21 24 27 

16 

1761 

1790 

1818 

1847 

1875 

l‘K)3 

1921 

1959 

1987 

2014 

2 6 

8 

11 14 

17 

20 22 25 

Mi 

2041 

2068 

2095 

2122 

2148 

2175 

2201 

2227 

2252 

227!) 

2 5 

S 

11 12 

16 

IS 21 24 

17 

2204 

2330 

2255 

2380 

2105 

2420 

24.55 

2480 

2501 

2520 

2 5 

7 

!(' 12 

15 

17 20 22 

18 

2553 

2577 

2601 

2625 

2618 

2672 

2695 

2718 

2742 

2765 

2 5 

7 

9 12 

14 

16 19 21 

1!) 

2788 

2810 

2822 

2856 

2878 

2(HK) 

2923 

2945 

2!»67 

2989 

2 4 

7 

9 11 

12 

16 IS 20 

20 

2010 

3032 

2054 

2075 

2096 

2118 

2129 

3160 

2181 

2201 

2 4 

6 

8 11 

12 

1.5 17 19 

21 

2222 

3243 

2263 

3284 

2304 

2221 

2245 

2265 

2285 

2401 

2 1 

6 

S 10 

12 

11 16 IS 

22 

3424 

3444 

246-1 

3482 

2502 

3522 

.3541 

2500 

257!) 

2598 

2 4 

ti 

8 H) 

12 

14 1,5 17 

22 

3617 

3636 

2655 

2674 

2692 

3711 

2729 

2747 

2760 

2781 

2 4 

6 

7 9 

11 

12 15 17 

24 

2802 

3820 

2828 

2856 

2874 

2892 

2909 

3927 

2915 

2962 

2 1 

5 

7 !l 

11 

12 14 16 

26 

3970 

3997 

4014 

4021 

4018 

4065 

4082 

409!) 

4116 

4122 

2 .3 


7 9 

II) 

12 14 15 

26 

4150 

4166 

4183 

4200 

4216 

4232 

4249 

•1265 

4281 

4298 

2 .3 

5 

7 8 

10 

11 12 15 

27 

4314 

4320 

4246 

4262 

1278 

4293 

4109 

4425 

4140 

41.56 

2 2 

5 

6 H 

!) 

11 12 14 

28 

4472 

4487 

4502 

4518 

4522 

4548 

4564 

4570 

45!) 1 

460!) 

2 2 

T) 

6 S 

9 

11 12 14 

20 

4624 

■1629 

4654 

4609 

4682 

•1698 

1712 

•1728 

4742 

4757 

1 ,3 

4 

6 7 

1) 

10 12 12 

30 

4771 

4780 

4800 

4814 

4829 

4842 

4857 

4871 

•lHS(i 

•1!)00 

1 2 

4 

6 7 

!) 

10 II 12 

21 

4914 

4928 

4942 

4955 

4969 

4982 

4997 

,501 1 

5024 

5038 

1 .3 

1 

6 7 

8 

Ml 11 12 

22 

5051 

5065 

5079 

5092 

5105 

51 19 

5132 

5115 

5159 

5172 

1 2 

1 

5 7 

8 

9 11 12 

32 

5185 

5198 

5211 

5221 

5227 

5250 

5263 

5276 

528!) 

5202 

1 2 

4 

5 0 

8 

9 1(1 12 

24 

5215 

5228 

5240 

5252 

5266 

5278 

5291 

5403 

.5416 

5428 

1 2 

4 

5 6 

S 

9 10 11 

36 

5441 

5452 

5165 

5478 

541K) 

5502 

5514 

5527 

.5.539 

5551 , 

1 2 

4 

5 6 

< 

9 10 11 

26 

5563 

5575 

5587 

5599 

.561 1 

5622 

5625 

5617 

5»i.5S 

5()7() i 

1 2 

4 

5 6 

7 

8 10 11 

27 

5682 

5094 

5705 

5717 

5729 

5710 

5752 

5762 

5775 

5786 

1 2 

2 

5 6 


S 9 10 

28 

5798 

5809 

5821 

5822 

5842 

5855 

5866 

5877 

5888 

5.8!'!) 

1 2 

.3 

5 6 

1 

S 9 10 

20 

5911 

5922 

5922 

5944 

5955 

5966 

5977 

5988 

59!<!) 

6010 

1 2 

2 

4 5 

7 

8 <) M) 

40 

0021 

6021 

6012 

W53 

6064 

6075 

6085 

6096 

6107 

6117 

1 2 

2 

4 5 

6 

S 9 10 

41 

6128 

6128 

6149 

6160 

6170 

6180 

6191 

6201 

6212 

6222 

1 2 

2 

4 5 

6 

7 8 9 

42 

6222 

6242 

6252 

6202 

6274 

6281 

6294 

6204 

6211 

6225 

1 2 

2 

4 5 

6 

7 8 9 

42 

6335 

6345 

6255 

6205 

6275 

6285 

6295 

6105 

6415 

6425 

1 2 

2 

4 5 

6 

7 8 9 

44 

6425 

0444 

6454 

6164 

6474 

6484 

6192 

6502 

6512 

6522 

1 2 

2 

4 5 

6 

7 8 9 

45 

6522 

6542 

6551 

6561 

6571 

6580 

6590 

659!) 

6609 

6618 

1 2 

2 

4 5 

G 

7 8 9 

46 

6628 

6627 

6646 

6656 

6665 

6675 

6681 

()fl!l2 

6702 

6712 

1 2 

2 

4 5 

6 

7 7 8 

47 

6721 

6720 

6739 

6749 

6758 

6767 

6776 

6785 

67ii4 

6803 

1 2 

2 

4 5 

5 

6 7 8 

18 

6812 

6821 

6830 

6829 

6848 

6857 

6S()6 

6875 

6884 

6892 

1 2 

2 

4 4 

5 

6 7 8 

49 

6002 

6911 

6920 

6928 

6927 

69-16 

6955 

6964 

6972 

6981 

1 2 

2 

4 4 

5 

6 7 8 

60 

0090 

6998 

7007 

7016 

7021 

7022 

7IM2 

7050 

7059 

7067 

1 2 

.3 

3 4 

5 

6 7 8 

51 

7076 

7084 

7093 

7101 

7110 

7118 

7126 

7125 

7143 

7152 

1 2 

2 

2 4 

5 

6 7 8 

52 

7160 

7168 

7177 

7185 

7192 

7202 

7210 

72IS 

7226 

7225 

1 2 

2 

2 1 

5 

6 7 7 

52 

7243 

7251 

7259 

7267 

7275 

7284 

7292 

73(M) 

7208 

7216 

1 2 

2 

2 4 

5 

6 6 7 

54 

7324 

7332 

7340 

/348 

7356 

7364 

7372 

7280 

7388 

7396 

1 2 

- 

3 4 


6 6 7 


t! » 2.71828. 
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TABLE 42. — {ConHnued.) COMMON LOGARITHMS (Log,») 


Nat. 




3 




7 




Proportional F*arl.s 



Nos. 











1 2 

3 

4 

5 

6 

7 

8 

9 

66 

7404 

7412 

7419 

7427 

7435 

7443 

7451 

7459 

7466 

7474 

1 2 

2 

:i 

4 

5 

rj 

6 

7 

.56 

7482 

7490 

7497 

7505 

7513 

7520 

7528 

7636 

7543 

7.551 

1 2 

2 


4 

5 

T) 

6 

7 

67 

7559 

7.566 

7574 

7582 

7589 

7.597 

7604 

7612 

7619 

7627 

1 2 

2 

.3 

4 

5 

5 

6 

7 

68 

7634 

7642 

7649 

7657 

7664 

7672 

7679 

7686 

7694 

7701 

1 1 

2 

3 

4 

4 

5 

6 

7 

59 

7709 

7716 

7723 

7731 

7738 

7745 

77.52 

7760 

7767 

777% 

1 1 

2 

3 

4 

4 

5 

6 

7 

60 

7782 

7789 

7796 

7803 

7810 

7818 

7825 

7832 

7839 

7846 

1 1 

2 

3 

4 

4 

5 

6 

6 

61 

7853 

7860 

7868 

7875 

7882 

7889 

7896 

7903 

7910 

7917 

1 1 

2 

3 

4 

4 

5 

6 

6 

62 

7924 

7931 

7938 

7945 

7952 

7959 

7966 

797.3 

7980 

7987 

1 1 

2 

.3 

3 

4 

5 

6 

6 

63 

7993 

8000 

8007 

8014 

8021 

8028 

8035 

8041 

8048 

8055 

1 1 

2 

3 

.3 

4 

5 

5 

6 

64 

8062 

8069 

8075 

8082 

8089 

8096 

8102 

8109 

8116 

8122 

1 1 

2 

3 

3 

4 

5 

5 

6 

66 

8129 

8136 

8142 

8149 

8156 

8102 

8169 

8176 

8182 

8180 

1 1 

2 

3 

3 

4 

5 

5 

6 

66 

8195 

8202 

8209 

8215 

8222 

8228 

8235 

8241 

8248 

82.54 

1 1 

2 

3 

3 

4 

5 

5 

6 

67 

8261 

8267 

8274 

8280 

8287 

82i>3 

8299 

8306 

8.312 

8319 

1 1 

2 

.3 

3 

4 

5 

5 

6 

68 

8325 

8.3.31 

8338 

8344 

8.351 

8357 

8:16.3 

8370 

8.376 

8382 

1 1 

2 

3 

3 

4 

4 

5 

6 

69 

83.88 

8395 

8401 

8407 

8414 

8420 

8426 

8432 

8439 

8445 

1 1 

2 

2 

3 

4 

4 

5 

6 

70 

8451 

8457 

846;i 

8470 

8476 

.8482 

8488 

8494 

8500 

8506 

1 1 

2 

2 

3 

4 

4 

5 

6 

71 

8513 

8519 

8525 

8.531 

8.5.37 

.8543 

8.549 

8.555 

8561 

8567 

1 1 

2 

2 

3 

4 

4 

5 

5 

72 

8573 

8579 

8.585 

8591 

8597 

.8603 

8609 

8615 

8621 

8627 

1 1 

2 

2 

3 

4 

4 

5 

5 

73 

8^33 

8639 

8645 

8651 

8657 

866:1 

8669 

867.5 

8681 

8686 

1 1 

2 

2 

3 

4 

4 

5 

5 

74 

8692 

8698 

8704 

8710 

8716 

8722 

8727 

87.33 

8739 

8745 

1 1 

2 

2 

3 

4 

4 

5 

5 

76 

8751 

8756 

8762 

8768 

8774 

8779 

8785 

8791 

8797 

8802 

1 1 

2 

2 

3 

3 

4 

5 

5 

76 

8808 

8814 

8820 

8825 

8831 

88:17 

.S842 

8848 

8854 

8859 

1 1 

2 

2 

3 

.3 

4 

5 

5 

77 

8865 

8871 

8876 

m2 

8887 

8893 

8899 

8904 

8910 

8915 

1 1 

2 

2 

.3 

3 

4 

4 

5 

78 

8921 

8927 

8932 

8938 

8943 

8!)49 

89.54 

8960 

8965 

8971 

1 1 

2 

2 

3 

3 

4 

4 

5 

79 

8976 

8982 

8987 

8993 

8998 

90(M 

9009 

9015 

9020 

9025 

1 1 

2 

2 

.3 

.3 

4 

4 

5 

80 

9031 

9036 

9042 

9047 

905.3 

9058 

9063 

9069 

9074 

9079 

1 1 

2 

2 

.3 

3 

4 

4 

5 

81 

9085 

9090 

9096 

9101 

9106 

911‘> 

9117 

9122 

9128 

9133 

1 1 

2 

2 

3 

3 

4 

4 

5 

82 

9138 

9143 

9149 

91.54 

9159 

9165 

9170 

9175 

9180 

91 R6 

1 1 

2 

2 

3 

.3 

4 

4 

5 

8.3 

9191 

9196 

9201 

9206 

9212 

9217 

9222 

9227 

9232 

92.38 

1 1 

2 

2 

3 

.3 

4 

4 

tj 

84 

9243 

9248 

9253 

92.58 

926.3 

9269 

9274 

9279 

9284 

9289 

1 1 

2 

2 

3 

3 

4 

4 

5 

86 

92iH 

9299 

9304 

9309 

9315 

9320 

9.325 

9330 

9335 

9340 

1 1 

2 

2 

3 

3 

4 

4 

5 

86 

9345 

9350 

9355 

9360 

936.5 

9370 

9375 

0380 

9:i85 

9390 

1 1 

2 

2 

.3 

3 

4 

4 

5 

87 

9395 

9400 

9405 

9410 

9415 

9420 

9425 

94.30 

9435 

9440 

0 1 

1 

2 

2 


3 

4 

4 

88 

9445 

9450 

9455 

9460 

9465 

9469 

9474 

9479 

9484 

9489 

0 1 

1 

2 

2 

3 

3 

4 

4 

89 

9494 

9499 

9504 

9.509 

9513 

9518 

9523 

9528 

9533 

9538 

0 1 

1 

2 

2 

3 

3 

4 

4 

90 

9.542 

9.547 

9552 

9557 

9562 

9566 

9571 

9576 

9.581 

0586 

0 1 

1 

2 

2 

3 

3 

4 

4 

91 

9590 

9595 

9600 

9605 

9609 

9614 

9619 

9624 

9628 

9633 

0 1 

1 

2 

2 

3 

3 

4 

4 

92 

9638 

9643 

9647 

9652 

9657 

9661 

9666 

9671 

9675 

9680 

0 1 

1 

2 

2 

3 

3 

4 

4 

93 

9685 

9689 

9694 

9699 

9703 

9708 

9713 

9717 

9722 

9727 

0 1 

1 

2 

2 

3 

3 

4 

4 

94 

9731 

9736 

9741 

9745 

9750 

9754 

9759 

976.3 

9768 

9773 

0 1 

1 

2 

2 

3 

3 

4 

4 

96 

9777 

9782 

9786 

9791 

9795 

9800 

9805 

9809 

9814 

9818 

0 1 

1 

2 

2 

3 

3 

4 

4 

96 

9823 

9827 

9832 

9836 

9841 

9845 

98.50 

98.54 

9859 

9863 

0 1 

1 

2 

2 

3 

3 

4 

4 

97 

9868 

9872 

9877 

9881 

9886 

9890 

9894 

9899 

9903 

9908 

0 1 

1 

2 

2 

3 

3 

4 

4 

98 

9912 

9917 

9921 

9926 

9930 

9934 

9939 

9943 

9948 

9052 

0 1 

1 

2 

2 

3 

3 

4 

4 

99 

9956 

9961 

9965 

9969 

9974 

9978 

9983 

9987 

9991 

9996 

0 1 

1 

2 

2 

3 

3 

3 

4 


Naperian loge » 2.302 logu. 
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TABLE 43. -DECIMAL EQUIVALENTS OF FRACTIONS OF ONF TNCII 



.0l5G2.j 

u 

.285525 

=‘3. 

64 

ai 

.515525 

40 

64 

.755525 

A 

.03125 

.A 

il 

.28125 

.53125 

2. I 

3 2 

.78125 

if 

.046H75 

.295875 

64 

.545875 

6 4 

.795875 

A 

.0525 

iS 

.3125 

» 

LlS 

.5525 

1 ;i 

10 

.8125 

A 

.078125 

n 

.328125 

31 

.578125 

.8 3 

04 

.828125 

A 

.09375 

ST 

.34375 

19 

.59375 

.84375 

A 

.109375 

a a 

.359375 

<->4 

.(>05)375 


.859375 

(i 

.125 

3 

8 

.375 


.525 

7 

.875 

A 

.140525 

2.8 

8 4 

.390525 

41 

6 4" 

.640525 

r-1 

64 

.890525 

A 

. 15525 

.u 

.10525 

31 

.a-j 

.55525 

5(* 

3 2 

.90025 

a 

.171875 

n 

.421875 

43 

64 

.571875 


.921875 

A 

.1875 

A 

.4375 

li 

.5875 

15 

Iff 

.9375 

Ji 

.203125 

if- 

M 

.453125 

if 

.703125 

6 1 

6 f 

.953125 

A 

.21875 

.45875 

n 

.71875 

.96875 

if 

.234375 

31 

84 

.484375 

47 

64 

.734375 

. 6-1 

64 

.984375 

i 

.25 

'£ 

.50 

4 

.75 

1 

1. 
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A 

Absolute, jiressure, 76. 
temperature, 70. 
velotaty, 480. 
zero, 70. 

Aeeeleration, 06. 

Aeeumulator, 521. 

.Adiabatic changes, 99 402. 

Admission in steam engines, 312. 

Ahead and astern turbine, 494. 

Air, ciiamber on pumps, 505, 511. 
compressor, vorlical, 11. 
cooled furnace arch, 167. 
density of, <S0. 
heat lost by exems, 149. 
infiltration of, 148. 
jiroiierties of, 80. 
pumps, (mi vacuum pumps) 
required for combustion, 135-137. 
actual, 137. 
theoretical, 135. 
sjiaeos in boiler .settings, 30. 
spaces in grate bars, 1.53. 
sfiecific heat of, 80, 83. 
washer, 555. 

Alarm, high and low water, 54. 

Allen trick valve, 348. 

.Alberger baromelric condenser, .526. 

Amcri(!ari Society of Mechanical Kngi 
neers, 107. 

A.S.M.E., boih'r code. Mi. 
boiler rating, 185. 
power testing code, 193. 

.Ampere, 68. 

Analyses, coal, 114. 
feedwater, 243. 
flue gas, 138. 
oil, 126. 

Anderson steam trap, 215. 

Anemometer, 106. 

'Anthracite, coal, 121. 

^sizes, 121. 


Angle-compound engine, 415. 

Angle of lap and lead, 318, 

Angle of advance, 318. 

Angularity of connecting rod, 321. 

Apron coal feeder, 283. 

Arches for boiler furnace, 175. 

Arch I date, 165. 

Ash, l)unker or bin, 7, 287. 
car, 9. 

elTecI in coal, 125. 
handling met hods, 286. 
drag chain, 2S7. 
skip hoist, 286. 
steam jet, 286. 

V-bucket, 280. 

Iioe, 155. 
pit, 3, 70. 

samples for boiler test, 200. 

.Atoms, 64. 

Atomizer for oil, 431. 

Atmospheric, relief valve, 436. 
beater. 231. 

lino on indicator card, 314. 
pressure, 71 i. 

Automatic, high speed engine, 328. 
injector, 517. 
stop valve, 226. 

Available, draft, 267. 

hydroij(‘n, 119, 136. 

Avagadro’s Law, 131. 

H 

Ihdieock’s pipe formula, 209. 

Babcock and Wilcox, attaidied super- 
heater, 256. 
cros,s-drum boiler, 37. 
longitudinal drum boiler, 37. 
marine, 50. 

Back connection for a boiler, 32. 

Back pressure, 102. 

Baek pressure valve, 431). 

Baffle, horizontal, 51. 
inclined, 156. 
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INDEX 


Baffle, f)hite8, 39, 51. 
ring, 461. 

tile, Heine boiler, 42. 

Stirling boiler, 45. 
vertical, 39. 
wall, Wickes boiler, 46. 

Bagasse as a fuel, 113. 

Balanced draft 272. 

Barnard-Wheeler cooling tower, 546. 

Barometer, 76. 

Barometric condenser, 526. 

Baumti degrees, 423. 

Beading tool, 23. 

Bearer bars, 31, 32, 17)3, 155. 

Bearings, engine, 307. 
lubrication of, 423-430. 
turbine, Curtis, 466. 

Belpaire locomotive firebox, 21. 

Bigelow-IIornsby boiler, 171. 

Bilgram valve diagram, 325. 

Bituminous coal, 121. 
size of, 122. 

Blast-furnace gas, 127. 

Bleeder turbine, 491. 

Blonck boiler efficiency meter, 144. 

Blow down, 57. 

Blowers, Coppus, 271. 
soot, 251. 

Blow-off, cock, 59. 
connections to boiler, 58-60. 
flange, 27. 
pipe, 25. 
surface, 60. 
tank, 60. 
valve, .'iO. 

Boiler, boilers, 25-52. 
accessories, 5, 52. 

A.S.M.E. code, 16. 
brackets, 27. 
capacity, 185. 
classification, 16. 

combined, or overall, efficiency, 190. 
compari.son of fire- and wa(cr-tul)e, 52 
compounds, 242. 
cro.ss-dnim, 37. 
data chart, 200. 
dry back, 50. 
drum, 17. 
double-end, 50. 
economy, 188. 
efficiency, 190-191. 
effect of capacity on, 191. 


Boiler, efficiency, method of computing, 

m. 

feed pipe, 27. 
fire-tube, 3, 19-35. 
fittings, 52. 
flange, 27. 
front, 32. 
hangers, 29. 
heat balance for, 150. 
heat lo.ssev, 148-150. 
horsepower, 18.5-186. 
internally fired, 10, 47. 
marine, 47-52. 
material, 16. 
nomenclature, 17. 
nozzle, 26. 
rating, 185-187. 
saddle, 49. 
scale, 239. 

effect of, 240. 
settings (see settings) 

.shell, 17. 

stays (.vce sUiys and braces) 
testing (see testing, boiler) 
tubes, 22. 

.size of, 188. 
vertical, 33-35, 45. 
water-tube, 7, 3.5-47. 

Boiling point, 86. 

Bourdon pressure gage, 60. 

Boyle’s Law, 81. 

Brake, horsepower, 391. 
tare, 392. 

Brake.s, friction, 391, 445. 

Breeching, 3, 274. 

Brick chimneys, 26L 
Bridge wall, 31. 

Briggs pipe thread, 217. 

British thermal unit, 73. 

mean value of, 73. 

Bucket, conveyor, 280. 
trap, 214. 

Buckets, steam turbine, 464. 

Buckeye, engine valve, 351. 
governor, 334. 

Locomobile, 376. 

Buck stay, 32. 

Builder’s rating for boiler, 187. 

Bullhead tee, 222. 

Burners, fuel oil, 177-180. 
gas, 177. 

powdered coal, 181. 



INDEX 


577 


c 

Calking, 20. 

Calibration, gages, 62. 

thermometers, 70. 

Calorimeter, steam, 104-110. 
errors and limits, 107, 110. 
sampling nozzle, 110. 
separating, 108. 
throttling, 104. 
types of, 104. 

Cameron simplex pump, 505. 
Capacity, boiler, 185. 
injector, 518. 
pump, 518. 

Carbon-dioxide, 142. 

Centennial boiler rating, 185. 
Centigrade degrees, 70. 

Central Station (see power plants) 
Centrifugal governor, 381. 

Curtis, 469. 

Westinghouse, 487. 

Centrifugal, oil puriher, 494. 
Centrifugal pumps, 512-515. 
compound, 514. 
performance of, 516. 
turbine, 514. 
volute, 513. 

Charles' Law for gases, 81. 

Check valve, 58, 224. 

Chicago wing wall setting, 156. 
Chain grate stoker, 3, 158. 

forced draft tyi>c, 552. 

Chemistry of water softening, 245. 
Chimney, 261-267. 
cap, 261. 

common brick, 261. 
comparison of types, 264. 
concrete, 264. 

empirical formulae for, 267. 
foundations, 261. 
lining, 261. 
radial. brick, 261. 
steel, 263. 

guyed and .self supporting, 263. 
Clayton’s analysis, 395. 

Clean-out, door, 32, 40. 
plugs, 21. 

Clearance, cut off valve, 349. 
method of finding, 446. 
volumetric of engine, 293. 
Clinker, 124. 


Clinker, grinder, 167. 
methods of preventing, 124. 

Clo.scd feedwater heater, 233. 

Coefficient of expansion, 220. 

Cold test for oil, 424. 

Croa.s-girder H. and W. boiler, 39. 

Crown bar, 49. 

Crown sheet, 21, 34, 47. 

Coal, 113-126. 

air required to burn, 137, 144-146. 

analysi.s, 1 1 4-1 16. 

anthracite, 121. 

bins or bunkers, 285. 

bituminous, 121. 

briquetted, 124. 

calorimeter, 116. 

cannel, 121. 

carbon content of, 120. 

characteri.stics of, 120. 

clas.sification of, 114. 

clinkering and non-clinkcring, 124. 

coking and non-coking, 121. 

combustible constituents of, 133. 

compared with oil, 126. 

compo.sition of, 114. 

conveyors (see conveyors, coal) 

crusher, 282. 

effect of moisture in, 125. 

fields, 125. 

fired by luind, 155. 

firing methods, 1 55. 

fixed carbon in, 115. 

formation of, 113. 

handling from ground storage, 285. 

high and low ash, 124. 

incombu.stible constituents of, 133. 

moisture in, 114. 

powdered, 1 22- 1 24. 

purchase of, 126. 

ratio of carl>on to liydrogen in, 120. 

samjffing during boiler test, 199. 

semi-bituminous, 121. 

storage and weathering, 125. 

sulphur in, 1 25. 

valves, 284. 

volatile mat ter in, 114. 

Cochrane feedwater heater, 231. 

Coil tul)e heat er, 234. 

Coke, 127. 

Coking arch. 45, 1.56, 161, 175. 

('ombined hiw of gases, 82. 

Combustion, 131-148. 
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Combustion, actual air required for, 137. 
chemistry of, 133-137. 
indicators, 144. 
requirements for perfect, 131. 
space, or chamber, 47. 
stages for solid fuel, 131. 
theoret ical air required for, 135. 

Common grate bar, 153. 

ComiXHind engines, 410-421. 

Compression in steam engines, 314. 

Condensate, 2. 

Condenser, condensers, 523-535. 
air pumps for, (.sec vacuum pumps) 
auxiliaries, 530. 
barometric, 520. 

circulating pumj) for, (see pumps) 
classification, 524. 

(^onq>arison of types, 533. 
cooling water for, 534. 
counter (uirrent, 524. 
elementary theory of, 533-530. 
gain by using, 523. 
heat transfer in, 533. 
jet, 524-531. 
high vacuum, 528. 
rain tyjx*, 52<S. 
standard low level, 524. 
parallel current, 524. 
pressure in, 534. 
surface, 531-533. 

high vacuum, 532. 

.syphon, 527. 

Conduction of heat, 74. 

Concrete chimney, 204. 

Conoidal fan, 273. 

Constant pre.ssure specific lieat, 81. 

Constant quality lines, 90. 

Constant total heat lines, 9t). 

Constant volume specific heat, 81. 

Convection of heat, 74. 

Conveyors, coal, 278-285. 
belt, 282. 
buckets for, 280. 
clas.sification, 278. 
flight, 7, 278. 
pivoted bucket, 281. 
portable, 285. 
screw, 559. 
skirt for, 281. 
telpherage, 284. 

V-bucket, 280. 

Cooling tower, 545-548. 


Cooling tower, capacity of, 548. 
compari.son of typos, 547. 
combined natural and forced draft, 
547. 

forced draft, 540. 
location of, 547. 
natural draft, 540. 
principle of operation, 547. 

Cooling water by spraying, 543. 

Copes feedwater regulator, 212. 

Corli.ss engtnes, 357-309. 

Corliss valve, 358. 
laj)s and leads for, 308. 
setting, 307. 

Corliss valve geers, 358-364. 
releasing, 358. 
uon-rele.asing, 373. 

Corrosion in boilers, 240. 

Cost of chimneys, 2(54. 

C’ro.ss-corripound engine, 412. 

('rusher plate, 2S2. 

Curtis, steam turbine, 402-473. 
emergency governor, 472. 
horizontal, 402-4(57. 
hydraulic valve gear, 470. 
steam valve gear, 471. 
vertical, 4fi)7 408. 

Ccu-shion steam, 393. 

Cut-ofif, 312. 
governing, .331. 
nominal, 448, 

('ustodias radial brick chimney, 201. 
Cylinder, condensation, 404. 
feed, 393. 

for engine, 295-298. 
head, 298. 

ratio for compound engine, 416. 

D 

Dalton’s Law, 534. 

Damper, 3, 33. 
frame, 33. 
regulator, 275. 

Dashpot, 310. 

for ( brliss valve gear, 361. 

Deane Bros, duplex pump, 507. 

De Laval, centrifugal pump, 515. 
steam turbine, 45.5 -402. 
buekets, 450. 
diaphragm, 402. 
governor, 4.50, 457, 461. 
nozzles, 4.59. 
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De Laval, steam turbine, pressure sta^e, 

m. 

range of liorse[)o\ver, 400. 
speed, 404. 
velocity stage, 458. 
reduction gearing, 450, 497. 

Deactivator, 24 1 . 

Deaerator, 241, 551. 

Dead center, for engine, 293. 
method of finding, 352. 

Dead plate, 154. 

Deflecting plate, 39, 41. 

Density (see wnierial concerned) 
of common substiuiccs, 05. 

Diagram factor, 399. 
for compound engine, 418. 

Diamond .soot blower, 257. 

Direct fired sui)erheatcr, 257. 

Di.scngaging .surface, l)oilcr, 18. 

Di.sk water meter, 440. 

Displaccnamt, piston, 293. 
of slide valve, 310. 
relative of valve and piston, 319. 

Dodge Hrotliers Co., jK)wer plant, 555. 

Double-flow sle.Min turbine, 482. 

Downcomer t ubes, 45. 

Downtake tubes, 51. 

Downdraft furnace, l.'iO. 

Draft, balanced, 272. 
chimney, 200-207. 
definition of, 260. 
fans, 273. 
forced, 13, 271. 
gages, 75. 
induced, 13, 208. 
kinds of, 200. 
lo.ss in boilers, 259. 
mechanical, 208. 

UKithod of expressing, 259, 
regul.'itor, 273. 

required for various coals, 200. 
with clo.scd a.shpit and boiler room, 272. 

Drips, high ])ressure, 213. 

Dry-air pumps, 530-541. 

Dry-pipe in boiler, 39, 51. 

Dry-back Scotch boiler, 50. 

Dulong’s formula, 118. 

Dummy piston on turbine, 481. 

Duplex, steam pump, 507. 
stoker, 174. 

Dusting door, boiler .setting, -VJ. 

Dutch oven furnace, 150, 


Duly of a pump, 520. 

Dynamometer, 445. 

Dy.son express niarine boiler, 52. 

E 

Eccentric, 310. 
shifting, 332. 

.strap, 311. 

JOccentricity, 310. 

Economizer, 9. 

Creen, 230. 

pre.ssure drop through, 260. 
steel tube, .5.52. 

Edward.s air pimq), 537. 

Electrical units, 08. 

EI(‘(4rons. 04. 

Efiicicncy (see name of apparatus in quea- 
tion ) 

I'ljector conden.ser, 527. 

Elementary steam power plants, 1-15. 
central .station, 9. 

comparison of condensing and non- 
condensing, 7. 
condensing, 7. 
locomotive, 10. 
ni.arine, 13. 
not)-condensing, 3. 

Klev.ator for coal, 280. 

Elliot t-I‘>hart jet conden.ser, 530. 

Energy, dednilion of, 00. 
distribution in a central station, 507. 
electrical, 07. 
kinetic, 00. 
mechanical, 00. 

|)otontial. 00. 

Engine, engines, steam, 289-421. 
angle compound, 415. 
afcossorie.s. 432 437. 
automatic liigh speed, 328. 
bearings. 307. 
bore and counlcrbore, 295. 
chtssifleation, 289. 

of compound. 410. 
clearance, 2t)3. 

compound and jnulti-cx|)ansion, 410- 
421. 

con.stani, 389. 

condensing, economy of, 523. 

(‘ounecting rod, 304 
Corli.ss, 290, 357. 
crank, 305. 
cross-comnound. 412. 
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Engine, crosshead, 302. 
cylinder, 3, 295. 
head, 298. 

double and single acting, 314. 
duplex compound, 414. 
economy of compound, 420. 
effect of leakage and clearance on, 404. 
effect of incomplete expansion, friction 
and moisture on, 405. 
flywheel, 7, 308. 
fore and aft, 411. 
foundations, 308. 
frames, 294. 
function of parts, 291. 
governor, 7, 315, 3il0, 362, 372, 418. 
heat consumption of, 400. 
heat lo.ss in, 403. 
leads, 208. 

Lentz, poppet valve, 371. 
lubrication of, 424-432. 
marine, 13, 298, 344. 
mechanical efficiency of, 392. 
method of stat ing size, simple, 292. 
compound, 410. 

method of improvintg economy in, 406. 

multi-valve, 357-378. 

nomenclature, 292. 

packing, 299. 

parts, 290. 

performance of, 399. 

piston, 300. 

piston displacement for, 293. 
piston rod, 302. 
rating, 399. 
reciprocating, 289. 
speed, 293. 
stuffing box, 298. 
thermal efficiency, 401. 
tandem-compound, 411. 
testing, 439. 
unaflow, 372-378. 
valves, balanced, 329. 
double-ported, 330. 

. “ D ” slide, 310-328. 

vertical, small, 348. 
water rate for, 400. 

Woolf compound, 411. 

Entropy, 96. 

Equivalent evaporation, 188. 

method of computing, 189. 

Equilibrium pipe, turbine, 481. 

Excess air, 147. 


Exhaust, head, 5, 436. 
piping in power plants, 210. 
valve for turbine, 542. 

Exhaust steam, 2. 
heat lo.ss in, 405. 

Expansion, in engine, 312, 314. 
joints, 218. 
of piping, 219. 

Expansion curve for engine, actual, 397. 
theoretical, 397. 

Explosion diaphragm, 433. 

Extra-strong pipe, 217. 

Evaporators, 247. 

Evaporation, factor of, 189. 
latent heat of, 91. 

Eva.s6 stack, 270. 

F 

Factor of evaporation, 189. 

Fahrenheit degrees, 70. 

Fan, engine driven, 10. 
dr^ft, 273. 
planoidal, 273. 
radial flow, 273. 
steel plate, 273. 

Feedpipe for boilers, 27. 

Feedwater, boiler, 239. 
analy.ses, 243. 
boiler compounds for, 242. 
distillation of, 247. 
effect of heat upon, 243. 
hardness, how measured, 85. 

temporary and permanent, 239. 
heaters, 230-239. 
cliussification of, 230. 
closed, vertical, 7, 233. 
coil tube, 234. 

comparison of open and closed, 235. 
Hoppes horizontal, 232. 
induced, 231. 
live steam, 235. 
open, vertical, 231. 
through, 231. 
impurities in, 85, 239. 
log for test, 199. 
piping, 210. 
regulators, 211. 

Murray, 211. 

Copes, 212. 

saving by heating, 236. 
softeners and purifiers, 244-247. 
weighing on test, 195. 
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Filters, oil, 435. 

FireboX) 18. 
for locomotives, 21. 
on vertical boilers, 33. 

Firebrick, 30. 

Fi redoor arches, 32. 

Firedoor liner, 32. 

Fire test for oils, 424. 

Fire, thickness of, 162, 165, 168, 174. 

Fire-tube cleaner, 250. 

Firing methods, 155. 

Fisher pump governor, 511. 

Fittings, screwed pipe, 220. 

Fixed carbon in coal, 115. 

Flanged pipe fittings, 222. 

Flanges, boiler, 27. 
method of facing, 223. 

Flap coal valve, 284. 

Flash point of oil, 424, 

Flight coal conveyor, 278. 

Float trap, 214. 

Flue gas, 138-147. 
analysis of, 138. 
apparatus to find, 139. 

Orsat, 140. 
constituents of, 138. 
recorders, 141. 

Uehling, 141. 
sampling, 139. 
weight per lb. coal, 146. 

Flush front boiler setting, 32. 

Foaming, 247. 

P’oot valve for pump, 521. 

Foot-pound-second system, 64. 

Force, 65. 
centrifugal, 65. 

Forced draft, 13, 268. 

Forced feed lubrication, 492. 

Foster, automatic non-return valve, 226. 
attached superheater, 254. 

Foundation, engine, 308. 
chimney, 261. 

Four-valve engines, 366. 

JYee burning coal, 121. 

Free hydrogen, 119. 

Friction, horsepower, 392. 
in engines, 422. 
loss in flues, 259. 

Fuel, fuels, 113-129. 

, calorimeter, 116, 128. 

gas, 128. 

Mahler bomb, 116. 


Fuel, character for boiler test, 194. 
classification of, 1 13. 
definition of, 113. 
economizer (see economizer) 
gaseous, 127. 
heat valve (see heat) 

Fuel oil, 126. 
advantages of, 126. 
analy.ses, 126. 
burners, 177. 

Furnace, corrugated, 47. 
definition of, 18. 
design to prevent smoke, 156. 
externally fired, 31. 
for gjis fuel, 177. 
for oil fuel, 180. 
for i)ulverized fuel, 182. 
hand fired, 156. 
internally fired, 19. 
stoker fired, 175. 
tools, 1.55. 

Fusible plug, 25, 54. 
location of, 55. 

Fu-sibility of lush, 124. 

G 

Gage, Bourdon pressure, 60. 
calibration of, 62. 
cocks, 18, 53. 

on vertical boiler, 35. 
compound, 437. 
diaphragm, 61. 
draft, 75. 

glas.s, 18. 
recording, 62. 
standard test, 62. 
steam, 5. 
test(‘rs, 62. 
vacuum, 437. 

Galvanometer, 71. 

Gas analysis, 138. 
deductions from, 142-144. 

Gas, blast furnace, 127. 
by-product coke oven, 127. 
calorimeter, 128. 
cjising head, 127. 
fuels, 127-129. 
illuminating, 127. 
laws, 81-82. 

method of burning, 177. 
natural, 127. 
producer, 127. 
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Gate valves, 224. 

Gaskets, engine, 27. 
pipes, 224. 

Gearing, helical, 456. 
reduction, 458, 497. 

Generator, electric, 5, 7. 
turbine driven, 11. 

Globe valves, 225. 

Goodenough’s steam table, 89, 570. 

Goulds triplex pum]), 510. 

Governor, automatic, 330. 

Corliss engine, 362. 

“ D ” .slide valve, 315. 
inertia, 334. 

Lentz engine, 372. 
sensitiveness, 316. 
shaft, 330. 
stability, 316. 
throttling, 315. 
turbine, 461, 469, 487. 

Graphite in boilers, 243. 

Grate-bar, 153, 

Grates, 153-155. 
circular, 153. 
rocking, 153. 
shaking, 154. 
stationary, 3, 17, 153. 
traveling, 9. 

Grate surface, 18, 188. 
method of expre.s.sing, 18. 

Green, chain grate, 158. 
fuel economizer, 236. 

Grid-iron valve, 348. 

Guyed steel stack, 2()4. 

Gutermuth air-purni) valve, 537. 

H 

Hammel oil burner, 178. 

Hammer coal crashing mill, 559. 

Hancock injector, 517. 

Handhole, opening, 21, 34, 38. 
cap, 42. 

Hand-fired furnace, 156. 

Hand-operated stokers, 156. 

Hand revolution counter, 442. 

Hardness of water, 239. 

Harmonic motion, 320. 

Head, exhaust, 5, 436. 
on pump, 519. 
pressure, 77. 
velocity, 78. 

Headers, boiler, 37, 50. 


Headers, side, 50. 

Heat, content of steam, 92. 
consumption of engines, 400. 
definition of, 68. 
external latent, 91. 
internal latent, 91. 
kinds of, 68. 
latent, 69. 

loss in exhaust steam, 405. 
of evaporation, 91. 
of liquid, 86, 91. 

|)er lb. of dry steam, 92. 

per lb. of superheated steam, 95. 

|>er lb. of wet steam, 93. 
quantity of, 73. 
sensible, 68. 
transmission, 74. 
value of solid fuel, 116, 118. 
of fuel oil, 126. 
of gas, 128. 

Heat balance, boiler, 150. 
engine, 448. 

Heater, feedwater {ticc feedwater heater) 

Heating boiler, 16. 

Heating surface, definition of, 19. 
for Manning boiler, 34. 
method of computing, 187. 
for lI.R.T. boiler, 187. 
for Heine boiler, 187. 
water and superheating, 19. 

Height of chimneys, 266, 267. 

Heine, boiler, 40. 
suf)crhcater, 256. 

Herringbone grate bar, 153. 

High and low water alarm, 54. 

High pressure drips, 213. 

High si)ecd engine, 293, 328. 

High-vacuum condensers, 528, 532. 

Holly steam loop, 216. 

Hook gage, 440. 

Horizontal return tubular boiler, 3, 25. 

Hoppers, ash, 287. 
track, 7. 

Hot well, 9. 

Horsepower, definition of, 68. 
boiler, 185. 
of engine, 388-392. 
hour, 68. 
of pumps, 519. 

rated for compound engine, 418. 

House turbine, 551. 

Huddling space, 57. 
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Hunting in a governor, 316. 
Hydrometer, 423. 

Hydrogen, available, 119, 136. 
Hydrostatic lubricator, 429. 

I 

Ideal steam engine, 367. 

Ignition, spontaneous, 125. 
tcin|)eraturcs, 132. 

Impeller, for centrifugal pump, 9, 513. 
ofxin and closed, 513. 
single and double suction, 513. 
Impulse turbines, 453- 481. 
and reaction, 481. 
pressure stage, 453, -IGO. 
velocity stage, 454, 458. 

Incomplete combustion, 135, 149. 
Indicator, for steam engine, 379~3S5. 
classification of, 379. 
cocks, 385. 

Crosby, continuous, 385. 

inside and outside, 38(K384. 
Thompson inside, 382. 

Indicator diagram, 314. 
accuracy of, 387, 
combined, 420. 
method of taking, 387. 
steam estimated from, 393. 
theoretical, 397. 

Indicated horsepower, 388. 

Induced draft, 13, 268. 

Inertia, 64. 

governor for engine, 334. 
governor for turbine, 469. 

Initial condensation, 3t)8. 

Injector, 516-518. 
automatic, 517. 
capacity of, 518. 
double-tube, 517. 

Inside packed plunger punii), 509. 
Interpolation from steam (able, 92. 
Internally-fired boiler, 19. 

Isolated power plant, 3, 7. 

Isothermal heat change, 81. 

J 

Jacket, steam, 297. 

Jacobs-Shupert firebo.x, 21. 

Jahn’s turbine governor, 461. 

Jet condemsers, 524-531. 

Joints, boiler, 20. 
lap and butt, 20. 


Jones underfeed stoker, 168. 

Joule, definition of, 67, 

Joule’s equivalent, 73. 

Junker gas calorimeter, 128. 

K 

Kerosene in boilers, 243. 

Kimt impulse turbine, 474, 495. 

Kilgour boiler .setting, 157. 

Kilowatt, 68. 
hour, 68. 

Kindling temperatures, 132. 

Kingsbury tlinist bearing, 486. 

Knowles simple.x pump, 503. 

Koerting ejector eondenser, 527. 

L 

Lap, on steam engines, 316. 
effect of, 318. 
steam and e.vhanst , 316. 

Lashing wire for turbine blades, 484. 

Latent heat, 69. 
of evaporation, 91. 
internal and external, 91. 

Lateral retort .stoker, 171. 

Lazy bar, 1.55. 

Lead for engines, 317. 

Leads, boiler and engine, 208. 

Lebhuu air i>ump, 539. 

Lignite, 122. 

Load factor, 555. 

Loaded governor, 363. 

L<^<‘omobile engine, 377. 

Locomotive, 10. 
l>oilcr, 19. 
chussifieation, 11. 
crane, 285. 
engine, 335-338. 
fr;inie, 335. 
stoker, 175. 
superheater, 257. 

Lodi-type oil burner, 563. 

Logarithms (Table), 571. 

Ivogarithmic diagram, 395. 

Loop header pipe system, 207. 

lioss of pressure in steam pipe, 209. 

Losses, .standby, 123. 
engine, 403. 
t urbine, 498. 

Low-prp.ssure turbine, 491. 

Low-speed engine, 293. 



584 


INDEX 


Lubricants, 422. 

Lubricator, engine, 429-430. 
hydrostatic, 429. 
mechanically ofxjrated, 430. 

M 

Magnesia, 11. 

Mahler-bomh calorimeter, 116. 

Manhole, 26, 37. 

Manometer, 75. 

Manning fire-tul)e boiler, 33. 

Manufacturers rating of a laiiler, 187. 

Marine, boilers, 47-52. 
engines, 344. 
turbines, 494. 

Matter, 64. 

" law of the conservation of, 64. 
measurement of, 64. 
units of, 65. 

Marks and Davis steam table, 89. 

Mass, 64, 66. 

Maximum port-opening, 317. , 

Mean effective pressure, 388. 
theoretical and probable, 398-399. 

Mechanical, boiler hi be cleaner, 249. 
draft, 268. 

efficiency of engine, 392. 
oil burner, 177. 
stokers, 157-177. 

Melville and Macaljiine reduction gearing, 
498. 

Merit automatic control 
for oil-burning .system, 563. 

Metallic pyrometer, 71. 

Meyer valve for steam engine, 350. 

Mid-position of valve, 316. 

Mixed pre.s.sure turbine, 491. 

Moisture, in steam, 93, 104. 
in coal, 125. 

Molecule, 64. 

Mollier chart, 101. 

Motion, uniform and non-uniform, 65. 

Mud drum, 38, 40. 

Mud ring, 21. 

Mullan vacuum pump, 537. 

Multi-cylinder reaction turbine, 486. 

Multi-jet condcn.ser, 528. 

Multi-stage centrifugal pump, 514. 

Murphy side-overfeed stoker, 165. 

Murray feedwater regulator, 211. 

Myriawatt, 185. 


N 

Napier’s equation, 110. 

Napier's law, 109. 

Narrow loi^omotive firebox, 21. 

Natural gsis, 127. 

Navy standard boiler compound, 242. 

Non-pressure oiling system, 424. 

Non-return valve, 226. 

Nordberg unaflow engine, 376. 

Normal reading of thermometer, 107. 

Nozzle loss in steam turbine, 479. 

Nozzle, turbine, 453, 456. 
bowl, mouth and throat of, 478. 
theory, of impulse, 478-479. 

0 

Oil, burning installation, 563. 
filter, 435. 
furnace, 52, 180. 
in suspension and emulsion, 431. 
method of burning, 177. 
pump, 428. 
separator, 434. 

Oil burners, 177-179. 

<;apacity of, 179. 

Ogee ring, 33. 

Open feedwater heater, 231. 

Optical fiyromcter, 72. 

Orsat gas apparatus, 139-141. 

Outside fiackod plunger pump, 509. 

Overhung-front boiler setting, 32. 

Overtravel of a valve, 317. 

Oxygen, in air, 80. 
effect of in coal, 125. 

P 

Packing, carbon, 467. 
fibrous for engine, 298. 
labyrinth, 461. 
metallic, 460. 
water seal, 485. 

Parallel-current condenser, 524. 

Parsons turbine, 481-491. 

Pa.s.sas in a boiler setting, 39. 

Peabody oil burner, 179. 

Peat, 122. 

Perfect gases, laws of, 81. 

Perrnutit feedwater purification, 246, 554. 

Perolin, for scale, 243. 

Physical units, 64-78. 

Pipe, bends, 218. 
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Pipe, columns, 228. 
covering, 228. 
fittings, 220. 

hangers, rolls and supports, 228. 
names, 220. 
tlireading, 217. 

Piping, for steam, 3. 
allowable velocity in, 210. 
blow-off, 5, 58. 

commercial classification, 217. 
exhaust, 5, 210. 
expansion in, 219. 
flanges, 222. 
feedwater, 58, 210. 
high pressure drip, 213. 
liigh pressure system, 205. 
loop header system, 207. 
single header system, 200. 
spider system, 207. 
size of, 209. 
unit system, 208. 

Piston, for steam engine, 300. 

for pump, 508. 

Pitting, 241. 

Pivoted bucket conveyor, 281. 
I^lanimeter, 389. 

Plugs for pipe, 221. 

Pond, cooling, 542. 

Pop safety valve, 50, 57. 

Port opening, 317. 

Potential efficiency, 401. 

Power, f)8. 
boilers, 16. 
driven pumps, 510. 

Power plant, steam, 2. 
auxiliaries and accessories, 3. 
Calumet, 552. 
classification, 1, 2. 

Colfax, 550. 

Delaware, 550. 

Dodge Bros. Motor Car Co.’.s, 555. 
factors which determine type of, 1. 
Hartford Electric Co.'s, 550. 
Highland Park, 550. 
marine, 13, 567. 
oil burning plant, 503. 
pulverized fuel, 559. 
types of steam, 2. 
water, gas, oil, and steam, 1. 
Poppet valve engines, 370-372. 

* Powdered coal, 122. 

Prat system of induced draft, 270, 


Pressure, 65. 
conversion of, 77. 
plate, 329. 

Primary feedwater heater, 231. 

Priming, in boilers, 247. 
of centrifugal pumj), 520. 

Prony brake, 391. 

Propeller, ship, 13. 
shaft, 13. 

Properties, of air, 80. 
of steam, 88. 
of water, 84. 

Prosser tube expander, 23. 

Proximate analysis of a fuel, 114. 

Pulverized fuel burner, 181. 

Purcha.sing coal, 126. 

Purifiers for feedwater, 235. 

Pump, pumps, 502-522. 
boiler feed, 5, 9. 
capacity of, 518. 
centrifugal, 512. 
compound, 514. 
efficiency of, 512. 
performance of, 516. 
turbine, 514. 
volute, 513. 
classification of, 502. 
direct acting, duplex, 507. 
reciprocating, 502-5 1 0. 
cimplex, 503. 
duty, 520. 
governor, 511. 
installation, of, 520. 
jet (see injector) 
left hand side of duplex, 508. 
lift, 518. 

pi.ston and plunger, 502. 
power driven, 510. 
efficiency of, 510. 

.simplex, duplex and triplex, 510. 
right hand side of duplex, 508. 
rotary, 516. 
slip of a, 519. 
tandem compound, 508. 
testing, 521. 
vacuum, 7. 

vacuum chamber for, 511. 
water ends for, 508. 
wet and dry air, 7. 

Pyrometers, 71-73. 
accuracy of, 73. 
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Stirling boiler, 43. 

large size, 550. 

Stop, valve, 58, 224. 
watch, 443. 

Stokers, 158-177. 
advantages of, 157. 
classification of, 158. 
chain grate. 1.58-162. 
comparison of, 175. 
disadvantages of, 158. 
overfeed, 162-168. 
underfeed, 168-175. 

Strainer for pump, 521. 

Stroke counter, 443. 

Sturtevant impulse turhitie, 477. 

Sub-bituminous coal, 122. 

Suction lift of a pump, 518. 

Sulphur, in coal, 115. 
effect on coal, 125. 

Superheat, 87. 
advantages of, 253. 
economy of, 253, 4i)7. 

Superheaters, 9, 253-258. 
attached, 254-257. 
direct-fired, 257. 
saving by using, 253. 

T 

Tachometers, 443. 
centrifugal, 443. 
chronometric, 444. 
electric, 443. 

Tail, rod, 431. 
pipe, 526. 

Tandem-compound engines, 411. 

Taylor underfeed stoker, 174. 

Telpherage coal handling, 285. 

Telescopic oiler, 427. 

Temperature, 69. 
absolute, 70. 

Temperature-entropy chart, 97. 

evaporation line on, 98. 
liquid line on, 98. 
saturation line on, 98. 
superheat line on, 99. 

Temporary hardness in feedwater, 239. 

Terry turbine, 4f)6. 

Testing of boilers, 193-203. 
apparatus for, 195. 
records of, 198. 
report of, 201. 
results of, 201. 


I]<IDEX 

Testing of engines, 439-447. 
apparatus for, 439. 
conduct of, 446. 
results of, 447. 

Testing of pumps, 521. 

Thermo-couple, 71, 72. 

Thermo-electric pyrometer, 71. 

Thermometers, 69. 
calibration of, 70. 

Thermal efiiciency. 1. 
of engines and turbines, 401. 
of power plants, 1, 7, 9, 10. 

Thermodynamics, first law, 73. 

Three point suspension of boiler, 29. 

Throat sheet, 21, 

Throat stay, 40. 

Throttle governor, 315. 

Throttling calorimeter, 104-108. 

Throttle valve, 7, 432. 

Thrust bearing, 13. 
marine engine, 346. 
turbine, 406, 486. 

Time, unit of, 64. 

Tools for liand-fired furnaces, 155. 

Total-heat entr()])y diagram, 101. 

Traps, steam, 3, 213-215. 
bucket, 214. 
float, 214. 
tilting, 215. 
types of, 213. 
return, 215. 

Traveling coal hopper, 284. 

Triple swing pipe connections, 208. 

Triple expansion engines, 344. 

Triplex pump, 510. 

Try, or gage, cocks, 53. 

Tube, boiler, 3. 
cleaners, 249. 
dimension of, 188. 
return, 50. 
sheet, 22. 

Tube, expanders, 23. 
ferrules, 23. 

Turbine centrifugal pump, 514. 

Turbine, steam, 3, 9. 
bleeder, 492. 

buckets, 452, 456, 464, 484. 
reversing, 477. 
theory of impulse, 479. 
theory of reaction, 480. 
classification, 452. 
double-flow, 482. 
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Turbine, economy of, 498. 
governor for, 468, 487. 
impulse, 453-481. 

influence of vacuum, superheat and 
pressure upon, 499. 
losses, 498. 
low-pressure, 491. 
lubrication of, 492. 
marine, 494. 
mixed pressure, 492. 
multi-cylinder, 486. 
multi-pressure, 453. 
multi-velocity, 454. 
nozzle, terms, 478. 

theory of impulse, 478. 
reaction, 481-491. 
single-flow reaction, 481. 
single-flow impulse and reaction, 481. 
testing, 500. 

throttle and emergency valve for, 474. 
Turbine valve gears, Curtis, 470-173. 

Westinghouse nijuition, 486-489. 

Tuyere boxes, 169, 173. 

IT 

Uehling, composi meter. 111. 

Ultimate analysis of a fuel, 1 15. 

Unaflow engine, 372-878. 

Underfeed stoker, 168-175. 

Unions, screwed, 220. 

Unit, conversion of smoke, 183. 

system of piping, 208. 

Uptake tubes, marine boiler, 51. 

V 

Vacuum, 76. 

chamlxjr for pumps, 511. 
corrections to standard conditions, 533. 
effect of air u])on, 531. 
influence on economy of turbine, 499. 
Vacuum, or air, pump, 536 511. 
centrifugal entrainment, 539. 
ejector, 540. 

Mullan displacement, 537. 
radojet, 540. 

rotative dry-vacuum, 538. 
Wheeler-Edwards, 536. 

Valve, valves, Outhermuth for vacuum 
pumps, 537. 
yor piping, 224-227. 

* atmospheric relief, 433, 436. 
back jiwjssure, 5, 436. 


Valve, for piping, blow-off, 68. 
check, 58, 224. 
non-return, 226. 
reducing, 5, 
relief, 7, 436. 
stop, 58, 224-227. 
for pumps, 505. 
disc, .505. 
foot, 521. 

steam thrown, 503. 
for steam engines, Allen trick, 348. 
(Torliss, 3.58. 
double-ported, 348. 
grid-iron, 348. 
multi-ported, 348. 
poppet, 370. 

.safety, .55. 
thermostat ic, 5. 
tyi)es of, 224. 

Valve diagram, 321-328. 

Bilgram, 325-327. 
ellipse, 322. 

Zeuner, 322-325. 
for Armstrong governor, 332. 
for Meyer valve, 3.50. 

Valve sitting, 351, 367. 

Corli.ss, 367. 
on pump, 521. 
slide valve, 351. 

Valve travel, 316. 

Valve gear, .309. 

De Laval impulse turbine, 4.57. 

C-urtis, impulse turbine, 470-473. 
engine, 310, 330, 344, 360, 364, 366. 
locomotive, 338. 

We.stingho\ise reaction turbine, 486- 
491. 

V^anstonc flange joint, 223. 

V-bucket conveyor, 280. 

V-notch weir, 439. 

head on, 440. 

Velocity, 65. 
angular, 65. 
head, 78. 
tangential, 65. 

Venturi water meter, 195. 

Vernier on planiineter, .390. 

Vertical tubular boiler, .3.3-35. 

Viseosity, 423. 

Viseosiiiicter, Saybolt, 424. 

\'olatiI(‘ matter in coal, 114. 

Volute centrifugal pump, 513. 
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Wainwright closed feedwater heater, 233. 
Wall bracket for piiKJ, 228. 

Walschacrt radial valve gear, 340-344. 
Water, analysis, 243. 
back, 101. 
brake, 44?. 

column, 5, 18, 27, 34, 43, 52. 

equivalent of calorimeter, 117. 

flume, 555. 

gage, 5, 53. 

glass, 35. 

horsepower, 519. 

leg of bjpiler, 21, 41. 

level, 18. 

meter, 195, 440. 

properties of, 84. 

rate, 400. 

screens, 555. 

siphon, 61. 

’ softening apparatus, 244-247. 
space of boiler, 18. 
specific heat of, 85. 
weight per cubic foot, 85. 
tube cleaners, 250. ' 

Watt, 68. 

pendulum governor, 362. 

Weathering of coal, 125. 

We-Fu-Go, purifying sy.stcm, 244. 
Westinghouse-Parsons turbine, 481. 


Westinghouse-Parsons, impulse turbine, 
477. 

Leblanc iiir pump, 539. 
valve gears for, 487-489. 
direct connected, 487. 
hydraulic, 489. 
steam operated, 488. 

Wet-air pump, 7. 

Weighing, hopper, 284. 

water on test, 195. 

Weight of air jjer pound of coal, 135. 

Weir, V-notch, 195. 

Whyte classification of locomotives, 11. 
Wickes water tube boiler, 45. 

Wide firebox for locomotives, 21. 

Willans line, 400. 

Work, 67. 

at constant pressure, 84. 

Work diagrams, 67. 

Wing wall boiler setting, 156. 

Wire drawing, 405. 

Woolson arch, 32. 

Wootten firebox, locomotive, 21. 

Z 

Zeolite water softening process, 246. 

Zero hardness of water, 246. 

Zeuner valve diagram, 322-325. 
applied to Armstrong governor, 332. 
applied to Meyer valve, 350. 

Zinc used in boilers, 241. 






